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Paper  No.  133 


EOONOmOS  OF  ELEOTRIO  POWER  STATION  DESIGN. 


By 

H.  F.  PARSHALL,  D.  Sc,  M.  Inst.  C.  E. 
London,  England 


Papers  heretofore  written  on  power  station  design  are  gen- 
erally descriptive  and  relate  to  the  size  and  arrangement  of  the 
generating  units,  boilers,  etc.  Such  papers  have  been  of  little 
lasting  value  principally  because  of  the  radical  changes  that  have 
occurred  in  connection  with  size  and  type  of  prime  movers.  For 
a  given  kilowatt  output  to-day,  there  is  no  great  range  of  choice 
in  prime  movers,  since  engineers  are  agreed  that  turbines  possess 
the  balance  of  advantages.  Questions  as  regards  economy  in 
turbines  do  not  arise  in  the  same  way  as  they  do  in  respect  to 
condensing  or  fuel  economy  apparatus,  since  the  efficiency  of 
the  turbine  of  given  rating  would  not  be  a  function  of  the  cost. 
The  broad  question  arising  in  respect  to  the  turbine  is  as  to  the 
extent  centralization  may  take  place  and  justify  the  use  of 
larger  turbines  with  the  attendant  economies.  For  the  specific 
apparatus  of  obtaining  economies,  the  extent  of  which  is  de- 
pendent upon  the  amount  of  plant  used  and  the  attendant  in- 
vestment, the  load  factor  or  the  cost  of  fuel  per  kilowatt  per 
annum  are  the  determining  factors.  The  economies  gained  by 
centralization  have  to  be  balanced  against  the  cost  of  mains  in 
linking  up  from  a  central  source  of  supply  with  diflferent  dis- 
tribution centreis.  The  present  paper  deals  with  the  constants 
involved  in  this  general  problem  and,  as  illustrative  of  the  nature 
of  the  problem,  particulars  are  given  of  the  electric  supply  of 
London. 


The  design  of  a  Power  Station  may  be  considered  from  two 
points  of  view,  one,  which  may  be  termed  the  mechanical,  re- 
lating to  type  and  arrangement  of  plant,  and  the  other,  the 
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economical,  involving  the  balancing  of  capital  against  the  econo- 
mies eflfected  by  the  use  of  various  amounts  or  types  of  plant 
upon  which  the  consumption  of  fuel  depends  either  directly  or 
indirectly. 

From  time  to  time,  the  author  has  published  details  of 
power  plants  that  he  has  designed,  but  upon  looking  over  these 
publications  it  appears  that,  owing  to  the  progress  in  design  of 
prime  movers  and  the  different  conditions  regulating  genera- 
tion brought  about  by  improvements  in  electrical  methods,  such 
descriptions  have  little  lasting  value,  and  can  only  be  of  per- 
manent interest  when  regarded  from  the  standpoint  of  economic 
design. 

It  is  the  purpose  of  this  paper  to  discuss  power  station 
design  from  the  economical  point  of  view,  and  the  various 
aspects  will  be  considered  from  the  general  principle  that  the 
amount  of  capital  that  can  be  used  in  effecting  any  economy 
in  generation  is  proportional  to  the  number  of  hours  in  the 
year  during  which  such  economy  can  be  realized. 

An  attempt  is  made  to  show  the  properties  of  the  plant 
under  different  conditions  of  operation  and  wherever  possible 
curves  have  been  established  showing  under  what  conditions  the 
installation  can  be  operated  to  the  best  advantage, — ^material, 
labour,  maintenance  and  capital  being  considered. 

In  order  to  establish  a  basis  from  which  the  effect  of  vary- 
ing conditions  may  be  determined,  the  operating  and  capital 
costs  are  given  for  modern  power  stations  designed  to  give  the 
most  economical  results  under  certain  assumed  conditions,  but 
for  the  reasons  given  above,  such  examples  must  be  taken  as 
only  generally  illustrative  and  not  what  the  author  might  con- 
sider applicable  to  every  case. 

Pig.  1  shows  the  total  capital  cost  of  such  modern  power 
stations  per  kilowatt  installed.  Although  these  figures  will 
vary  with  the  locality  and  market  conditions  generally,  and 
may  be  considered  on  the  high  side,  they  are  consistent  through- 
out the  range  of  sizes  and  load  factors  considered  and  therefore 
do  not  affect  the  resulting  conclusions  when  viewed  as  a  com- 
^  parison  between  varying  conditions. 
^  Fig.  2  shows  the  overall  thermal  efBciencJes  which  may  be 
expected  from  modern  stations  of  various  sizes  and  load  fac- 
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Note:     In  Figs.  1  to  6  ineluuve  "Installed  C&paeity"  is  in  kilo- 
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tors.  The  steam  conditions  assumed  are  pressure  175  lbs. 
gauge,  vacuum  28*4"  (Bar.  30")  and  superheat  100°P.  and  it 
is  assumed  that  the  station  is  equipped  with  five  generating 
units. 

Fig,  3  shows  the  coal  costs  derived  from  the  thermal 
efficiencies  given  on  Fig.  2  with  coal  at  14/-  per  ton,  the  calo- 
rific value  assumed  being  12,500  B.T.U.  per  lb. 

The  total  'costs  (Fig.  4)  are  based  upon  a  ratio  of  coal  to 
total  costs  taken  from  the  actual  results  of  modern  stations. 

The  capital  charges  per  unit  shown  on  Fig.  5  are  calculated 


from  Fig.  1  on  a  10%  basis,  the  maximum  load  being  taken 
as  80%  of  the  installed  capacity  for  all  sizes  of  stations. 

Fig.  6  shows  the  sum  of  operating  (Fig.  4)  and  capital  costs 
(Fig.  5)  and  the  result  may  be  taken  as  indicative  of  the  im- 
provement to  be  expected  from  the  centralization  of  generation 
and  increase  of  load  factor. 

These  results  are  shown  on  Fig.  7,  expressed  as  comparative 
costs,  the  ordinate  scale  being  purely  arbitrary  and  indicating 
the  relative  total  cost  under  varying  conditions.  Expressed  in 
this  manner  only  two  curves  are  necessary,  since  the  relative 
costs  with  varying  sizes  of  station  are  constant  for  any  load 
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factor  and  the  relative  costs  with  varying  load  factors  are 
constant  for  any  size  of  station. 

An  important  consideration  in  the  design  of  a  modem 
generating  station  is  the  selection  of  the  site,  the  chief  consid- 
eration in  this  respect  being  coaling  and  condensing  facilities. 
It  will  usually  be  found  that  a  site  with  good  condensing  facili- 
ties will  also  be  most  convenient  for  coaling,  but  such  a  site  is 
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generally  dif5<iult  to  obtain  near  to  the  area  of  supply  and  so 
the  question  arises  as  to  how  far  it  is  expedient  to  go  from  the 
area  of  supply  in  order  to  secure  the  most  efficient  generation. 
This  involves  the  balancing  of  the  cost  of  transmission  against 
the  saving  to  be  effected  and  the  distance  will  be  determined 
chiefly  by  the  load  factor.  Many  other  considerations  enter 
into  the  question,  but  as  these  vary  but  little,  and  as  the  effect 
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of  such  Tariatiou  upon  the  economical  distance  is  so  slight, 
values  have  been  assigoed  which  Id  the  author's  experience  are 
most  likely  to  obtain. 

The  cost  of  transmission  includes  maintenance,  energy  loss 
and  10%  on  the  cost  of  mains. 

The  cost  of  cables  per  mile  laid  under  average  conditions 
is  taken  uniformly  at  12/-  per  kilowatt  of  maximum  load,  and 
the  energy  loss  is  calculated  upon  the  assumption  of  20,000 
F156. 


volt  transmission  and  500  amperes  per  square  inch  maximum 
working  current  density  at  0.8  power  factor. 

Upon  these  values  the  total  annual  cost  of  transmission 
works  out  at  16. 5d  per  mile  per  kilowatt  of  maximum  load  and 
is  practically  constant  for  any  load  factor  or  maximum  load. 

The  saving  to  be  effected  includes  the  saving  in  generation, 
price  of  coal,  water  lost  in  cooling  towers,  and  10%  upon  the 
cost  of  cooling  plant.  For  this  purpose  it  is  assumed  that  the 
vacuum  is  increased  from  27  to  28^  and  that  the  price  of  coal 
is  reduced  from  15/-  to  14/-  per  ton. 
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The  efficiency  of  the  Bankine  steam  cycle  at  27"  vacuum 
is  0.924  of  the  efficiency  at  281^''  supposing  the  pressure  to  be 
175  lbs.  and  the  superheat  100°F.  and  this  ratio  can  be  applied 
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direct  to  the  overall  station  efficiency.    The  annual  saving  per 
kilowatt  due  to  the  increased  vacuum  and  reduced  price  of 

-d,\  3416  X  8760  L.  F. 


coal  will,  therefore,  be  given  by    (-777^777^) 

\  0.924  / 

where  E  =  efficiency  of  station  at  28^4''  vacuum ;  L.F.  =«  load 


E  C 
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factor,  dj  and  dg  »=  price  per  lb.  of  fuel  in  the  respective  cases 
and  C  =  calorific  value  per  lb. 

Taking  C  at  12,500  the  saving  is  — ^— ^= — - — - 

The  saving  in  cooling  plant  is  taken  at  10%  on  £1  per  kilo- 
watt =«  24  pence  per  kilowatt  of  maximum  load. 

The  cost  of  the  water  evaporated  by  the  cooling  towers  and 
saved  by  a  riverside  station  is  based  upon  an  evaporation  of 
15  lbs.  of  water  per  kilowatt  hour  at  6  pence  per  1000  gallons . 
and  the  annual  saving  in  pence  per  kilowatt  of  maximum  load  is 

,      15X6X8,760  L. F.     i-fr»  oj  ▼    -r^ 

«^^«"  ^y Io5aooo ^^-^^  ^•^- 

The  total  saving  due  to  the  improved  site  is  then  — '* 

hi 

+  24  +  78.84  L.F.  and  it  will  be  seen  that  the  saving  will  fall 

slightly  as  the  station  eflSciency  increases. 

Assuming  a  station  efSciency  of  12%  and  the  total  annual 

cost  of  transmission  being  16.5d  per  kilowatt  mile,  the  distance 

at  which  the  saving  balances  the  cost  of  transmission  is  given  by 

^^^tMLZ:  =  1.45 +  19.21  L.F. 

iD.O 

These  distances  are  plotted  on  Fig.  8  for  varying  load 
factors. 

No  account  has  been  taken  of  rates  and  taxes  or  site  values 
since  these  vary  so  widely  that  no  particular  figure  can  safely 
be  assumed.  When  it  is  considered  that  the  additional  land 
required  for  cooling  towers  is  usually  in  the  most  expensive 
area,  it  may  easily  be  that  the  saving  in  site  values  may  double 
the  economical  distance  given. 

The  determination  of  the  steam  and  exhaust  conditions 
under  which  a  station  should  operate,  is  also,  although  more 
complicated,  a  matter  of  balancing  the  saving  in  fuel  cost 
against  the  cost  of  effecting  such  saving.  While  the  effect  of 
any  variation  in  the  steam  conditions  upon  the  operating  costs 
may  be  determined  with  a  fair  degree  of  accuracy,  the  variation 
in  the  capital  cost  is  a  matter  which  must  be  determined  accord- 
ing to  the  conditions  prevailing  in  each  individual  case.  The 
saving  to  be  expected  with  varying  steam  conditions  is  there- 
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9 


fore  presented,  from  which  the  capital  that  can  be  properly 
spent  in  effecting  any  improvement  may  be  easily  determined. 
The  effect  of  variation  of  either  pressure,  vacuum  or  super- 
heat upon  the  efficiency  of  the  Rankine  steam  cycle  is  to  increase 
or  decrease  such  efficiency  by  a  definite  amount  whatever  the 
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value  of  the  other  two  conditions  may  be.  This  is  shown  in 
Fig.  9,  where  the  efficiencies  corresponding  to  the  variation  of 
any  one  condition  are  shown  for  two  extreme  values  of  the 
other  two.  For  instance,  the  efficiency  with  varying  pressure 
is  shown  for  27^'  vacuum  and  no  superheat,  and  also  for  29^^" 
vacuum  and  300  °F.  superheat,  and  similar  curves  for  varying 
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pressure  for  any  values  of  vacuum  or  superheat  between  these 

limits  would  fall  between  and  be  parallel  to  these  two  curves. 

It  will  be  seen  that  any  improvement  in  any  one  condition 

results  in  an  addition  to  the  Bankine  cycle  efSciency  and  that 
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such  addition  remains  constant  whatever  the  original  efficiency 
may  have  been.  An  improvement  may  therefore  be  expressed 
as  on  Fig.  10,  which  gives  the  additional  efficiency  due  to  varia- 
tion of  any  one  of  the  three  conditions,  and  each  curve  is  cor- 
rect for  any  values  of  the  remaining  two  conditions  assuming 
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that  the  latter  remain  constant  throughout  the  variation  under 
consideration. 

Such  improvement,  expressed  as  a  proportion,  may  be  ap- 
plied direct  to  the  overall  efficiency  of  the  station,  since,  apart 
from  the  steam  cycle,  the  efficiency  of  the  rest  of  the  plant  in 
any  given  station  will  remain  practically  constant  under  any 

F13. 10. 


9JL 

— 

-^ 

— 

— 

— 

— 

— 

-^ 

S*  0 

.4L£ 

• 

> 

/ 

/ 

J^ 

J 

f 

•  if 

I 

-J 

7 

S^iiA 

y 

/ 

r 

J., 

y 

^ 

J 

f 

/ 

J 

r 

4 

A 

/ 

^ 

r 

^ 

A 

y 

» - 

^ 

r 

J 

/ 

> 

« 

y 

^ 

r 

V 

r 

A„ 

1 

/ 

IT- 

A 

^ 

w- 

V 

J 

/ 

^'  ■ 

Ca 

^ 

M/iH 

J 

f 

/ 

A 

? 

' 

/ 

y 

y 

9S 

/ 

/ 

y 

J 

f 

J 

L 

^ 

% 

« 

^ 

\ 

Qmafg^99*0r9 

« 

00 

01 

Vmcmmm 

0 

5 

3 

Q 

C 

m 

Sttfi*rtf»t 

variation  in  steam  conditions  if  designed  to  meet  such  condi- 
tions. 

Since  it  is  impossible  to  express  the  results  on  Fig.  10  as  a 
proportional  improvement,  unless  the  other  two  conditions  are 
known,  and  impracticable  to  present  general  conclusions  cover- 
ing all  possible  combinations,  the  steam  conditions  adopted  in 
the  construction  of  Fig.  2  are  employed  as  a  standard,  and  Figs. 
11,  12  and  13  have  been  prepared  showing  the  annual  saving  to 
be  expected  from  any  variation  in  the  steam  conditions.  In 
the  construction  of  these  curves  the  overall  station  efficiency 
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assumed  under  these  conditions  is  13%  at  40%  load  factor  and 
the  price  of  coal  14/-  per  ton  with  12,500  B.T.U.  calorific  value ; 
inversely  with  the  overall  station  eflSciency  and  with  the  results 
shown  will,  of  course,  vary  the  price  of  coal. 
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Although  close  calculation  for  any  particular  case  may  give 
results  varying  slightly  from  those  shown,  the  figures  for  gen- 
eral purposes  are  sufficient  to  indicate  the  amount  of  capital 
which  can  be  profitably  employed  in  increasing  the  degree  of 
either  pressure,  vacuum  or  superheat,  always  assuming  that  the 
plant  is  to  be  designed  to  meet  the  conditions  finally  decided 
upon. 
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Capital  expenditure  will  increase  considerably  with  in- 
crease of  vacuum  and  depends  upon  the  cooling  water  tempera- 
ture, but  in  the  case  of  pressure  and  superheat  the  increase  in 
capital  expenditure  is  practically  confined  to  the  increased  size 
of  pipes  and  valves  up  to  the  point  where  increased  pressure 
involves  a  departure  from  standard  boiler  designs  or  increased 
superheat  calls  for  a  separately  fired  superheater.    These  values 
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are  in  the  neighbourhood  of  250  lbs.  pressure  and  200**  super- 
heat. The  cost  may  be  ascertained  for  any  individual  case,  but 
in  the  author's  opinion  the  economic  benefit  is,  in  the  majority 
of  cases,  at  a  maximum  at  these  values. 

With  regard  to  increased  size  of  piping  and  valves  it  is 
convenient  to  note  that  any  increase  of  either  pressure,  vacuum 
or  superheat  results  in  a  variation  in  the  volume  of  steam  per 
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kilowatt  hour  and  that  when  considering  any  one  condition, 
variation  in  volume  can  be  expressed  as  a  definite  proportion  of 
the  original  volume  either  at  the  pressure  or  exhaust  end  of  the 
turbine,  whatever  the  values  of  the  other  two  conditions  may  be. 
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Pigs.  14  and  15  show  respectively  percentage  variation  in 
volume  of  high  pressure  steam  and  exhaust  for  variations  in 
any  of  the  steam  conditions  and  each  curve  is  correct  for  any 
values  of  the  remaining  two  conditions. 
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Another  feature  of  power  station  design,  which  may  be 
determined  by  balancing  capital  charges  against  the  saving  is 
the  economiser  installation.  A  considerable  number  of  variables 
enter  into  this  investigation,  the  determination  of  the  economi- 
cal economiser  surface  involving  the  consideration  of  the  follow- 
ing conditions : 

E.    Overall  eflSciency  of  Generating  Station. 

L.    Load  factor. 

d.    The  price  of  fuel. 

h.    The  proportion  of  fuel  heat  leaving  the  boiler  in  the 

products  of  combustion. 
Ti.    Temperature  of  flue  gases  entering  the  economiser. 
Tj.    Temperature  of  flue  gases  leaving  the  economiser. 
ta.   Temperature  of  air  entering  furnace. 
W.  Water  fed  to  economiser  per  kilowatt  hour, 
tj.    Temperature  of  water  fed  to  economiser. 
H.   Bate  of  heat  transference  through  economiser. 
C.     Cost  of  economiser  surface. 

Neglecting  radiation  losses  in  the  economiser  and  assuming 
that  the  whole  of  the  heat  represented  by  the  temperature  drop 
in  the  flue  gases  is  transferred  to  the  water,  the  economiser  sur- 
face in  sq.  ft.  per  kilowatt  of  maximum  load  will  be  given  by 

6830  h(T,-T2) 

EH(T.-ta)(T.  +  T.-2t.-|^^) 

where  H  =  heat  units  per  square  foot  per  hour  per  degree  mean 
difl!erence  of  temperature  and  W  =  lbs.  per  kilowatt  hour. 

The  annual  capital  charge  on  a  10%  basis  will  be  repre- 
sented by 

16392  Ch(Ti-T,) 

EH(T.-ta)(T.  +  T.-2t.-ffgl£^) 

where  C  is  £  per  tube  of  10  sq.  ft.  installed  complete. 
The  annual  saving  is  as  follows: 

29,915,400  Lh(Ti-T2) 
E  d  (Ti  -  ta) 

where  d  is  expressed  as  heat  units  per  Id. 
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Many  of  the  conditions  do  not  vary  to  any  appreciable 
extent  in  any  installation  and,  as  the  object  of  this  investiga- 
tion, viz.,  the  determination  of  the  most  economical  surface, 
will  not  be  appreciably  affected  by  the  slight  variations  which 
may  exist,  the  following  values  may  be  assigned 

h  =«  0.2,  Ti  =  500  ta  =  60 

C  =  2,  .H=3  W==20 

d  =  167,000 

With  these  values  fixed,  the  expressions  given  above  become 

-z Knn_T  \  ~  ^'  ^^'  ^^^^^^^  P®^  kilowatt  of 

(  E  600  +  T,  -  2ti  -  ^^gg  ^  )  maximum  load 

4.96  (500 -T,)  n     ',  ^    I. 
Kfy^_m  V  =  Capital  charge  in  pence  per  an- 

500  +  Tj  —  2ti  —  ^^ — ^  )      ^^^  P^r  kilowatt  of  maximum 

12.88  E/      load 

0.0814(500-T,)L       ^         ,       .      >  ,  ., 
= =  Annual  saving  in  pence  per  kilo- 

watt  of  maximum  load 

Fig.  16  shows  the  surface  in  terms  of  tj  and  Tj  and  the 
value  of  E  is  fixed  at  0.12. 

Fig.  17  shows  the  same  with  E  fixed  at  0.15. 

The  annual  saving  to  be  effected  for  any  given  value  of  E 
varies  with  load  factor  and  chimney  temperature,  and  the  sur- 
face (upon  which  the  capital  charge  depends)  varies  with  chim- 
ney temperature  and  inlet  water  temperature.  It  will,  therefore, 
be  seen  that,  in  order  to  plot  the  annual  saving  against  the 
surface,  separate  curves  would  be  necessary  for  load  factors  and 
inlet  water  temperatures  and  in  order  to  avoid  crowding  the 
curve  sheet  the  annual  saving  is  plotted  on  Figs.  18  and  19 
against  the  chimney  temperatures,  for  E  «« 0.12  and  0.15  re- 
spectively and  the  corresponding  surface  can  then  be  read  from 
Figs.  16  and  17. 

When  considering  annual  saving,  it  must  be  noted  that, 
with  a  given  economiser  installation  any  reduction  in  load  will 
result  in  a  drop  in  chimney  temperature  if  the  whole  of  the 
feed  water  is  passed  through  the  economiser.  The  chimney 
temperature  however  may  be  kept  constant  by  bye-passing  a 
portion  of  the  feed  water  to  an  extent  where  the  decreased  dif- 
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ference  of  temperature  balances  the  increased  surface  per  kilo- 
watt of  load. 

Figs.  18  and  19  are  based  upon  the  latter  assumption,  since 
with  natural  draught,  the  chimney  temperature  must  be  kept 
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more  or  less  constant,  and  it  will  be  seen  later  that  forced 
draught  is  not  an  economical  proposition  except  with  extremely 
high  load  factors. 

From  these  curves  it  is  possible  to  balance  the  capital 
charges  against  the  annual  saving.    Figs.  20  and  21  show  the 
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gain  or  loss  with  varying  surface,  inlet  water  temperatures  and 
load  factors  for  0.12  and  0.15  respectively  as  values  of  E,  the 
zero  line  indicating  the  point  a.t  which  capital  charge  balances 
annual  saving. 

Upon  these  curves  (20  and  21)  a  line  has  been  drawn  for 
each  load  factor  at  the  point  where  the  flue  gases  stand  at  300** 
and  to  right  of  these  lines  (marked  A)  artificial  draught  would 
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become  necessary  involving  capital  expenditure  beyond  that 
taken  into  consideration  and  reducing  the  saving  by  the  cost 
of  producing  artificial  draught.  A  curve  (marked  B)  has  also 
been  drawn  through  the  points  of  maximum  economy.  These 
points  have  been  plotted  on  Fig.  22,  which  shows  at  a  glance  the 
economical  surface  for  any  given  load  factor  and  inlet  water 
temperature  and  the  manner  in  which  the  same  varies  with  the 
station  efficiency.     On  this  sheet  also  curves  (marked  A)  have 
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been  drawn  corresponding  to  a  chimney  temperature  of  300°F. 
and  above  these  lines  artificial  draught  is  necessary. 

An  examination  of  these  curves  (20,  21  and  22)  will  show 
that  the  installation  of  an  economiser  becomes  a  doubtful  im- 
provement at  10%  load  factor,  and  that  artificial  draught  is  of 

fit  &!. 
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doubtful  value  unless  the  load  factor  is  above  40%,  as  the 
increased  expense  would  reduce  the  economical  surface.  It 
should  be  noted  that  the  curves  (20  and  21)  are  based  on  a 
fuel  price  of  167,000  B.T.U.  per  Id,  and  that  while  the  saving 
would  vary  directly  and  the  loss  inversely  as  the  price  of  fuel, 
the  economical  point  would  be  unaffected  and  Fig.  22  is,  there- 
fore, independent  of  the  coal  cost. 

Prom  Figs.  20  and  21  it  will  be  seen  that  the  inlet  tempera- 
ture of  the  feed  water  considerably  affects  the  economiser  in- 
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stallation  and  consequently  has  an  important  bearing  upon  the 
commercial  result  due  to  the  prevailing  practice  of  heating  feed 
water  by  means  of  exhaust  from  auxiliary  plant.  It  is  often 
urged  that  turbine  driven  auxiliaries  when  exhausting  to  a  feed 
heater  are  most  efficient,  since  the  latent  heat  is  returned  to  the 
system  in  the  feed  water.  Such  efficiency  is  more  apparent  than 
real,  as  with  increased  feed  water  temperature,  the  saving  due 
to  the  economiser  must  be  considerably  less,  capital  cost  con- 
sidered. The  exhaust  from  turbine  auxiliaries  would  raise  the 
temperature  of  the  feed  water  by  approximately  lOOT.,  and. 


ECONOMICS  OP  ELECTRIC  POWER  STATION  DESIGN  23 

supposing  the  original  temperature  at  the  economiser  inlet  to 
be  100°F.,  the  annual  saving  by  economiser  will  be  reduced  by 
about  18d  per  annum  for  every  kilowatt  of  maximum  load  at 
40%  load  factor.  This  is  shown  on  Fig.  20  and  must  be  set 
against  the  apparent  thermal  efficiency  of  the  auxiliary  steam 
cycle. 

Another  method  is  to  exhaust  the  auxiliaries  into  the  main 
turbine  at  atmospheric  pressure,  thus  increasing  the  available 
heat  by  expanding  to  condenser  pressure.  Considering  the 
inefficiency  of  the  high  pressure  stage  of  expansion,  it  is  doubt- 
ful whether  this  arrangement  has  any  advantage  over  electric- 
ally driven  auxiliaries  when  the  latter  are  properly  arranged. 

It  is  now  common  practice  to  drive  the  exciter  direct  from 
the  main  turbine  shaft  and  the  author  is  of  opinion  that  in  the 
majority  of  cases  it  would  be  advantageous  if  such  a  machine 
could  be  designed  with  sufficient  output  to  drive  the  auxiliaries 
in  addition  to  excitation.  With  a  common  D.C.  busbar  and  a 
small  independent  D.C.  set  as  standby  this  arrangement  would 
be  convenient  to  operate,  would  obviate  the  necessity  for  steam 
piping  and  the  attendant  fittings  and,  the  necessary  current 
being  generated  direct  by  the  main  turbine,  would  compare 
favourably  in  efficiency  with  any  arrangement  of  turbine  driven 
auxiliaries  in  the  case  of  stations  with  units  above  5000  K.W. 
rating. 

With  regard  to  the  general  layout  of  power  stations,  the 
progress  in  the  development  of  the  engine  room  has  taken  place 
with  practically  no  alteration  in  boiler  room  practice  so  that 
although  the  general  design  of  power  stations  is  considerably 
affected  by  the  available  coaling  and  condensing  conditions, 
the  considerations  of  floor  space  and  piping  have  practically 
standardized  the  right  angle  boiler  room,  and  the  principles 
underlying  the  general  arrangement  of  plant  are  too  well  known 
to  call  for  comment. 

The  development  of  rotary  apparatus  for  all  purposes  has 
long  since  passed  the  experimental  stage  and  reciprocating 
machinery  should  find  no  place  in  the  modem  power  station. 


Prom  the  foregoing  it  will  be  seen  that  to  secure  the  high- 
est economy  in  generation,  centralization  on  a  large  scale  is  an 
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economic  necessity.  The  figures  given  as  regards  the  cost  of 
mains  will  show  that  under  present  day  working  conditions  the 
cost  of  electric  transmission  does  not  affect  the  general  principle 
of  centralization,  that  is  to  say,  the  gains  that  can  be  effected 
by  diversity  factor  and  increased  output  more  than  offset  the 
cost  due  to  transmission  mains  over  wide  distances.  Broadly 
speaking,,  generating  on  a  large  scale  means  less  cost  of  plant 
per  kilowatt,  less  labour,  less  maintenance,  less  fuel  consump- 
tion and  greater  number  of  hours  employment  of  plant  through- 
out the  year.  Further,  the  amount  of  capital  that  can  be  justi- 
fied for  economy  in  fuel  consumption  directly  depends  on  the 
cost  of  the  fuel  per  kilowatt  per  annum  which,  with  a  given  cost 
of  fuel  is  directly  determined  by  the  load  factor.  As  an  example 
of  what  can  be  effected  by  centralization  and  what  is  to  be 
avoided  in  the  economic  development  of  electric  supply  for  a 
great  city,  I  quote  the  instance  of  London,  with  which  I  am 
specially  familiar. 

Politically  there  are  two  kinds  of  supply,  one  by  the  local 
authorities  parcelled  out  according  to  the  boundaries  of  the 
different  parishes,  the  other  what  may  be  termed  the  Com- 
panies' area  which  was  parcelled  out  by  Parliament  in  the 
belief  that  it  would  be  injudicious  to  entrust  the  electrical 
supply  of  more  than  a  certain  portion  to  a  given  private  under- 
taking. As  a  result,  the  generation  is  at  present  carried  out 
by  some  forty-five  separate  undertakings  at  a  great  variety  of 
voltages  and  frequencies  so  that  general  interconnection  is  im- 
practicable. Excluding  railway  supply,  which  is  not  here  con- 
sidered, the  energy  consumption  amounts  to  400  million  kilo- 
watt hours  per  annum.  Generally  speaking,  none  of  the  sta- 
tions possess  proper  facilities  for  generation  on  a  large  scale. 
Very  many  of  the  stations  are  located  on  costly  sites,  so  that 
the  site  value  of  the  existing  undertakings  would  go  a  long 
way  towards  creating  a  general  bulk  supply.  The  sum  of  the 
individual  maximum  loads  amounts  to  217,500  K.W.  per  annum 
or  an  average  load  factor  taken  over  the  whole  of  21%.  The 
generating  cost  amounts  to  £1,080,000  per  annum.  This  could 
be  replaced  by  a  bulk  supply  undertaking  properly  located  as 
regards  coal,  condensing  and  all  other  conditions  favourable 
to  a  bulk  supply  with  an  average  distance  of  transmission  of  10 
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miles.  Allowing  for  such  losses  as  would  have  to  occur  pro- 
vided the  present  kinds  of  supply  were  continued  in  each  place 
the  average  efficiency  of  distribution  would  be  75%.  If  stand- 
ardized so  that  the  distribution  be  done  generally  at  50  cycles, 
which  is  the  most  economical  way  of  attending  to  a  general 
supply,  the  efficiency  would  be  85%.  The  general  diversity 
amongst  these  various  undertakings  if  concentrated  would 
approximate  to  1.35,  which  would  of  course  improve  with  the 
increased  power  load  that  would  follow  upon  concentration  and 
a  cheap  supply.  This  diversity  would  bring  the  general  load 
factor  up  to  28.5  equivalent  to  a  maximum  station  load  of 
214,000  K.W.  Assuming  two  stations  each  of  125,000  K.W. 
installed  capacity,  the  cost  of  generation  would  be  0.185  pence 
per  kilowatt  hour  (See  Pig.  4).  The  total  cost  of  generating 
535  million  units  corresponding  to  75%  efficiency  or  472 
million  units  corresponding  to  85%  efficiency  would  not 
exceed  £412,000  per  annum  at  75%  or  £364,000  at  85%,  repre- 
senting a  saving  of  over  £625,000  or  £675,000  respectively,  after 
allowing  for  maintenance  of  the  mains.  The  cost  of  the  gen- 
erating stations  would  be  £3,000,000  and  the  cost  of  the  trans- 
mission system  £1,284,000,  making  a  total  of  £4,284,000,  so  that 
the  economy  eflfected  by  centralizing  the  supply  would  amount 
to  14.6%  on  the  capital  cost  in  the  first  case  and  15.7%  in  the 
second. 

The  cost  of  this  bulk  supply  installation  including  mains 
would  be  £17  per  kilowatt,  whereas  the  cost  of  the  existing 
stations  exceeds  £50  per  kilowatt. 

The  existing  installations  consume  about  one  million  tons 
of  coal  per  annum,  whereas  the  bulk  supply  station  would 
not  consume  more  than  450,000  tons  of  the  same  class  of  fuel. 
It  will  thus  be  seen  that,  independent  of  those  economies  that 
can  be  eflfected  by  concentrating  the  forty-five  undertakings 
into  one,  the  capital  required  for  generation  in  a  proper  bulk 
supply  would  be  35%  and  the  fuel  cost  45%  of  the  amount 
obtaining  under  the  existing  arrangement. 

The  case  of  London  is  best  known  on  account  of  its  magni- 
tude and  shows  the  extent  of  the  economic  waste  that  may  arise 
from  decentralization  of  electric  generation.  By  comparing  the 
actual  results  obtained  on  such  a  large  scale  with  the  results 
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that  would  be  reached  by  applying  the  data  set  down  in  the 
paper,  a  somewhat  startling  conclusion  is  reached  as  to  the 
extent  of  the  waste. 

The  writer  is  aware  that  different  engineers  may  have 
divergent  views  as  regards  percentage  variation  that  may  arise 
in  connection  with  the  use  of  the  various  kinds  of  plant.  The 
general  purposes  of  the  paper  will  be  served,  however,  in 
demonstrating  the  broad  principle  that  ultimate  economy  in 
fuel  consumption  can  only  be  obtained  by  concentration. 

DISCUSSION 

Mr.  Mr.  D.  B.  BuBlimore/  Mem.  A.  I.  £.  E.,  pointed  out  that  in  the 

Riuhmore.  design  of  power  stations,  certain  general  fundamentals  of  manufactur- 
ing-plant design  hold,  for  the  design  of  a  power  station  is  reaUy  the 
design  of  a  plant  for  manufacturing  electricity.  Among  the  general 
considerations  affecting  such  design  may  be  uncertainty  as  to  future 
conditions,  and  of  course  all  good  plans  are  subject  to  readjustment  for 
cases  where  conditions  are  only  partly  known.  For  example,  rapid 
improvement  in  apparatus  must  always  be  provided  for.  A  station  laid 
out  for  certain  sized  units  may  need  to  use  double  that  size  unit. 

Power-station  design  for  normal  conditions  will  always  be  insufficient 
and  adjustment  must  be  provided  to  meet  emergency  conditions.  Acci- 
dents may  happen — ^any  factor  may  fail.  General  independence  of 
action  must  be  provided  for,  especially  in  the  operation  of  auxiliaries, 
as  this  leads  to  safety  in  operation. 

Efficiency  in  much  of  the  apparatus  employed  is  now  reaching  a 
limit.  The  principal  fields  for  making  savings  are  now  the  boiler-house, 
and  the  transmission  and  distribution  systems. 

Mr.  Mr.  C.  B.  Weyinoutli,t  Mem.  Am  Soc.  M.  E.,  pointed  out  that  on  the 

Weymouth.  Pacific  Coast  the  latest  trend  is  toward  the  use  of  very  high  steam 
pressures  and  superheats.  Design  is  now  for  250  to  300  or  350  lbs. 
pressure  and  200  degrees  superheat.  The  upper  limit  to  superheat  is 
reached  when  the  use  of  separately-fired  superheaters  becomes  necessary. 
Design  should  be  for  high  pressures,  as  they  may  later  be  necessary, 
since  it  is  difficult  to  predict  the  extremities  to  which  conditions  may  be 
forced  by  future  state  regulation. 

The  steam  turbine  is  tempting  as  a  drive  for  auxiliaries.  It  is, 
however,  of  limited  application  in  small  plants,  since  turbines  are  not 
yet  economically  designed  in  small  sizes.  The  auxiliaries  are  wasteful 
of  exhaust  steam.  In  small  plants,  the  feed-water  cannot  absorb  all  the 
exhaust  steam,  and  the  percentage  of  lost  auxiliary  steam  increases  as 
the  load  decreases.     The  lighter  loads  must  be  remembered,  since  there 

*  Engineer,   General   Electric   Co.,    Schenectady,   N.   T. 
t  Chief  Engineer,  C.  0.  Moore  Sb  Co.,  San  Francisco,  Calif. 
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is  then  greater  relative  waste  of  exhaust  steam.     In  this  connection,  a        Mr. 
noteworthy  case  is  the  power-plant  for  the  city  of  Seattle,  in  which  all  Weymouth, 
the  auxiliaries  are  turbine  driven.     The  size  of  main  unit  is  7500  kw. 
A  waste  of  exhaust  steam  exists  here  in  the  auxiliary  drives  at  full  load 
and  exists  increasingly  at  light  loads.    However,  large  stations  may  profit- 
ably use  such  auxiliaries. 

Mr.  H.  H.  Barnes,  Jr.,*  Mem.  A.  I.  E.  E.,  referring  to  the  question  Mr. 
of  boiler  pressure,  observed  that  175  to  200  lbs.  was  considered  standard  ^•^•■•. 
for  a  long  time.  Today,  there  is  a  strong  desire  to  go  higher,  but 
pressures  much  higher  have  not  yet  been  tried  out  on  a  large  scale, 
although  studies  by  H.  6.  Stott  are  now  in  progress.  The  question  of 
added  capacity  in  power  stations  is  now  acute  in  New  York  City.  Mr. 
Stott  is  considering  pressures  up  to  1000  lbs.  (theoretically  at  least) 
with  30,000  to  40,000  kw.  units.  He  believed  that  much  higher  pressures 
than  200  to  250  lbs.  will  be  found  feasible  and  economical,  but  also  that 
they  will  probably  be  considerably  lower  than  1000  lbs. 

Mr.  W.  J.  DavlB,  Jr.,!  Mem.  A.  I.  E.  E.,  expressed  the  opinion  that  Mr. 
thorough  study  of  the  points  involved  in  this  paper  may  cause  a  revolu-  ^•▼'■^ 
tion  in  the  design  of  power  stations.  The  present  Bankine  cycle 
efficiency  for  the  steam  turbine  is  80%,  which  is  as  high  as  can  be 
obtained  with  present  vacuums  and  superheats.  The  operating  vacuum 
where  cold  water  is  available  reaches  29%  inches.  He  felt  that  engi- 
neers must  look  to  the  boiler  room  for  further  increase  in  economy. 

By  increasing  the  stgam  pressures,  however,  we  make  the  design  of 
turbine  and  auxiliaries  more  difficult.  The  number  of  blades  and  stages 
will  be  greatly  increased.  A  different  drive  of  auxiliaries  must  ulti- 
mately be  used.  Therefore,  it  is  preferable  to  install  a  turbo-generator 
set  to  supply  current  for  driving  the  auxiliaries,  using  electric  drive  for 
the  latter. 

Mr.  R.  B.  T8chentBcher,t  Mem.  A.  I.  E.  E.,  pointed  out  that  most         Mr. 
papers  on  this  subject  have  been  from  the  view-point  of  central  utilities.  Tschentscher. 
Now  it  is  becoming  true  that  large  industrial  establishments  must  be 
particularly  considered.     In  such  works,  the  generation  of  power  is  a 
side  issue  because  their  prime  function  is  the  manufacture  of  something 
else  than  electricity.    Ideals  are  correspondingly  different. 

In  industrial  power  stations,  the  question  of  auxiliary  prime  movers 
must  be  investigated.  Experience  shows  that  the  operating  force  goes 
to  pieces  when  trouble  occurs  in  high-speed  revolving  units.  Their  be- 
havior when  reciprocating  units  get  into  trouble  affords  striking  con- 
trast. Slow-speed  reciprocating  units  may  be  operated  when  some  part 
gets  slightly  out  of  order.  In  municipal  plants,  a  3-  to  7-hour  peak  load 
gives  a  chance  for  inspection;  but,  in  the  steel  industry,  the  load  is 
rather  uniform  for  24  hours,  since  the  lighting  load  at  night  replaces 
the  ore-unloading  load  of  the  daytime. 

*  General  Electric  Co.,  New  York,  N.  Y. 
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INTBODUCTION. 

The  electric  motor  as  an  economic  factor  can  be  truly  seen 
only  by  viewing  its  proper  place  as  a  factor  in  modern  industry, 
and  in  seeing  modern  industry  as  a  part  of  the  present-day 
activities  and  as  the  culmination  of  an  historical  growth. 

The  **dawn  of  history"  may  be  said  to  have  occurred  with 
the  development  of  articulate  speech.  Since  then  the  progress 
of  civilization  has  been  accompanied  by  or  has  been  the  result 
of  a  number  of  distinct  developments  and  inventions,  amongst 
which  are  fire,  the  bow  and  arrow,  pottery,  the  domestication 
of  animals,  the  use  of  iron,  the  development  of  a  written  lan- 
guage, gun  powder,  the  mariner's  compass,  paper  and  the  print- 
ing press,  the  steam  engine,  spinning  and  weaving,  the  tele- 
graph and  telephone,  and  the  inventions  and  developments  too 
numerous  for  separate  mention  involved  in  our  great  activities 
of  communication,  transportation  and  manufacture. 

In  the  development  of  a  country,  human  activities  progress 
along  the  line  of  exploration,  hunting  and  fishing,  mining,  lum- 
bering, agriculture  and  manufacturing. 

THE  AGE  OF  POWER. 

The  general  peaceful  activities  of  human  beings  are  in  con- 
nection with  the  transformation  of  raw  materials  into  the  form 
of  finished  products  suitable  for  ultimate  consumption.  This 
process  of  transforming  raw  materials  is  broadly  known  as 
manufacturing,  and,  taken  in  its  widest  sense,  includes  agri- 
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culture,  in  which  the  raw  materials  may  be  considered  as  seed, 
soil,  fertilizer,  moisture,  light  and  heat. 

In  general,  the  real  raw  materials  are  relatively  few  in 
number,  and,  besides,  those  of  agriculture  are  obtained  from 
the  deposits  of  natural  resources.  A  relatively  small  amount 
of  this  is  consumed  in  its  original  form,  and  the  higher  the 
development  of  civilization,  the  more  extended  becomes  the 
process  of  transformation  of  these  natural  forms  into  a  condi- 
tion suitable  for  ultimate  consumption. 

From  the  elemental  raw  material  to  the  final  finished 
product,  manufacturing  processes  stand  in  series  like  the  bucket 
passers  of  the  old  fire  brigade.  The  finished  product  of  one 
process  or  industry  becomes  the  raw  material  for  the  next. 
Energy  is  consumed  at  many  points,  both  in  transforming  the 
material  and  also  in  the  local  transportation,  and  it  is  this 
which  has  made  the  period  since  the  beginning  of  the  last 
century  distinctively  an  age  of  power. 

Natural  products  in  the  shape  of  raw  material  being  found 
in  different  parts  of  the  earth,  and  consumption  of  these  in 
many  cases  being  approximately  world-wide,  there  is  associated 
with  the  processes  concerned  in  transforming  the  raw  material 
the  great  activity  of  transportation  and  distribution,  in  which 
the  flow  and  transformation  of  commodities  may  be  very  well 
likened  to  the  transmission  and  distribution  of  electric  energy 
in  a  hydro-electric  power  system,  the  manufacturing  processes 
corresponding  to  the  transformation  in  the  energy  at  the  dif- 
ferent sub-stations  and  distributing  points. 

The  power  of  a  man  working  at  his  greatest  physical 
capacity  may  be  taken  as  approximately  one  eighth  of  a  horse- 
power, the  horsepower  itself  being  not  the  average  output  of  a 
horse  but  the  maximum  output  of  a  horse  of  unusual  strength, 
and  then  only  for  a  comparatively  short  period. 

The  present  industrial  age  has  grouped  men  very  largely  in 
cities,  and  in  the  ordinary  daily  life  of  man  there  is  consumed 
in  connection  with  each  individual  an  amount  of  energy  much 
larger  than  that  represented  by  the  muscular  activity  of  this 
person.  In  the  preparation  of  our  food;  in  the  heating  and 
lighting  of  our  homes;  in  the  transportation  systems,  by  rail- 
way, trolley  and  elevator;  and  in  the  power  consumed  in  con- 
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nection  with  our  daily  work,  there  is  an  expenditure  of  energy 
beyond  the  daily  output  of  a  man,  and  on  this,  to  a  large  ex- 
tent, rests  the  condition  of  civilization  which  we  have  today. 

Thus  we  find  the  present  highly  developed  civilization  de- 
pendent upon  the  utilization  of  the  stored  energy  in  our  natural 
resources  or  upon  the  energy  from  the  sun,  either  directly  or 
through  water  powers;  and  the  utilization  of  this  energy  on  a 
broad  scale  has  been  economically  possible  only  by  the  use  of 
electricity. 

ADVANTAGES  OF  THE  ELECTRIC  MOTOR  DRIVE. 

Electricity  is  the  most  convenient  form  in  which  to  trans- 
mit and  apply  energy,  and  the  electric  motor  is  a  means  for 
transforming  electrical  to  mechanical  energy,  and  produces 
motion  and  torque  at  various  speeds  and  in  different  directions. 
The  advantages  of  the  electric  drive  of  machinery  in  general 
are: 

An  increased  production  for  a  given  equipment,  and  an 
improved  product. 

A  decreased  power  consumption  and  higher  efficiency. 

This  is  due  to  : 

Centralized  power  supply. 

Simplicity  of  power  transmission  and  distribution. 

Machinery  may  be  conveniently  located  with  reference  to 
production  rather  than  to  the  power  transmitting  system. 

Changes  can  easily  be  made. 

Reduced  friction  losses  and,  thus,  increased  efficiency. 

Cleanliness  and  better  light,  due  to  absence  of  a  large 
number  of  belts. 

Less  danger  of  accidents. 

Better  reliability  of  operation. 

Wide  choice  of  motors  as  to  size,  mechanical  design  and 
operating  characteristics. 

Perfect  control,  including  readiness  of  starting  and  stop- 
ping and  making  close  speed  adjustments. 

Remote  and  automatic  control. 

The  operations  may  be  closely  studied  by  means  of  record- 
ing devices,  and  tests  can  readily  be  made. 

Economy  in  time. 


I 
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Ability  to  operate  any  portion  of  a  factory  at  any  time  with 
a  power  consumption  approximately  proportional  to  the  work 
done. 

STATISTICAL  DATA. 

In  order  to  show  the  rapid  increase  in  the  use  of  electric 
power  in  our  industries.  Tables  I  to  VII,  based  on  Census  Re- 
ports, have  been  prepared. 

Table  I  gives  a  summary  of  the  manufacturing  industry, 
including  the  number  of  establishments,  number  of  persons  en- 
gaged in  the  industry  and  its  various  branches,  the  amount  of 
primary  power  used,  capital,  salaries,  wages,  cost  of  materials, 
value  of  products  and  the  value  added  by  the  manufacturing 
process.     There  are  no  figures  available  later  than  the  1909 
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Census  Report,  but  an  endeavor  has  been  made  to  approxi- 
mately estimate  the  amount  of  primary  power  used  in  the 
manufacturing  industry  at  the  present  time  and  also  the  total 
horsepower  value  of  the  electric  motors  used  therein.  These 
results  are  plotted  in  the  curves,  Fig.  No.  1,  and  it  may  be 
safely  assumed  that  the  amount  of  primary  power  used  is  very 
close  to  twenty-five  million  horsepower  and  that  electric  motors 
of  a  combined  capacity  of  approximately  ten  or  eleven  million 
horsepower  are  in  use  in  the  manufacturing  industry  alone. 

Table  II  gives  the  horsepower  capacity  of  electric  motors 
used  in  some  of  the  leading  manufacturing  industries,  as  well 
as  the  whole  industry  for  the  years  1899-1904-1909.  The  horse- 
power required  per  $1000  value  of  product  and  per  person 
engaged  in  the  industries  is  given  in  Table  III. 

Table  IV  gives  the  amount  of  primary  power  and  electric 
motors  used  in  the  mining  industry,  while  Table  V  gives  some 
statistical  data  in  regard  to  street  and  electric  railways  and 
shows  how  completely  the  old  methods  of  drive  have  been 
superseded  by  the  electric-motor  drive. 

Table  VI  gives  the  number  of  central  stations  in  the  coun- 
try, their  primary  power  and  generator  capacities.  It  also  con- 
tains figures  as  to  the  number  and  horsepower  of  stationary 
motors  served,  and  the  rapid  increase  in  this  field  clearly  illus- 
trates the  advantages  of  purchasing  central-station  power. 

TABLE  n. 
Electric  Motors  in  Leading  Manufacturing  Industries. 

Horsepower 

1909  1904  1899 

Agricultural  Implements  38,905  20,713  7,643 

Automobiles 41,829  4,229 

Car  and  Railroad  Repair  Shops 161,288  52>635  4,563 

Cement  158,749  35,292 

Cotton  Goods 235,902  67,139  17,594 

Electrical  Machinery  164,540  61,753  24,256 

Foundry  and  Machine  Shops 623,914  199,625  54,907 

Iron  and  Steel—Blast  Furnaces 135,143  52,610  8,693 

Iron  and  Steel— Rolling  Mills 716,609  254,258  64,658 

Lumber  and  Timber  Products 130,707  33,517  11,315 

Paper  and  Wood  Pulp 130,120  31,604  2,814 

Printing  and  Publishing 229,312  93,219  41,413 

Total  4,817,140       1,592,475       492,936 
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TABLE  III. 

Power  Required  for  Maanfactnring  Based  on  1909  U. 

Horsepower 
Required 
per  $1000 

Production 

Agricultural  Implements 0.69 

Automobiles 0.30 

Boots  and  Shoes 0.19 

Brick  and  Tile 3.68 

Cement  5.90 

Chemicals    1.78 

Copper,  Tin  and  Sheet-Iron  Products.. 0.31 

Cotton  Goods  2.07 

Electrical  Machinery  0.72 

Fertilizers   0.62 

Flour  and  Grist-Mill  Products 0.97 

Foundry  and  Machine  Shops 0.71 

Manufactured  Ice  7.40 

Iron  and  Steel — Blast  Furnaces 3.00 

Iron  and  Steel— Rolling  Mills 2.13 

Leather — Tanned,  Curried  and  Finished 0.45 

Lumber  and  Timber 2.46 

Paper  and  Wood  Pulp 4.88 

Printing  and  Publishing 0.40 

Packing  Houses  0.15 

Copper  Smelting  and  Refining 0.42 

Woolen,  Worsted  and  Felt  Goods 0.83 

Total— All  Industries  1909 0.91 

1904 0.91 


8.  Census. 

Horsepower 

Used  per 

Person 

Engaged  in 

Industry 

1.67 

0.89 

0.45 

4.00 
12.60 

7.50 

0.72 

3.35 

1.50 

2.95 
12.90 

1.41 
15.05 
27.30 

8.06 

2.21 

3.62 
16.05 

0.77 

1.92 

9.41 

2.06 


2.45 
2.17 


TABLE  IV. 

Power  Used  In  Mining. 

1909 
Primary  Power  Hp. 

Total  4,699,910 

Steam  Power  3,840,923 

Electric  Motors  723,727 

Horsepower  required   per   $1000    value   of 

product  3.82 

Horsepower  used  per  person  engaged  in  in- 
dustry     4.00 


1902 

Hp. 
2,867,562 
2,432,963 


3.6 
4.62 
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TABLE  V. 

Street  and  Electric  BaUways. 

1912  1907 

Primary  Power  Hp.  Hp. 

Total    3,665,051  2,519,823 

Steam  Power  3,169,554  2,368,183 

Miles  of  Track  Operated  by 

Electricity  40,808  34,037 

Cable    56  61 

Animal  Power 57  136 

Steam  76  105 

Gasolene  66  40 

Number  of  Cars  Equipped  with 

Electric  motors  73,758  63,504 

One  motor  1,207  629 

Two  motors  45,996  45,660 

Three  motors 749  422 

Four  or  more  motors 25,806  16,793 

TABLE  VI. 
Commercial  and  Municipal  Central  Stations. 

1912  1907  1902 

Number  of  Stations 5,221  4,714  3,620 

Primary  Horsepower 

Total  7,528,648  4,098,188  1,845,048 

Steam    4,946,532  2,693,273  1,394,395 

Water   2,471,081  1,349,087  438,472 

Gas 111,035  55,828  12,181 

Kw.  Capacity  of  Dynamos 5,134,689  2,709,225  1,212,235 

Stationary  Electric  Motors  Sen'ed 

Total  Number  435,473  187,652  111,113 

Total  Horsepower  4,130,619  1,807,949  473,693 

Average  Number  per  Station              83  35  28 
Average     Horsepower     per 

Station    791  350  121 

Average     Horsepower     per 

Motor 9.5  9.9  4.3 

CLASSIFICATION  OF  MOTORS,  AND  FACTORS  INVOLVED  IN 

THEIR   APPLICATION. 

Lacking  standardization  at  the  beginning  entails  the  nec- 
essity for  manufacturing  varieties  necessitated  only  by  the  con- 
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ditions  of  existing  systems  and  not  by  the  intrinsic  natural  re- 
quirements. In  the  past,  the  electric  motor  has  been  adapted 
to  the  machine  to  be  driven,  but  seldom  is  the  reverse  true,  that 
the  machine  is  adapted  to  the  motor.  While  much  work  has 
been  done  towards  a  standardization  of  motor  sizes,  speeds, 
voltages  and  mechanical  details,  it  is  astonishing  to  note  the 
thousands  of  varieties  of  motors  which  are  being  specified,  and 
for  which,  of  course,  a  large  amount  of  special  parts  must  be 
kept  in  stock  by  the  manufacturers  to  meet  reasonable  deliv- 
eries ;  not  to  speak  of  the  increased  cost  of  the  product. 

The  variety  of  electric-motor  designs,  from  the  standpoint 
of  a  large  electric  manufacturing  company,  is  thus  seen  in  the 
following  general  classification. 
Current. 

This  may  be  direct  or  alternating  current,  but  the  advan- 
tages of  the  latter  are,  as  a  rule,  so  many  that  it  is  almost  al- 
ways selected  for  industrial  plants.  If  direct-current  motors 
are  required  for  a  variable-speed  service,  motor-generator  sets 
can  readily  be  provided  for  the  conversion. 
Phases. 

These  may  be : 

Single-phase. 

Two-phase,  three-  or  four-wire. 

Three-phase,  three-  or  four-wire,  with  grounded  or  un- 
grounded neutral. 

Six-phase. 
Frequencies. 

The  following  list  gives  the  different  frequencies  for  which 
motors  have  been  designed :  15,  25,  30,  33,  40,  42,  50,  60,  62^, 
66,  125,  133,  300.  This  latter  frequency,  300,  was  used  for  a 
ball-bearing  grinding  motor  operating  at  a  speed  of  18,000 
r.p.m. 

While  40  cycles  might  possibly  have  been  the  best  fre- 
quency for  general  use,  it  did  not  become  standard,  and  the 
choice  is  now  between  25  and  60.  The  former  has  been  used 
extensively  for  power  work,  but  there  is  every  indication  that 
60  cycles  is  gaining  rapidly  in  favor,  even  for  this  class  of  ser- 
vice. One  of  its  advantages  is  the  greater  number  of  motor 
speeds  which  is  possible,  as  compared  with  the  lower  frequency. 
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Voltages. 

In  motor  design,  over  fifty  special  voltages  are  met  with, 
distributed  between  6  and  16,000. 

For  direct-current  industrial  motors,  115  and  230  volts 
have  been  adopted  standard  voltages.  For  small  alternating- 
current  motors,  110  and  220  volts  are  standard,  while  for  larger 
sizes,  440,  550  and  2200  volts  have  been  adopted.  In  certain 
large  installations,  6600  volts  are  also  used,  the  particular  volt- 
age to  be  selected  being  mainly  governed  by  the  most  economi- 
cal distributing  pressure. 
Capacities. 

It  is  almost  impossible  to  tabulate  all  the  different  motor 
capacities  which  have  been  built  or  for  which  designs  have  been 
made.  So,  for  example,  are  fractional  horsepower  motors  built 
in  not  less  than  sixteen  different  sizes  varying  from  1/200  hp. 
to  %  hp.  There  are  forty-four  different  sizes  between  1  and 
100  horsepower  and  twenty-three  sizes  between  100  and  1000 
horsepower.  Direct-current  motors  have  been  built  in  sizes  up 
to  2000  horsepower,  and  alternating-current  motors  are,  at  the 
present  time,  being  built  in  sizes  up  to  7500  horsepower,  while 
sizes  over  twenty  thousand  horsepower  have  been  considered 
for  the  propulsion  of  ocean  liners. 
Speeds. 

The  speed  of  synchronous  motors  is  fixed  by  the  frequency 
of  the  supply  circuit  and  the  number  of  poles  of  the  machine, 
the  relation  being  expressed  by  the  equation: 


Revolutions  per  Minute  =  — 


Cycles  X  120 


Number  of  Poles 

For  induction  motors,  however,  this  condition  does  not 
hold  true  under  load,  as  the  speed  then  falls  off  somewhat,  the 
percentage  of  decrease  below  synchronous  speed  being  called 
the  **slip*\  This  slip  of  an  induction  motor,  over  the  usual 
ranges  of  operation,  varies  directly  with  the  load  and  the  rotor 
resistance,  and  inversely  as  the  square  of  the  applied  voltage. 

There  are  hundreds  of  different  speeds  for  which  motors 
have  been  built — alternating-current  motors  from  as  low  as  55 
r.p.m.  to  as  high  as  18,000,  and  direct-current  motors  from  53.5 
to  3450  re\'olutions  per  minute. 
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Speed  Classiflcation. 

Motors  may,  for  convenience,  be  classified  with  reference 
to  their  speed  characteristics  as  follows: 

Constant  Speed — ^Where  the  speed  is  constant  or  varies 
only  slightly. 

Adjustable  Speed — ^Where  the  speed  may  be  varied  over 
a  considerable  range,  but  when  once  fixed,  remains  at  this  value, 
independent  of  the  load  changes. 

Varying  Speed — ^Where  the  speed  changes  with  the  load, 
usually  decreasing  as  the  load  increases. 

Multi-Speed — Where  several  distinct  speeds  may  be  ob- 
tained by  changing  the  connections  of  the  windings  or  by  other 
means. 

Classification  According  to  Current. 
Direct  Current 
Series 
Shunt 
Compound 
Differential 

Alternating  Current 
Synchronous 
Induction 

Phase-wound 
Squirrel-cage 

Synchronous-Induction 
Commutator 

Series-Characteristics 

Shunt-Characteristics 

Compound-Characteristics 

Classification  According  to  Operating  Characteristics. 

Series  Motors:  The  torque  increases  faster  than  the  cur- 
rent and  is  a  maximum  at  minimum  speed.  The  speed  varies 
with  the  load,  being  high  at  light  load  and  low  at  heavy  load. 
The  efficiency  is  high  throughout  a  wide  range  of  speed  as  well 
as  load. 

Shunt  Motors:  The  torque  is  directly  proportional  to  the 
armature  current,  irrespective  of  speed.  Approximately  con- 
stant speed  for  all  reasonable  variations  of  load.     Efficiency 
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high  throughout  a  wide  range  of  load,  but  only  for  a  small 
range  of  speed. 

Gompound  Motors:  Combine  the  characteristics  of 
series  and  shunt  motors,  having  a  powerful  starting  torque  and 
an  increasing  torque  with  decreasing  load.  Speed  not  ex- 
tremely variable  under  load  changes,  thus  avoiding  the  danger 
of  excessive  speed  at  light  loads. 

Differential  Motors:  The  series  and  shunt  windings  op- 
pose each  other,  and  these  motors  have,  therefore,  poor  starting 
qualities.  Speed  increases  with  increase  of  load,  but  they  have 
no  tendency  to  run  at  dangerously  high  speed.  Used  only 
rarely  for  special  applications. 

SynchronoiLS  Motors:  The  speed  of  a  synchronous  motor 
is  constant,  being  fixed  by  the  number  of  poles  and  the  fre- 
quency of  the  applied  voltage.  The  single-phase  type  is  not 
self-starting  and  requires  some  auxiliary  motor  to  bring  it  up 
to  synchronous  speed  and  into  proper  phase  relation  before  it 
can  be  properly  connected  to  the  supply  circuit.  The  polyphase 
type  has  a  limited  starting  torque,  unless  special  features  are 
added  to  assist  its  inherent  starting  characteristics.  They  are, 
therefore,  usually  provided  with  amortisseur  starting  wind- 
ings; and  the  starting  torque,  due  to  the  currents  in  this  wind- 
ing, is  proportional  to  the  square  of  the  current  induced  and 
to  the  resistance  of  the  winding.  A  motor  of  large  armature 
reaction  and  high-resistance  starting  winding  will  have  a  high 
starting  torque.  The  amount  of  load  that  the  motor  will  bring 
up  to  synchronism  and  pull  in  depends,  also,  on  the  starting 
winding;  but,  in  this  respect,  a  low  resistance  amortisseur 
winding  is  required  to  get  the  best  results  or  the  least  slip,  and 
from  this  standpoint,  high  synchronizing  torque  is  antagonistic 
to  high  starting  torque,  and  vice  versa.  This  factor  is,  how- 
ever, not  an  especially  difficult  one  to  meet  if  the  requirements 
are  known  beforehand,  as  it  is  seldom  that  the  same  motor 
will  be  called  upon  to  start  a  heavy  load  and,  at  the  same  time, 
synchronize  a  heavy  load. 

The  phase  characteristics  of  a  synchronous  motor  are  of 
importance,  as  they  show  the  variation  in  armature  current  for 
any  given  load  with  varying  field  excitation,  and  there  is  a 
certain  field  current  at  each  load  that  causes  a  minimum  cur- 
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rent  to  flow.  Any  increase  or  decrease  of  field  from  this  value 
increases  the  current  and  causes  it  to  lead  or  lag  in  phase  with 
respect  to  the  line  voltage. 

Induction  Motors,  Phase-Wound:  High  starting  torque 
with  moderate  starting  current.  Constant-  or  variable-speed 
service,  the  latter  being  obtained  by  means  of  an  adjustable  re- 
sistance in  the  rotor  circuit. 

Induction  Motors,  Squirrel  Ga.ge:  Constant-speed  service 
with  infrequent  starting.  Relatively  small  starting  torque  per 
ampere.  By  increasing  the  rotor  resistance,  thus  decreasing  the 
efficiency,  it  may,  however,  be  built  for  high  starting  torque. 
Chief  advantages  are  simplicity  and  durability. 

Synchronous-Induction  Motors:  The  same  general  con- 
struction as  the  wound  rotor  induction  motor,  the  synchronous 
operation  being  obtained  by  exciting  with  low-voltage  direct 
current  across  one  phase  of  the  rotor  winding.  Better  starting 
characteristics  than  the  synchronous  motor.  The  operation  of 
the  latter  is,  however,  more  stable  under  varying  loads  and 
fluctuating  voltage,  while  it  may  be  economically  designed  for 
power  factor  improvements.    Its  cost  is  also  lower. 

A.  C.  Commutator  Motors:  The  characteristics  of  these 
motors  are  such  that  with  suitable  control  they  can  be  used  in 
place  of  corresponding  types  of  direct-current  motors. 

Consideration  of  the  factors  involved  in  a  motor  applica- 
tion necessitates  a  careful  study,  not  only  of  the  conditions 
under  which  the  motor  is  to  operate,  but  also  the  characteristics 
of  the  motor  itself. 
Load  Conditions. 

A  complete  knowledge  of  the  load  condition  is,  of  course, 
absolutely  essential  for  the  selection  of  a  satisfactory  motor 
equipment.  It  is  best  represented  by  a  load  diagram  for  a  com- 
plete cycle  of  operation,  and  the  frequency  with  which  these 
cycles  are  repeated  must  also  be  given. 

The  manufacturing  process  and  the  load  diagram  should 
be  carefully  studied  to  ascertain  if  any  part  of  the  cycle  can 
be  varied  with  benefit.  Arrangements  may  also  be  made  so 
that  intermittently-operated  machines  need  not  be  operated 
simultaneously,  thus  giving  a  smoother  load  curve  and  allow- 
ing the  use  of  a  smaller  motor  to  drive  several  intermittent 
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machines.  Future  conditions,  such  as  an  increase  in  the  out- 
put and  load,  must  be  given  consideration — also  possible  varia- 
tions in  the  load  caused  by  change  of  conditions,  such  as  a  de- 
crease in  head  on  a  centrifugal  pump,  etc.  Allowance  must 
then  be  made  in  the  motor  size  to  take  care  of  such  con- 
tingencies. 

The  starting  conditions  should. also  be  carefully  studied. 
Even  though  the  size  of  the  motor  may  be  sufiScient  for  normal 
running,  it  may  not  be  able  to  develop  enough  torque  at  start- 
ing, or  the  starting  current  may  be  excessive. 

A  study  of  the  starting  conditions  involves  the  torque, 
horsepower  and  time  of  acceleration.  In  many  applications  the 
** breaking  away  torque''  is  considerably  higher  than  the  running 
or  accelerating  torque,  while  in  others  the  conditions  may  be 
such  that  the  load  increases  as  the  motor  comes  up  to  speed. 
Motor  Bating  and  Limitations. 

There  are  various  kinds  of  motor  ratings,  such  as : 

1.  Continuous  duty,  where  the  load  is  practically  constant 
over  long  periods  of  time. 

2.  Short-Time  Rating: 

a.  Cycle  duty,  in  which  a  definite  cycle  repeats*  itself 

with  more  or  less  regularity,  the  machine  stopping 
between  each  cycle. 

b.  Varying-load  duty,  in  which  more  or  less  definite 

cycles   are   repeated,   but   the   motor   runs   con- 
tinuously. 
Among  the  limitations  in  the  rating  of  motors,  the  follow- 
ing factors  enter: 

Mechanical  strength. 
Insulation  strength. 
Heating. 
Commutation. 
Regulation. 
EflSciency. 

Power  factor  (A.  C). 
Output. 

Torque  (starting  and  maximum). 
Design. 
The  operating  as  well  as  local  conditions  have  a  great  bear- 
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ing  on  the  mechanical  features   of  a  motor;   some   of  these 
mechanical  features  being  listed  below : 

Types  of  Motors: 

Horizontal  or  vertical ;  open ;  protected ;  semi-enclosed ; 
totally-enclosed ;  enclosed,  externally  ventilated ;  en- 
closed, self -ventilated ;  water  cooled;  moisture  proof; 
splash  or  water  proof;  submergible;  dust  proof;  high 
temperature  proof;  acid  and  alkali  proof;  explosion 
proof. 

Bearings : 

Types:     Cylindrical,  step,  thrust,  plate,  ball,  roller, 

pivot. 

Materials :    Cast  iron,  steel,  gun  metal,  phosphor  bronze, 

white  alloys,  lignum  vitae  and  other  hard  woody. 

Lubrication : 

Oils — Vegetable,  animal,  mineral ;  greases ;  solids. 

Methods  of  Application : 

Compression  grease  cups ;  wick  or  siphon  feed ;  oil  pad 
pressed  against  the  journal;  oil  rings  or  chains;  cen- 
trifugal means ;  oil  bath ;  gravity  feed ;  forced  feed. 

Method  of  Drive: 
Belt: 

Various  forms  of  leather ;  rubber ;  cast  iron ;  wood 

or  paper  pulleys. 
Gear: 

Steel ;  cast  iron ;  fabric. 
Coupling : 

Rigid ;  various  forms  of  flexible. 
Bope. 
Chain. 
Friction. 
Accessories : 

Bases,  rails,  foundation  plates,  number  of  bearings, 

belt  tighteners,  shaft  extensions. 

Special  Typen  of  Motorg: 

The  numerous  special  features  which  must  be  met  for  cer- 
tain industries  have  made  it  desirable  to  design  certain  lines 
of  motors  which  are  particularly  suited  for  these  classes  of 
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service.  Among  these  may  be  mentioned :  Attrition  mills,  au- 
tomobiles, blowers  and  fans,  buffing  and  grinding,  cement  mills, 
coal  cutters,  compressors,  cranes,  dentistry,  elevators,  hoists,  lino- 
type machines,  machine  tools,  oil  wells,  printing  presses,  pumps, 
railways,  sewing  machines,  sugar  centrifugals,  textile  mills,  etc. 
Control  Equipment. 

The  function  of  a  control  equipment  is  to  regulate  the 
speed  and  direction  of  the  motors  and  to  protect  the  machinery 
and  operators  against  abnormal  conditions,  this  being  accom- 
plished by  certain  definite  systematic  changes  in  the  connections. 

The  speed  variations  of  direct-current  motors  are  usually 
accomplished  by  varying  the  armature  or  field  circuits,  or  both, 
if  the  motors  run  separately,  or  by  various  groupings  of  motors 
in  series  and  parallel,  where  the  motors  are  in  pairs,  as  is  usual 
in  railway  practice. 

The  starting  of  squirrel-cage  induction  motors  may  be 
accomplished  either  by  connecting  the  motors  to  compensator 
taps  or,  for  small  motors,  by  inserting  resistance  in  the  primary 
leads.  For  wound-rotor  motors  a  resistance  is  inserted  in  the 
secondary  circuit.  Speed  control  of  alternating-current  motors 
may  be  accomplished  by  secondary  resistance,  pole-changing, 
concatenation,  brush  shifting  and  dynamic  regulation. 

It  is  beyond  the  scope  of  this  paper  to  discuss  in  detail  all 
the  numerous  features  entering  into  the  selection  of  control 
equipments  for  the  various  classes  of  motors  and  service  con- 
ditions, and  only  a  brief  outline  of  the  points  to  be  considered 
will  be  given  in  the  following : 
1.     Functioning  of  Equipment. 

a.    Personal  or  impersonal  (automatic)  pilot  control. 

I.    Personal  control  without  any  automatic  aids  or 

limitations. 
II.     Personal  control  by  aid  of  power-operated  con- 
trol devices,  but  without  any  automatic  limits. 

III.  Personal  control,  subject  to  automatic  limitations 

of  rate  of  change. 

IV.  Personal  control  for  a  portion  of  the  cycle  and 

automatic  control,  irrespective  of  persons,  for 
remainder  of  cycle. 
V.     Complete  automatic  impersonal  control. 
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b.  Requirements  for  driven  machine. 

I.  To  control  starting,  retarding  or  reversing  with 
reference  to  load  or  shocks  imposed  on  driven 
machinery. 
II.  To  control  speed  or  torque  with  reference  to 
requirements  of  production. 
m.  To  start  and  stop  one  motion  with  respect  to  a 
related,  but  separately  driven,  motion. 

c.  Requirements  for  motor  and  power  circuit. 

I.  Protection  against  injurious  commutation. 

II.  Limiting  of  mechanical  shocks  to  motor. 

III.  Limiting  of  momentary  load  on  line. 

rV.  Limiting  of  heating. 

V.  Conservatism  of  energy  required  for  operation. 

d.  Protection  against    abnormal  conditions. 

I.    Short  circuits. 

11.  Momentary  overloads  on  motor,  line  or  driven 
machinery. 

III.  Time  overloads  on  motor. 

IV.  Over  speed. 

V.    Failure  of  voltage. 

VI.  Emergency  shut-down  by  other  means — e.  g.,  by 
hand  from  remote  points;  automatically,  by 
breakage  of  machinery,  etc. 

2.    Capacity. 

a.  Capacity  of  main  circuit-changing  parts. 

I.  To  close  on  peak  loads  during  acceleration. 

II.  To  carry  momentary  running  loads  occurring 

after  closing  is  completed, 
in.    To  open  under  load. 
IV.    To  carry  sustained  loads. 

b.  Capacity  of  rheostats  or  compensators. 

I.  Heat  storage  and  dissipating  capacity  for  making 
heaviest  single  start  or  reversal,  or  required 
number  of  starts  or  reversals  in  rapid  suc- 
cession. 

n.  Heat  dissipating  capacity  to  make  required  num- 
ber of  starts  per  hour  or  per  day. 
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III.  Capacity  for  prolonged  operation  at  partial  speed 

(rheostat  only). 

IV.  Ability  to  withstand  instantaneous  load  fluctua- 

tions without  excessive  mechanical  stresses  due 
to  magnetic  fields. 
V.    Ohms  or  voltage  taps  for  limiting  torque  or  cur- 
rent in-rush,  as  required. 

3.  Reliability  and  Convenience  of  Operation. 

a.  Certainty  of  opening  of  circuits. 

b.  Voltage  range. 

c.  Interlocking  for  invariable  sequence. 

d.  Interlocking  to  prevent  short-circuits  in  making  transi- 

tions. 

e.  Adjustment  for  adaptation  to  load  conditions  not  pre- 

cisely predetermined. 

4.  Local  Conditions. 

a.  Atmospheric  conditions,  e.  g.,  dust,  humidity,  etc. 

b.  Room  temperature. 

c.  Stability  of  mounting,  vibrations,  etc. 

d.  Safety  rules. 

e.  Underwriters'  rules. 

f.  Class  of  labor  used.    Custom  of  the  trade  regarding  in- 

spection and  repairs. 

The  subject  of  the  life  of  the  equipment  has  not  been  in- 
cluded in  the  above.  Where  conditions  are  severe,  the  life, 
capacity  as  in  (2),  and  the  reliability  as  in  (3)  are  all  depend- 
ent on  one  another. 

Economy. 

In  the  consideration  of  the  electric  motor  as  an  economic 
factor,  the  following  points  are  also  of  interest  in  a  compari- 
son of  the  electric-motor  versus  other  forms  of  drive,  and  afford 
a  basis  of  comparison  between  motors  of  different  character- 
istics : 

The  cost  and  value  of  efficiency,  capacity,  power  factor, 
starting  and  maximum  torque,  torque  per  ampere,  weight  per 
horsepower,  space  per  horsepower,  regulation,  appearance,  etc. 

The  cost  and  value  of  reliability  and  of  duplication  insur- 
ance. 
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The  cost  of  insurance  against  failure  of  any  part  involving 
the  loss,  by  interruption,  of  operations. 

The  cost  of  motor  and  controller  as  percentage  cost  of  the 
entire  equipment. 

The  cost  of  motor  in  terms  of  value  of  product. 

The  cost  of  energy  in  percentage  cost  of  unit  of  product. 

The  influence  of  electric  motors  on  the  quality  and  quantity 
of  product. 

Cleanliness. 

Safety  insurance. 

FIELDS  OF  MOTOB  APPLICATION. 

Manufacture  is  defined  by  the  Century  Dictionary  as  **The 
operation  of  making  goods  or  wares  of  any  kind;  the  produc- 
tion of  articles  for  use  from  raw  or  prepared  materials  by  giv- 
ing to  these  materials  new  forms,  qualities,  properties  or  com- 
binations, whether  by  hand  labor  or  machinery". 

The  principal  industries  and  classes  of  service  from  the 
standpoint  of  the  use  of  electric  power  are  as  follows : 
Industries : 

Agriculture,  automobile,  bakeries,  boiler  works,  bot- 
tling works,  box  factories,  breweries,  brick  factories, 
broom  factories,  building  construction,  candy  factories, 
carpet  and  rug  factories,  cement,  clothing,  corn  mills, 
cotton  mills,  cotton  seed  oil  mills,  creameries,  dairies, 
dye  works,  flour  mills,  foundries,  freight  handling, 
glass  factories,  glove  factories,  hardware  manufacture, 
harness  factories,  ice  machines,  irrigation,  knitting 
factories,  laundries,  lumber  mills,  machine  shops,  mat- 
tress and  spring  factories,  meat  packing,  mining,  paint 
works,  paper  box  factories,  paper  and  pulp  mills, 
piano  factories,  pipe  mills,  planing  mills,  porcelain  fac- 
tories, railways,  refrigeration,  rubber  industry,  shoe 
factories,  shoe  repairing,  soap  factories,  spice  factories, 
steel  mills,  stone  quarries,  stove  factories,  sugar  in- 
dustry, tanneries,  textile  mills,  tile  factories,  tobacco 
factories,  trunk  factories,  wagon  factories,  wall  paper 
factories,  woodworking  factories,  woolen  and  worsted 
mills. 
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Classes  of  Service: 

Air  compressors,  blowers,  coal  cutters,  concrete  mix- 
ers, conveyors,  cranes,  crushers,  dental  appliances, 
dredges,  elevators,  exhausters,  fans,  hoists,  ice  cream 
freezers,  lime  kilns,  locks,  pumps,  printing  presses, 
rock  drills,  sewing  machines,  ship  propulsion,  towing 
machinery,  turntables,  vacuum  cleaners,  vehicles, 
washing  machines. 

OUTLINE  OF  AN  INDUSTRY. 

All  industries  have  certain  common  features  which  are  of 
general  interest.    Amongst  these  are  the  following : 

Description  of  the  finished  product. 

Description  of  raw  material. 

Detailed  description  and  explanation  of  the  manufacturing 
process. 

Description  of  equipment. 

Power  supply  and  energy  consumption. 

Labor. 

Transportation  of  raw  material,  finished  product,  and  dur- 
ing process  of  manufacture. 

Location  of  raw  material. 

Location  of  centers  for  distribution  and  consumption  of 
finished  product. 

Location  of  manufacturing  plants. 

Number  of  men  employed  in  industry. 

Exports  and  imports  of  raw  material  and  finished  product. 

Further  processes  and  work  necessary  on  finished  product 
to  make  it  available  for  final  consumption. 

Capital  invested  in  industry. 

Gross  sales. 

Net  profit. 

Value  added  to  raw  material  by  process  of  manufacture. 

Annual  capital  turn-over. 

Output  per  man. 

Capital  invested  per  man. 

Diagram  of  flow  of  material  through  factory. 

Diagram  of  processes  and  items  involved  in  cost  estimate 
of  product. 
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Diagram  of  ground  floor  plan  of  factory. 

Curve  of  output  of  product  over  term  of  years. 

Curve  showing  reduction  in  cost  of  product  over  term  of 
years. 

Photographs  and  drawings  of  machines  utilized  in  process, 
showing  location  of  motors  and  controllers. 

Load  curves  for  individual  machines. 

List  of  characteristics  peculiar  to  each  machine. 

Data  regarding  the  products  and  labor  of  each  machine 
necessary  for  determining  the  kind  and  position  of  control. 

Peculiar  requirements  of  industry  from  the  standpoint  of 
the  application  of  electric  motors. 

Special  features  required  on  motors,  such  as,  for  instance, 
those  used  in  steel  mills,  mines  and  cement  mills. 

Starting  requirements. 

Effect  of  interruptions  of  power  supply  and  precautions 
to  be  taken  in  connection  therewith. 

Requirements  of  process  for  speed  variation  and  regulation. 

Possibility  of  improvement  in  quality  and  quantity  of 
product  by  use  of  electric  motor. 

Power  requirements  per  unit  of  output. 

Capacity  of  station  required. 

Characteristics  desirable  in  system  of  electric  distribution. 

DISCUSSION 

Mr.  D.  H.  McDougaU,*  Assoc.  A.  I.  E.  E.   (by  letter),  agreed  with        Mr. 
Mr.  Bushmore  that  the  use  of  motor  drive  to  replace  steam  drive  is  on  ^cDougall. 
the  increase  and  properly  so,  and  we  can  safely  assume,  with  the  ad- 
vances made  in  the  adaptation  of  electric  drive,  that,  except  for  some 
few   special   uses,   it   will   shortly   become   the   prevailing   practice   and 
steam  drive  the  exception. 

In  connection  with  Mr.  Bushmore 's  exposition  of  the  advantages  of 
electric  motor  use,  he  desired  to  emphasize  the  reliability  of  operation 
as  compared  with  small  steam  or  gas  engines;  also  the  advantage  of 
locating  the  motor  with  reference  to  convenience  of  production  and  not 
having  to  locate  the  production  to  accommodate  belting  and  shafting. 
He  also  wished  to  emphasize  the  point  made  by  Mr.  Bushmore  of  in- 
creased and  improved  production,  especially  with  variable-speed  motor 
drive. 

It  seemed  also  that  emphasis  should  be  laid  on  Mr.  Bushmore 's  state- 
ment that   ''complete  knowledge   of   the  local  conditions   is   absolutely 

*  Assistant  to  Manager,  Toronto  Electric  Light  Co.,  Toronto,  Canada. 


48     DISCUSSION:  ELECTRIC  MOTOR  AS  A  FACTOR  IN  INDUSTRIAL  LIFE 

Mr.  essential  for  the  selection  of  a  satisfactory  motor '\  Equal  emphasis 
McDougall.  ghould  also  be  laid  on  the  selection  of  proper  control  equipment  for  motor 
drive.  Improper  selection  causes  a  large  percentage  of  motor  trouble, 
thus  retarding  the  almost  universal  use  of  electric  drive. 

Mr.  Rushmore  states  as  one  of  the  advantages  of  motor  drive — ''less 
danger  from  accidents".  The  writer  wished  to  emphasize,  in  this  re- 
spect, the  value  of  central-station  service,  with  particular  stress  on  the 
elimination  of  accidents  from  fly-wheels  and  boilers. 

In  conclusion,  he  desired  to  add,  on  behalf  of  the  central  station, 
that  the  facilities  afforded  consumers  by  central-station  distribution  and 
the  development  of  the  electric  motor,  have  resulted  in  the  tremendous 
increase  in  small  manufacturing  establishments. 
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Though  the  changes  in  machine  tools  since  the  application 
of  the  electric  motor  are  quite  marked,  it  is  often  diflScult  to 
trace  the  effect  of  the  electric  motor  on  the  design  of  the  ma- 
chine tool.  This  is  mainly  so,  because  high-speed  steels  were 
introduced,  practically  speaking,  simultaneously  with  the  elec- 
tric motor.  The  two  causes  may  appear  completely  different, 
yet  their  effects  have  been  much  the  same. 

The  introduction  of  high-speed  steel  called  for  greater 
speed,  more  power,  and  better  control.  The  electric  motor 
afforded  the  means  to  meet  these  requirements  and  it  will  be 
found  that  it  was  quite  as  often  the  case  that  heavier  cuts  were 
taken  because  more  power  was  available,  as  that  more  power 
was  provided  because  heavier  cuts  had  to  be  taken.  There  will, 
therefore,  always  be  room  for  a  difference  of  opinion  as  to 
whether  certain  changes  in  machine  tools  are  the  result  of  the 
introduction  of  the  electric  motor,  or  of  the  introduction  of 
high-speed  steel.  In  the  following  pages,  the  writer  can  do  no 
more  than  give  his  personal  opinion  on  these  matters,  basing 
his  opinion  on  a  number  of  years  of  close  observation  and  close 
contact  with  the  problem. 

The  main  advantage  of  the  application  of  an  electric  motor 
to  a  machine  tool  was,  at  first,  believed  to  be  the  possibility  of 
having  individual  drive  for  a  machine  and  thus  making  it  pos- 
sible to  place  it  anywhere  in  the  shop,  regardless  of  the  location 
of  other  machines,  or  of  the  line  shaft  or  other  transmission 
machinery.  This  was  especially  an  advantage  in  shops  for  large 
work,  where  the  handling  of  a  piece  of  work  was  as  much  of  a 
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problem  as  the  actual  machining.  One  of  the  main  reasons  why 
the  majority  of  shops  for  large  work  were  made  of  the  lantern 
type  was  that  this  construction  allowed  of  a  high  bay  in  the 
center,  in  which  a  traveling  crane  could  be  operated,  and  low 
bays  on  the  sides,  where  counter-shafts  could  be  located.  It 
was  possible,  in  this  way,  to  have  planers  and  boring  mills 
with  their  drive  under  the  low  bay  and  their  tables  under  the 
high  roof,  and  thus  serve  them  from  the  traveling  crane  with- 
out much  trouble.  Lathes  and  similar  machines  were  placed 
completely  under  the  high  roof,  keeping  the  counter-shaft  at- 
tached to  the  gallery  or  low  bay.  Of  course,  this  construction 
made  it  very  difficult  to  serve  the  low  bays  by  traveling  cranes. 
Special  constructions  and  special  arrangements  of  travelers  or 
jib  cranes  were  required  to  overcome  this  difficulty,  in  many 
shops;  but  whatever  arrangement  was  used,  it  was  always 
more  or  less  special,  and  a  change  of  conditions  in  such  a  shop 
caused  either  a  great  deal  of  inconvenience,  or  else,  extensive 
changes  in  the  arrangement  of  machine  tools  and  cranes.  It 
was  readily  recognized  that  a  universal  arrangement  of  shops 
and  equipment  was  missing,  and  it  was  equally  readily  recog- 
nized that  a  motor  drive  for  machine  tools  would  make  such  a 
universal  arrangement  possible. 

Very  soon  after  the  first  introduction  of  electric  motors  for 
machine-tool  drives,  portable  machines  and  the  floor-plate  sys- 
tem of  machining  were  introduced.  Heretofore,  portable  ma- 
chines could  only  be  used  by  means  of  flexible  shafting  and,  of 
course,  this  system  was  necessarily  very  much  limited.  Electric 
motors  were  especially  applied  to  portable  boring  machines,  slot- 
ters,  milling  machines,  etc.,  and  to  punches  and  shears  for  boiler 
shops  and  shipyards.  Lack  of  understanding  of  the  require- 
ments of  such  machinery  and  of  the  possibilities  and  limitations 
of  electric  motors,  caused  a  great  deal  of  dissatisfaction  and 
failure  in  the  early  machine-tool  drives.  However,  the  great 
merit  of  the  electric-motor  drive  was  recognized,  notwithstand- 
ing the  large  percentage  of  failures.  The  electric  motor  was  the 
cause  of  a  better  understanding  of  requirements  of  machine 
tools,  and  the  recognition  of  the  limitations  of  the  electric  mo- 
tor was  the  cause  of  improvement  in  the  motor,  which  has 
brought  it  gradually  to  the  present  high  degree  of  efficiency  for 
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machine  drives.    It  may  be  said  that  the  motor  and  machine 
tools  have  influenced  each  other  mutually. 

Applying  motors  to  portable  tools  made  these  tools  so  much 
more  useful  that  the  problem  of  providing  more  power  for  them 
hardly  entered  at  first.  Almost  any  speed  or  any  amount  of 
power  which  the  motor  might  give  to  the  tool  was  more  than 
it  had  had  theretofore,  and,  therefore,  the  electric  drive  of  the 
portable  tools  was  successful  from  the  start.  One  of  the  first 
applications  of  electric  motors  to  machine  tools  was  the  planer 
drive.  The  planer  was  considered  an  especially  inviting  field 
for  the  motor,  because  it  would  make  it  possible  to  place  the 
planer  in  a  better  position  in  the  shop.  Considering  that  the 
planer  at  all  times  is  a  first-operation  machine,  and,  relatively 
speaking,  is  always  a  large  machine,  and  that  practically  all 
large  forgings  or  castings  must  go  to  the  planer  at  one  time  or 
another,  it  was  very  important  to  have  the  planer  where  it 
could  readily  be  served  by  an  overhead  crane.  The  electric 
drive  of  the  planer  was,  however,  not  a  success  at  first,  and,  in 
fact,  has  not  been  a  complete  success  until  quite  recently,  when 
the  reversible  motor  was  applied  to  the  planer. 

The  amount  of  power  required  by  machine  tools  has  been, 
practically  speaking,  an  unknown  quantity.  Little  attempt  had 
been  made  to  ascertain  the  relation  between  size  of  cut  and  the 
amount  of  power  required,  and  there  were  only  very  vague 
ideas  in  circulation  as  to  the  pressure  at  the  tool  point  for  a 
given  cut.  The  difficulties  in  the  way  of  clean-cut  tests  to  de- 
termine the  amount  of  power  were  very  great.  The  introduc- 
tion of  the  electric  motor  made  it  possible  to  find  the  power  for 
a  machine  drive  with  a  high  degree  of  accuracy  and  one  of  the 
first  results  of  the  introduction  of  the  motor  was,  therefore,  a 
better  understanding  of  the  power  required  by  machine  tools 
and  the  strains  and  stresses  developed  in  their  members. 

It  is  probable  that  less  attention  would  have  been  paid  to 
the  requirements  of  machine  tools  if  it  had  not  been  for  the 
introduction  of  high-speed  steel,  which  made  a  demand  on  ex- 
isting machine  tools  much  in  excess  of  their  power.  Trying  to 
fit  the  machines  to  their  new  duties  led  to  the  making  of  tests, 
and  a  motor  drive  made  these  tests  possible.  It  may  be  said, 
with  a  fair  degree  of  accuracy,  that  all  the  existing  knowledge 
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in  regard  to  machine  tools  so  far  as  power,  pressures,  etc.,  is 
concerned  is  due  to  the  electric  motor  as  driving  power  for 
machine  tools. 

What  is  true  of  our  knowledge  of  power,  is  also  true  of 
our  knowledge  of  speeds  of  machine  tools.  Introduction  of 
high-speed  steel  made  it  necessary  to  acquire  some  knowledge 
on  this  point,  and  the  introduction  of  the  electric  motor  made  it 
possible  to  acquire  that  knowledge.  It  should  be  pointed  out, 
that,  in  this  respect,  the  machine  tool  has  influenced  the  electric 
motor  at  least  as  much  as  the  motor  has  affected  the  machine 
tool.  At  a  very  early  date  in  the  history  of  the  application  of 
the  electric  motor  to  machine  tools,  it  was  found  desirable  to 
control  the  speed  of  a  machine  tool  very  closely;  and  almost 
at  the  very  beginning  of  the  introduction  of  the  electric  motor, 
attempts  were  made  to  electrically  control  the  speed  of  a  ma- 
chine tool.  The  systems  used  to  accomplish  this  were  very 
crude  and  show  conclusively  that  the  electrical  and  machine- 
tool  people  did  not  understand  each  others'  requirements. 
Series-wound  motors  were  applied  where  shunt-wound  motors 
were  required ;  the  speed  of  shunt-wound  motors  was  regulated 
by  means  of  armature  resistance,  etc.  Though  the  errors  thus 
made  were  very  glaring  and  were  understood  by  some  even  at 
that  time,  the  very  ignorance  existing  on  these  points  was  bene- 
ficial, for  the  thought  that  it  was  possible  to  control  the  speed 
of  a  motor  brought  home  the  desirability  of  controlling  that 
speed  and  made  the  machine-tool  builder  see  visions  of  build- 
ing the  motor  into  his  machine.  In  fact,  some  of  the  earliest 
applications  of  the  electric  motor  to  machine  tools  went  further 
in  this  respect  than  anything  that  has  been  done  since.  Special 
motors  were  designed  to  fit  into  the  head-stock  of  lathes  and 
other  machines,  and  though  these  attempts  were  necessarily 
failures,  they  established  an  ideal  toward  which  later  designers 
have  been  working. 

It  may  be  said,  in  general,  that  the  electric  motor  has  in- 
fluenced the  machine  tool  beneficially  along  the  following  lines: 

(A)  Better  knowledge  of  the  data  governing  the  design  of 
machine  tools 

(B)  Greater  possibilities  in  regard  to  power 
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(C)  Closer  control  of  a  machine  tool  in  regard  to  speeds,  stop- 
ping, starting,  etc. 

(D)  Flexibility  of  the  use  of  machine  tools,  by  making  them 
portable  and  by  making  a  better  shop  construction  pos- 
sible 

When  speaking  of  the  influence  of  the  electric  motor  on 
machine  tools,  it  is  well  to  recognize,  at  the  start,  that  the  mo- 
tor has  been  influenced  by  the  machine  tool  to  a  certain  extent, 
as  a  result  of  its  influence  on  the  machine  tool.  In  other  words, 
the  influence  has  been  mutual. 

In  the  early  days  of  the  application  of  the  electric  motor  to 
machinery,  very  little  effort  was  made  on  the  part  of  motor 
builders  to  have  their  product  suitable  to  the  machine  to  which 
it  was  to  be  applied.  This  was  true  in  regard  to  the  elec- 
trical characteristics  as  well  as  to  the  mechanical  construction 
of  the  motor.  The  constant  contact  with  the  problems  of  appli- 
cation of  motors  made  the  motor  builders  put  forth  their  best 
efforts  in  improving  the  motors,  so  as  to  make  them  more  fit  to 
their  duties.  It  may  be  said,  however,  that  the  intrinsic  design 
of  electric  motors  has  not  been  materially  affected  by  their  ap- 
plication, except  in  one  particular.  The  demands  of  the  various 
applications  of  the  motor  have  led  to  the  adjustable-speed  motor 
in  its  various  forms.  For  the  rest,  the  influence  of  machines  on 
the  motor  has  been  in  the  direction  of  mechanical  design  and 
workmanship.  We  may  say  that  the  influence  of  machinery  on 
the  electric  motor  has  been  an  influence  on  its  detail,  but  not  on 
its  general  principles. 

Quite  the  opposite  is  true  with  the  influence  of  the  electric 
motor  on  machine  tools.  The  writer  believes  that  the  most 
marked  and  most  beneficial  influence  of  the  electric  motor  on 
machine  tools  has  been  the  bringing  into  view  of  the  lack  of 
fundamental  knowledge  of  machine  tools,  and  that  it  has 
opened  up  a  new  era  for  the  machine  tool,  which  may  be  called 
the  scientific  era. 

Machine  tools  have  been  the  product  of  the  requirements 
of  mechanics.  They  were  simply  contrivances  to  help  the  me- 
chanic in  his  work.  They  were  more  or  less  highly  developed 
implements.  Their  various  features  were  products  of  develop- 
ment  and   evolution,   rather   than   of   invention.     The   scant 
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knowledge  of  their  principles  was  the  result  of  observation, 
rather  than  of  experimentation.  Mathematics  had  never  been 
applied  to  machine  tools.  The  stresses  and  strains  to  which 
machine-tool  members  were  subject  were  not  known.  The 
forces  required  in  a  machine  tool  and  the  amount  of  power  for 
certain  work  to  be  done  in  the  machine  tool  were  absolutely 
unknown,  and,  what  is  more,  this  lack  of  knowledge  was  not 
recognized  as  such.  It  is  due  to  the  electric  motor  that  this  con- 
dition of  affairs  in  regard  to  machine  tools  has  become  recog- 
nized and  that  efforts  have  been  made  to  put  their  design  and 
application  on  a  more  scientific  basis.  It  must  also  be  stated 
here  that  very  little  has  been  done,  so  far,  along  this  line.  Never- 
theless, we  must  thank  the  electric  motor  for  the  fact  that  we 
are  now  aware  of  our  ignorance  and  are  at  last  put  in  a  posi- 
tion to  seek  for  knowledge  and  data  on  which  a  theory  of  ma- 
chine tools  may  ultimately  be  built. 

The  electric  motor  has  brought  this  about  because  it  made 
it  possible  to  measure  with  a  fair  degree  of  accuracy  the  power 
required  for  the  drive  of  machine  tools.  Practically  speaking, 
absolute  ignorance  existed  twenty  years  ago  in  regard  to  the 
power  consumption  of  individual  machines.  A  few  dyna- 
mometer tests  had  been  made  to  ascertain  the  power  transmit- 
ted by  some  driving  belts,  but  the  conditions  under  which  the 
tests  had  been  made  did  not  allow  of  careful  instantaneous 
measurement,  so  that  the  best  that  could  be  done  was  to  get 
some  general  idea  of  the  average  amount  of  power  consumed  by 
some  machine  tool.  The  simplicity  of  the  method  of  determina- 
tion of  the  power  consumption  by  an  electric  motor,  and  the 
possibility  of  not  only  following  with  the  eye  but  actually  re- 
cording fluctuations  in  this  power  consumption,  led  to  a  great 
many  tests  in  a  very  short  time  and  produced  more  accurate 
knowledge  of  power  conditions  in  machine  tools  than  had  ever 
been  brought  to  light  before.  By  observing  speeds  at  the  same 
time,  valuable  data  were  obtained  in  regard  to  slippage  of  belts, 
so  that  the  knowledge  of  the  properties  of  belting  for  power 
transmission  was  vastly  increased.  One  of  the  first  results  of 
these  tests  was  to  show  up  the  fact  that  the  capacity  of  belts 
for  power  transmission  had  heretofore  been  under-estimated. 
Shortly  before  the  introduction  of  the  electric  motor  on  ma- 
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chine-tool  drives  it  was  considered  that  forty  pounds  pull  per 
inch  of  double  belt  was  correct.  Shortly  after  the  introduction 
of  the  electric  motor,  fifty  pounds  was  considered  proper  for 
single  belts  and  sixty  pounds,  or  even  more,  for  double  belts, 
and  it  was  further  discovered  that  under  special  conditions  the 
capacity  of  a  belt  might  go  very  much  higher. 

It  is  doubtful  whether  the  machine-tool  builders  would 
have  taken  the  full  advantage  of  this  possibility  of  determining 
the  power  of  machine  tools,  if  it  had  not  been  that  necessity 
drove  them  to  it.  This  necessity  was  brought  about  by  the  fact 
that  simultaneously  with  the  introduction  of  the  electric  motor 
came  high-speed  steel,  which  made  it  possible  to  take  cuts  in 
metal  theretofore  deemed  impossible  or,  at  least,  impractical. 
The  demand  for  increased  power  and  speed  made  it  absolutely 
necessary  to  determine  the  relation  between  the  metal-cutting 
capacity  of  a  machine  tool  and  the  power  required  to  drive  it. 
Shortly  after  the  introduction  of  high-speed  steels,  machine 
tools  were  built  for  similar  purposes  but  with  entirely  dissimi- 
lar drives,  one  maker  recommending  perhaps  a  five-horsepower 
motor,  while  another  maker  would  recommend  for  the  same 
machine  a  fifteen-  or  twenty-horsepower  motor. 

It  was  soon  found  that  the  relation  between  the  amount  of 
cut  and  the  amount  of  power  was  not  so  simple  as  it  was  at 
first  supposed  to  be.  Not  until  Mr.  Taylor's  work  on  the  **Art 
of  Cutting  Metals"  was  published  was  it  generally  recognized 
that  a  great  many  elements  would  affect  this  relation,  and  even 
today  there  is  very  little  positive  knowledge  in  regard  to  this 
relation.  Nevertheless,  it  may  be  said  that  the  electric  motor 
gives  us  the  means  to  investigate  this  relation  scientifically, 
and,  at  the  same  time,  the  electric  motor  should  be  given  credit 
for  having  started  this  investigation. 

Not  only  the  power  for  the  drive,  but  also  the  power  re- 
quired for  the  feed  was  more  closely  investigated,  and,  as  a 
result  of  the  new  knowledge,  it  became  possible  to  design  the 
members  of  machine  tools  more  nearly  along  scientific  lines, 
thus  producing  better  proportions  of  the  parts  of  machine  tools. 
It  became  possible  to  measure  deflection  of  parts  of  the  frames 
under  given  pressures  or  under  given  conditions  of  work,  and 
much  has  been  learned  in  regard  to  rigidity  or  lack  of  rigidity 
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of  machine  tools.  However,  we  are  only  at  the  beginning  with 
all  of  these  things.  The  work  of  studying  the  subject  has  been 
left  almost  entirely  to  the  individual  makers  or  users  of  ma- 
chine tools,  though  here  and  there  universities  and  colleges  have 
taken  up  this  line  of  investigation  and  have  helped  it  along.  It 
is  the  great  desire  of  the  writer  to  see,  at  some  time,  the  study 
of  machine  tools  taken  up  in  universities  and  technical  colleges 
with  the  same  amount  of  earnestness  and  thoroughness  which 
has  been  devoted  to  the  study  of  steam  and  steam  engines,  or  of 
the  electric  motor  itself.  He  believes  that  such  a  study  will 
lead  to  surprising  results. 

When  we  consider  that  the  work  of  a  machine  tool  consists 
merely  in  removing  a  part  of  a  piece  of  metal  and  when  we  cal- 
culate the  amount  of  power  required  to  remove  this  metal  under 
ideal  conditions,  we  notice  that  only  a  small  fraction  of  one  per 
cent  of  the  total  power  given  to  a  machine  tool  is  utilized  for 
the  actual  removal  of  the  chip  and  that  all  the  rest  of  the 
power  applied  is  lost,  partly  for  the  driving  of  the  machine 
itself,  though  only  a  small  part,  but  mostly  for  doing  several 
things  to  the  chip  after  it  is  removed;  things  which  have  no 
beneficial  effect  on  the  ultimate  work. 

It  is  the  writer's  opinion  that  by  far  the  greatest  effect  of 
the  electric  motor  on  machine  tools  has  been  in  the  direction  of 
bringing  machine-tool  problems  before  the  eye  of  the  machine- 
tool  designer  in  a  definite  and  tangible  manner,  and  in  having 
led  to  the  first  steps  in  the  direction  of  investigation  and  col- 
lection of  data.  It  has  taken  the  machine  tool,  to  a  certain 
extent,  out  of  the  hands  of  the  workman  and  has  put  it  into  the 
hands  of  the  investigator.  In  short,  it  has  put  the  machine-tool 
business  on  a  scientific;  basis. 

The  electric  motor  has  further  increased  the  possibilities  of 
machine  tools  by  removing  the  limitations  due  to  the  manner  of 
driving  the  machine.  The  conditions  under  which  machine 
tools  have  to  be  operated  do  not  permit  of  belts  of  unlimited 
width.  The  possible  power  which  could  be  given  to  machine 
tools  was,  therefore,  limited.  The  problem  of  supplying  suffic- 
ient power  to  machine  tools  was  brought  to  the  foreground 
when  high-speed  steels  were  introduced. 

The  first  use  which  machine  shops  made  of  high-speed  steel 
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was  to  speed  up  their  machines,  in  other  words,  take  cuts  at  a 
higher  speed,  leaving  feeds  and  depth  of  cut  much  as  they  had 
been  before.  This  was  done  by  the  simple  expedient  of  running 
the  line-shaft  or  counter-shaft  at  a  higher  speed.  The  machine 
tools,  not  having  been  designed  for  this  higher  speed,  would 
naturally  cause  a  number  of  troubles.  Besides,  it  was  found 
that  better  results  could  be  obtained  by  not  attempting  to  run 
the  cutting  speed  up  too  high,  but  by  increasing  the  feed  and 
depth  of  cut.  The  second  stage  of  the  application  of  high-speed 
steels  was  almost  entirely  in  that  direction,  but  this  required  a 
much  increased  driving  power  for  the  machine  tool.  Various 
methods  were  employed  to  reach  this  result,  such  as  speeding  up 
the  machine  tool  and  then  using  the  lower  speeds  almost  exclus- 
ively; but  even  then  it  was  found  that  the  existing  machine 
tools  would  not  permanently  lend  themselves  to  the  increased 
production  and,  gradually,  rew  designs  of  machine  tools  were 
brought  out  to  meet  the  requirements  of  high-speed  steel.  The 
chief  difference  with  the  older  types  of  machine  tools  was  the 
increased  driving  power,  and  the  diflBculties  encountered  by 
trying  to  get  this  increased  driving  power  out  of  a  belt  led 
almost  immediately  to  the  application  of  the  electric  motor. 

However,  there  was  one  item  in  which  the  driving  belt  had 
the  advantage  over  the  electric  motor.  The  driving  belt  could 
be  made  shifting  and  thus  supply  the  necessary  changes  of 
speeds,  whereas,  in  the  early  stages  of  the  application  of  the 
electric  motor  to  the  machine  tool,  there  was  no  motor  of  which 
the  speed  could  be  properly  changed.  It  is  the  opinion  of  the 
writer  that  the  demand  of  machine  tools  led  to  the  development 
of  the  adjustable-speed  electric  motor. 

At  first,  various  systems  were  used  which  have  now  all 
been  abandoned,  such  as  speed  control  by  armature  resistance, 
the  use  of  series-wound  motors,  the  multiple-voltage  system, 
and  the  three-wire  system.  They  have  now  all  been  supplanted 
by  the  adjustable-speed  motor  with  field  control.  The  limita- 
tions to  the  extent  of  possible  field  control  have  led  to  the  inter- 
pole  motor  in  its  various  forms. 

It  seemed  for  some  time  that  the  adjustable-speed  electric 
motor  would  solve  the  problem  of  speed  range  in  a  machine 
tool.     However,   the  development   of  the   alternating-current 
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motor  which  does  not  yet  permit  of  speed  regulations  in  a  man- 
ner required  by  machine  tools,  made  it  necessary  to  devise  other 
means  of  governing  the  speed  of  machine  tools. 

Economical  reasons  made  it  absolutely  necessary  for  ma- 
chine-tool builders  to  reduce  the  number  of  types  of  their  ma- 
chine tools.  It  was  not  very  well  possible  to  develop  one  type 
of  machine  tool  for  belt  drive,  another  type  of  the  same  tool  for 
a  direct-current  adjustable-speed  motor  drive,  and  still  another 
type  of  this  same  tool  for  an  alternating-current  motor  drive. 
At  first,  this  was  actually  done,  and  all  motor-driven  tools  were, 
more  or  less,  the  varieties  of  the  belt-driven  tool.  It  was  the 
belt-driven  tool  with  a  motor  attached.  As  a  result,  this 
attaching  of  a  motor  was  in  the  nature  of  a  makeshift.  Various 
forms  and  types  of  motors  were  attached  in  various  ways.  Of 
course,  this  could  not  be  a  lasting  condition,  and  it  was  not  long 
before  various  machine-tool  makers  made  an  attempt  at  design- 
ing their  machine  tools  in  such  a  manner  that  they  could  be 
driven  according  to  the  needs  of  the  user,  either  by  belt,  by 
alternating-current  motors,  direct-current  one-speed  motors,  or 
adjustable-speed  motors. 

At  first,  the  adjustment  of  the  speed,  when  using  an  alter- 
nating-current motor,  was  obtained  by  interposing  the  counter- 
shaft with  a  belt  cone,  just  as  had  been  done  in  the  original  con- 
struction of  the  machine  tool ;  but,  gradually,  all  machine  tools 
drifted  into  the  way  of  using  the  electric  motor  as  a  driver  only, 
and  having  the  speed-adjusting  mechanism,  in  the  form  of  gear- 
boxes or  similar  devices,  as  part  of  the  machine  tool. 

The  application  of  mechanical  speed-changing  devices  to 
machine  tools  has  led  to  important  changes  in  the  construction 
of  their  frames.  The  best  machine  tools,  as  made  nowadays, 
are  much  more  self-contained  and  have  much  more  rounded  out 
and  more  rigid  frames  than  were  to  be  found  in  the  older 
types.  It  must  be  said  here  that  the  success  of  the  gear-box  or 
mechanical  speed-changing  devices  is  largely  due  to  the  auto- 
mobile industry,  which  has  developed  materials  and  construc- 
tions suited  for  the  purpose.  The  machine-tool  industry  was 
not  and  could  not  be  of  a  sufficient  magnitude  to  permit  of  the 
large  amount  of  experimentation  necessary  to  develop  these 
materials  and  constructions. 
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The  electric  motor  has  had  its  effect  on  the  machine  tool 
along  various  lines.  It  has  been  pointed  out  that  it  has  brought 
some  positive  knowledge  to  the  machine-tool  designer,  that  it 
has  made  it  possible  to  derive  the  full  benefits  of  the  qualities  of 
high-speed  steel,  that  it  has.  improved  speed  control,  and  that 
it  has  improved  the  construction  of  the  frame  of  the  machine, 
and,  consequently,  its  rigidity.  It  has  also  made  possible  a 
number  of  improvements  which  make  for  convenience  and 
safety.  The  design  of  belts  and  the  guarding  of  gears,  which 
were  made  necessary  because  the  speed-changing  device  had  to 
be  properly  lubricated  and,  therefore,  could  not  run  in  the 
open,  have  increased  the  safety  of  machine  tools ;  and  the  neces- 
sity of  placing  levers  and  shifting  devices  where  the  operator 
could  conveniently  reach  them  has  added  much  to  the  conven- 
ience of  handling. 

In  addition,  the  electric  motor  lends  itself  particularly  well 
for  auxiliary  functions,  such  as  elevating  the  cross-rail  of  a 
boring  mill  or  planer,  the  quick  traverse  of  the  carriage  of  a 
large  lathe,  the  quick  traverse  of  milling-machine  tables,  etc. 
Though  such  quick  traverse  devices  have  been  in  use  for  many 
years,  yet  the  application  of  the  electric  motor  has  made  them 
so  much  easier  of  application  and  so  much  more  convenient  in 
the  handling,  that  their  use  has  been  greatly  increased. 

One  of  the  first  effects  of  the  Application  of  the  electric 
motor  to  machine  tools  has  been  the  change  in  design  of  ma- 
chine shops,  making  it  possible  to  place  the  machine  to  its  best 
advantage,  without  having  to  pay  attention  to  the  requirements 
due  to  the  location  of  line-shafts  and  the  possible  location  of 
counter-shafts. 

Many  of  the  above  mentioned  changes  could  have  been 
made  even  if  the  electric  motor  had  never  entered  the  field  of 
machine  tools.  Lathe  head-stocks  could  have  been  made  with 
gear  drives  and  single  belts  just  as  well  if  no  electric  motor  had 
existed.  The  advantages  of  such  a  construction  would  have 
been  almost,  if  not  entirely,  as  great  as  the  advantage  of  the 
motor  drive,  but,  as  a  rule,  such  changes  in  the  construction  of 
standard  machines  are  not  made  unless  some  other  change  com- 
pels the  maker  to  modify  his  design.  This  compulsion  was 
brought  about  by  the  demand  for  electric  drives  and  the  inabil- 
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ity  of  the  electric  motor  to  furnish  one  of  the  features  of  the 
standard  belt  drive  of  machine  tools.  Two  elements  of  the 
standard  belt  drive  were,  that,  in  the  first  place,  the  drive  pro- 
vided the  necessary  power  for  running  the  machine  and,  in  the 
second  place,  it  furnished  in  itself  means  for  changing  the 
speeds.  The  electric  motor  provided  the  first  element  so  well 
that  a  strong  demand  was  created  for  the  application  of  the 
motor,  and  this  made  it  necessary  to  provide  the  second  element 
of  the  belt  drive  in  some  other  form. 

It  will  be  found  that,  even  at  the  present  time,  only  a  rela- 
tively small  percentage  of  standard  machine  tools  are  motor 
driven,  but  that  a  very  large  percentage  have  benefitted  by  the 
changes  which  were  required  for  a  successful  motor  drive.  It 
may  be  said  that  the  single-pulley  drive  is  a  direct  offshoot  of 
the  motor  drive. 


Paper  No.  136 


ELEGTBIG  WELDING. 


By 

C.  B.  AUEL,  Mem.  Am.  Soc.  M.  E. 

Director:    Standards,  Processes  and  Materials 

Westinghouse  £1.  &  Mfg.  Co. 

East  Pittsburgh,  Pa.,  U.  8.  A. 


Electric  welding  cannot  be  considered  as  new  from  the 
patent  standpoint  since  the  fundamental  patents,  both  in  arc 
and  incandescent  welding,  have  expired.  It  may  be  said,  never- 
theless, that  owing  to  the  apathy  displayed  by  the  general  pub- 
lic who  have  failed  to  appreciate  the  possibilities  until  com- 
paratively recently,  the  art  has  failed  to  reach  the  stage  of 
advancement  it  undoubtedly  otherwise  would  have  reached 
and  accordingly  further  developments  may  not  unreasonably 
be  expected  in  due  course. 

Electric  welding  can  be  accomplished  by  any  one  of  several 
processes  but  none  of  them  is  of  universal  applicability ;  that  is 
to  say,  each  one  is  more  or  less  limited  to  a  certain  field  as  well 
as  to  a  given  range  in  such  field.  Furthermore,  there  is  very 
little  advantageous  overlapping  of  their  respective  fields,  so 
that  the  processes  are  supplementary  to  one  another  rather  than 
complementary. 

There  are  three  clearly  defined  processes;  namely,  arc, 
incandescent  and  electro-percussive,  of  which  the  last  men- 
tioned is  very  recent.  The  first  two  of  these  are  capable  of 
sub-division ;  the  arc  into  the  Zerener,  Benardos  and  Slavianoff 
processes;  the  incandescent  into  the  La  Grange-Hoho  and 
Thomson  processes.  The  differences  between  them  may  be 
briefly  stated  as  follows : 
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1. 


Arc 

(direct  current) 


2. 


Incandescent 

(direct  current) 


(alternating  current) 


3.    Electro-percussive 

(direct  current) 


(a)  Zerener. 

Arc  drawn  between  two  carbon  rods 
which  form  the  electrodes  and  directed 
on  metal  to  be  welded. 

(b)  Benardos. 

Arc  drawn  between  carbon  rod, 
which  forms  one  electrode,  and  metal 
to  be  welded,  which  forms  the  other 
electrode. 

(c)  Slavianoff. 

Arc  drawn  between  metal  rod, 
which  forms  one  electrode,  and  metal 
to  be  welded,  which  forms  the  other 
electrode. 

(d)  La  Grange-Hoho. 

Metals  to  be  welded  form  one  elec- 
trode of  acidulated  bath;  large  con- 
ducting plate  forms  the  other  electrode. 
Metals  butted  together  after  reaching 
incandescence. 

(e)  Thomson. 

Metals  to  be  welded  form  the  elec- 
trodes; butted  together  under  pressure, 
causing  high  resistance  contact  with 
heating. 

(f)  Metals  to  be  welded  form  the  elec- 
trodes; brought  suddenly  into  per- 
cussive contact  and  vaporized. 


The  arc  processes  are  autogenous  in  that  welding  can  be 
accomplished  without  pressure,  simply  by  allowing  the  metals 
to  melt  under  the  influence  of  the  electric  current,  then  to  mix 
and  unite  as  they  cool;  the  incandescent  and  electro-percus- 
sive processes,  however,  invariably  require  pressure  as  a  neces- 
sary adjunct  to  their  successful  accomplishment. 


ARC  PROCESSES. 

Zerener  Process. 

In  the  Zerener  process  the  apparatus  employed  resembles 
certain  types  of  direct-current  flaming  arc  lamps,  the  carbons 
being  inclined  towards  each  other  and  automatically  adjusted 
by  a  suitable  mechanism  as  they  are  consumed.    By  means  of  an 
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electro-magnet,  the  arc,  which  is  formed  between  the  ends  of 
the  carbons,  is  directed  downward  in  the  shape  of  a  pencil 
point.  The  metals  to  be  welded  are  brought  within  the  influence 
of  the  arc  where  they  are  then  melted  or  fused  as  desired.  Ow- 
ing to  the  pointed  appearance  of  the  arc,  which  is  rather  like  an 
oxy-hydrogen  torch,  the  name  ** electric  blowpipe"  has  been 
given  to  this  apparatus.  While  it  may  be  constructed  so  as  to 
be  held  in  the  hand,  or  else  suitably  suspended  for  convenience 
of  operation,  the  apparatus  is  complicated  and  does  not  lend 
itself  readily  to  the  carrying  of  large  currents ;  for  this  reason 
it  is  apparently  not  used  in  America  and  to  a  very  limited  extent 
in  other  countries. 
Benardos  Process. 

In  the  Benardos  process,  the  arc  is  drawn  between  a  car- 
bon electrode,  which  forms  one  terminal  of  a  direct-current  cir- 
cuit, and  the  metal  to  be  welded,  which  forms  the  other  elec- 
trode. The  welding  apparatus  itself,  aside  from  the  current 
supply,  is  exceedingly  simple,  and  there  is,  therefore,  little  to 
get  out  of  order.  As  a  minimum,  15  kilowatts  at  approximately 
70  volts  should  be  provided,  though  rather  greater  capacity  is 
desirable  especially  when  large  work  is  likely  to  be  undertaken. 
The  voltage  across  the  arc  will  ordinarily  range  from  40  to  50 
volts  depending  upon  the  class  of  work. 
Slavianoff  Process. 

In  the  Slavianoflf  process,  the  arc  is  drawn  between  a  metal 
electrode,  which  forms  one  terminal  of  a  direct-current  circuit 
and  the  metal  to  be  welded,  which  forms  the  other  electrode. 
With  this  exception,  the  apparatus  is  very  similar  to  that  used 
in  the  Benardos  process,  although  the  minimum  current  supply 
necessary  in  this  latter  process  may  be  said  to  be  the  maximum 
supply  required  in  the  Slavianoflf  process.  The  voltage  across 
the  arc  is  also  lower  in  the  Slavianoflf  than  in  the  Benardos 
process,  ranging  from  18  to  30  volts. 

Temperature  of  Arc. 

The  temperature  of  the  carbon  arc  has  been  variously  esti- 
mated to  lie  between  3500°  and  4000°  C,  it  being  the  hottest 
flame  known,  so  that  all  metals  may  be  readily  melted  by  it. 

In  a  direct-current  carbon  arc,  the  greatest  energy  con- 
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sumptioB  and,  therefore,  the  highest  temperature  occurs  at  the 
positive  terminal,  and  may  perhaps  be  explained  on  the  theory 
that  the  vapor  in  the  immediate  vicinity  of  the  positive  elec- 
trode is  of  much  higher  resistance  than  that  in  the  rest  of  the 
arc.  This  is  exceedingly  well  shown  by  the  curves  in  Fig.  1. 
No  extended  data  have,  however,  been  published  on  the  per- 
formance of  arcs  in  which  one  or  both  electrodes  are  of  metal ; 


Ttg.  1.    Bnucr  Oamt  for  tba  Cuban  Arc. 

but,  if  the  assumption  be  made  that  there  is  not  a  wide  diverg- 
ence between  carbon  and  metal  arcs  in  this  feature,  it  is  evident 
that  different  results  should  be  obtained  in  welding  when  the 
metal  to  be  welded  is  made  the  positive  electrode  than  when  the 
reverse  condition  exists. 

When  using  the  Benardos  process,  and  making  the  metal 
to  be  welded  the  positive  electrode,  as  is  the  practice,  melting 
of  the  metal  should  and  does  take  place  at  a  faster  rate  than  if 


ELEOTBIO  WELDING  65 

the  carbon  electrode  were  made  the  positive.  In  the  latter  case, 
it  is  exceedingly  difficult  to  weld  at  all  below  500  amperes.  The 
reason  for  this  may  lie  in  the  fact  that  the  conductivity  of  an 
arc  depends  in  great  measure  upon  the  kind  as  well  as  the 
quantity  of  vapor  in  it.  As  iron  and  steel  are  more  readily 
vaporized  than  carbon  and  their  vapors  better  conductors  than 
carbon  vapor,  there  is,  for  a  given  current  and  with  the  metal 
forming  the  positive  electrode,  a  greater  quantity  of  metal 
vapor  in  the  arc  than  would  be  the  case  were  the  polarity  re- 
versed and  therefore,  current  flows  more  readily  from  the  metal 
to  the  carbon  electrode. 

In  the  Slavianoff  process  where  both  electrodes  are  of 
metal,  the  limitation  just  explained  does  not  exist,  and  weld- 
ing may  be  effectively  done  with  either  the  work  or  the  elec- 
trode as  positive,  though  it  is  more  usual  to  make  the  former 
positive.  There  might,  however,  be  occasions  when  it  would 
perhaps  be  of  advantage  to  reverse  these  conditions  and  make 
the  metal  electrode  positive  so  that  the  melting  and  therefore 
the  deposition  of  metal  would  be  more  rapid  owing  to  the 
greater  heating  effect  at  the  electrode. 
Apparatus. 

In  both  the  Benardos  and  the  Slavianoff  processes,  there 
are  required,  in  addition  to  the  direct-current  supply  with  its 
necessary  controlling  apparatus,  electrode  holders  and  elec- 
trodes, coverings  for  the  operator  and  the  work,  fire  clay  or 
carbon  blocks,  etc.,  for  moulding  purposes,  fluxes  ( ?)  and  metal 
filling  material. 
Current. 

Direct  current,  at  approximately  70  volts  for  the  Benardos 
and  50  volts  for  the  Slavianoff  process,  is  necessary  and  may 
be  secured  from  any  reliable  source.  If  only  a  higher  voltage 
is  available,  it  may  also  be  used,  but  is  wasteful  and  only  to  be 
recommended  where  the  amount  of  welding  required  is  either 
so  small  or  so  infrequent  as  not  to  make  advisable  the  installa- 
tion of  a  separate  outfit;  and  any  excess  voltage  must  first  be 
reduced  to  the  proper  amount  by  the  introduction  of  suitable 
resistance  into  the  circuit.  Satisfactory  welds  may  be  made 
in  the  Benardos  process  with  15  kilowatts  capacity  and  even 
less ;  it  is,  however,  preferable  to  have  more  where  large  pieces 
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are  to  be  handled  or  where  more  than  a  single  operator  is  to  be 
employed,  and  similar  reasons  govern  in  the  Slavianoflf  process. 
If  current  is  obtained  from  an  independent  source,  as  is  usually 
the  case,  instead  of  from  public  supply  mains,  the  dynamo 
should  be  compound  wound  (although  shunt  may  be  used)  with 
an  over-compounding  of  about  5  per  cent.  Either  a  direct- 
connected  motor-generator  set  or  a  belted  outfit  may  be  used, 
and  while  the  latter  has  the  marked  disadvantage  of  occupy- 
ing greater  floor  space,  it  has  the  compensating  advantage  of 
a  flexible  connection  through  the  belt  which  tends,  by  its  slip- 
ping, to  relieve  the  strains  on  the  outfit  when  the  load  is  sud- 
denly thrown  on  in  closing  the  circuit  by  touching  the  electrode 
to  the  work. 


A///(e 


Situ/  T&rmmo/  Ph1t9 


Sted  CB9/in$ 


Carbon /^JMho€M 


CafiftS^te^MMeT:^ 


WaftrBarrm/ 


Tig.  2.     IMagrammatlc  Sketch  Arc-Weldlng  Olrealt,  Banardoi  Prooect, 

Water  Barrel  Beslstaiioe. 


Oontrol. 

There  must  obviously  be  some  means  at  hand  for  control- 
ling the  current  supply  and  the  voltage  across  the  arc,  since 
welds  of  diflferent  kinds  will  require  varying  current  strengths 
at  varying  voltages  across  the  arc,  and  this  is  attained  by  the 
use,  generally,  of  resistance  introduced  into  the  main  circuit, 
though  sometimes  the  same  result  may  be  secured  by  weaken- 
ing the  field  of  the  dynamo.  This  latter  method  is,  however, 
extremely  limited  in  its  application  as  it  can  only  be  used  when 
a  single  operator  is  at  work ;  otherwise,  other  operators  on  the 
same  circuit  would  be  seriously  handicapped.  Fig.  2  shows  a 
complete  circuit  in  practically  its  simplest  workable  form,  and 
in  which  barrels  of  water  are  employed  for  resistance.    As  will 
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be  seen  from  the  diagram,  current  flows  from  the  line  through 
a  single  pole  switch,  then  through  the  adjustable  water 
resistance  either  direct  to  the  material  to  be  welded  or  to 
a  metal  table  upon  which  rests  the  material.  Prom  this 
it  passes  through  the  arc,  the  electrode  and  its  holder, 
then  through  a  circuit  breaker,  an  ammeter  and  back  to 
the  dynamo. 

Metal  resistance  grids  ean  be  substituted  with  certain  ad- 
vantages for  the  water  barrels,  as  the  latter  in  time  require  to 
be  replaced  due  to  the  hoops  rusting  away;  furthermore,  the 
water  changes  in  resistance  as  it  becomes  heated,  necessitating 


Tig.  3.     Rood  ind  BUald  loi  Opmktor.    OHbon  uid  Ustal  Elaetioda  Haldan. 

an  occasional  readjustment;  and,  finally,  if  the  outfit  is  worked 
very  hard  the  water  boils  over,  involving  a  stoppage  of  work 
in  order  to  allow  the  water  to  cool. 

All  other  schemes  of  connections  are  but  variations  of  the 
above,  some  making  use  of  relays  for  cutting  out  resistance  in- 
serted in  the  circuit,  whenever  the  arc  is  struck,  to  prevent 
burning  of  the  work  or  destruction  of  the  dynamo;  others,  to 
maintain  a  constant  load  and,  therefore,  a  constant  voltage  on 
the  dynamo  at  all  times,  thus  tending  to  minimize  fiuctuations 
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in  voltage  when  welding.  In  theory,  such  schemes  may  show 
to  advantage  over  the  simple  diagrams  of  connections  de- 
scribed ;  but,  in  practice  it  is  reliability  and  simplicity  that  are 
essential  above  everything  else,  and  a  dynamo,  when  especially 
designed  for  welding,  should  withstand  such  loads  as  are 
thrown  upon  it.  Furthermore,  there  is  absolutely  nothing  in 
the  statement  sometimes  made  that  extra  resistance  is  required 
in  the  circuit  when  striking  the  arc  to  prevent  burning  of  the 
material;  but,  if  there  were,  the  arc  could  readily  be  struck 
adjacent  to  the  place  to  be  worked  upon,  or  even  upon  a  flat 
metal  plate  nearby  and  in  contact  with  the  material,  and  then 
moved  to  the  position  wanted  without  breaking  the  arc  and 
thus  eliminate  so-called  burning  of  the  metal.  Still  further, 
too  much  stress  is  laid  upon  efficiency,  whereas  it  is  of  secon- 
dary importance  since  current  is  drawn  from  the  dynamo 
only  at  irregular  intervals,  possibly  averaging  15  to  30 
minutes  out  of  every  hour  even  when  the  outfit  is  in  constant 
service. 

The  table,  given  below,  is  the  record  of  three  oscillograph 
tests  made  to  determine  the  electrical  data  of  the  welding 
operation : 

Besolts  of  Oscillograph  Tests — ^Electric  Arc  Welding. 

Teat  No.  9 

(b)  Tjpe  of  electrode Carbon 

(c)  Size  of  electrode,  diam.  inches % 

(d)  Besifitance  in  series  with  arc,  ohms.         .0709 

(e)  Voltage  of  welding  circuit,  volts....     46 

(f)  Theor.  max.  current,  striking  arc, 

amps 650 

(g)  Actual  max.  current,  striking  arc, 

amps 390 

(h)     Average  welding  current,  amps 300 

(i)  '*        drop  across  arc,  volts 23 

(j)     Time  to  strike  arc,  seconds 07 

(k)     Ratio  of  (f)  to  (h)    2.17 

(1)        ''      ''(g)'*    (h)     1.3 


10 

11 

Iron 

Iron 

y* 

% 

.296 

.296 

67.5 

65.0 

228 

See  note 

205 

155 

22.5 

0 

.06 

1.48 

1.32 

Note — In  "11**  electrode  was  allowed  to  stick  or  "freeze".    Current 
gradually  rose  from  215  amps,  to  250  amps. 
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Electrodes  and  Holders. 

Fig.  3  shows  two  types  of  electrode  holders,  one  for  the 
Benardos  process  where  a  carbon  rod  is  used,  the  other  for  the 
Slavianoff  process  where  a  metal  rod  is  substituted  for  the  car- 
bon electrode.  In  both,  the  holders  consist  simply  of  metal 
receptacles  suitably  insulated  for  gripping  by  the  hand,  the 
electrodes  being  designed  to  take  rods  of  various  diameters. 

Carbon  electrodes  will  range  from  Vi"  (6.35  cm)  to  1%" 
(3.810  cm)  in  diameter  by  6"  (15.24  cm)  to  12''  (30.48  cm)  in 
length,  depending  upon  the  class  of  welding,  whether  large  or 
small,  and  both  of  these  higher  limits  may  be  exceeded  in  cer- 
tain cases.  The  carbons  should  be  solid,  not  cored,  should 
neither  crack,  crumble  nor  spindle,  and  should  preferably  be 
** graphitic"  rather  than  ** common'*  as  the  former  type  is  of 
higher  electrical  as  well  as  thermal  conductivity. 

Metal  electrodes  will  range  from  y%'  (.3175  cm)  to  A" 
(.7938  cm)  in  diameter,  by  approximately  12"  (30.48  cm)  in 
length,  likewise  depending  upon  the  class  of  welding.  For 
welding  in  wrought  iron  and  steel,  nothing  can  excel  the 
genuine  Norway  or  Swedish  iron. 
Oovering  for  Operator. 

Electric  welding,  more  especially  when  effected  by  the 
Benardos  or  carbon  arc  process,  requires,  on  account  of  the 
brightness  of  the  arc,  to  be  done  in  an  enclosure  so  that  any 
other  work  going  on  in  the  vicinity  will  not  be  interfered  with. 
The  operator  must  also  be  thoroughly  well  covered  over  the 
entire  body,  head,  eyes  and  hands.  Exposure  to  the  arc  rays, 
even  if  but  of  brief  duration,  causes  an  irritation  or  inflamma- 
tion closely  resembling  sunburn,  but  fortunately  with  no  more 
serious  consequences. 

In  Fig.  3  are  shown  two  types  of  hoods,  the  one  on  the  left 
for  carbon  electrode  welding  where  it  is  necessary  to  envelop 
the  head  completely;  the  one  on  the  right  for  metal  electrode 
welding,  where  by  simply  holding  the  hood  in  front  of  the  face, 
sufficient  protection  is  afforded  due  to  the  very  small  arc. 

Particular  attention  is  called  to  the  distance  the  glass 
window  projects  from  the  hood  and  which  experience  shows 
to  be  necessary  to  keep  the  heat  away  from  the  eyes.  Hoods 
may  be  made  of  canvas,  sheet-metal  or  insulating  material  and 


70  ELECTRIO  WELDING 

should  be  thoroughly  well  ventilated.    The  clothing  is  suflSci- 
ent  protection  for  the  body  and  gloves  for  the  hands. 

Regarding  the  eyes,  as  they  are  so  much  more  sensitive, 
even  greater  care  should  be  taken  in  their  protection.  Until 
a  comparatively  recent  period,  it  was  assumed  that  any  colored 
glasses  which  apparently  enabled  the  operator  to  look  steadily 
at  the  arc,  afforded  proper  protection,  and  when  a  combination 
of  ordinary  colored  glass  met  this  specification,  no  further 
thought  was  given  to  the  matter.  Without  going  into  any  more 
detail,  it  may  be  said  that  authorities  now  state  that  the  eyes 
should  be  protected  (a)  from  ultra-violet  rays,  owing  to  the 
destructive  effect  upon  animal  tissue;  (b)  from  infra-red  rays, 
which,  being  heat  rays,  are  surmised  to  be  the  cause  of  eye 
fatigue  and  other  eye  troubles;  (c)  from  excessive  brightness 
because  of  the  blinding  effect;  and  (d)  from  mechanical  in- 
jury. This  protection  can  be  successfully  accomplished  by  the 
use  of  specially  prepared  glass,  suitably  mounted,  which  cuts 
off  the  ultra-violet  as  well  as  the  infra-red  rays,  and  which  is 
at  the  same  time  of  suflScient  density  to  prevent  excessive 
brightness. 
Fluxes. 

A  great  diversity  of  opinion  seems  to  exist  as  to  the  value 
of  fluxes,  and  many  operators  have  their  own  secret  formulae. 
It  may  be  stated,  however,  that  no  flux  is  needed  for  welding 
either  wrought  iron  or  steel,  the  field  to  which  arc  welding  has 
thus  far  proved  to  be  particularly  adapted. 
Filling  BEaterial. 

For  welding  wrought  iron  or  steel,  various  filling  materials 
may  be  used,  among  them  being  Norway — or  Swedish — ^iron 
rods,  boiler  iron,  scrap,  bits  of  steel  castings,  etc.;  for  cast  or 
malleable  iron,  Norway — or  Swedish — ^iron  rods  or  special  cast 
iron  rods  with  a  high  percentage  of  silicon. 
Welding. 

In  the  Benardos  process,  the  carbon  electrode  must,  as 
already  stated,  be  connected  to  the  negative  terminal  of  the 
circuit,  the  metal  to  be  welded  to  the  positive  terminal  either 
directly,  or  if  more  convenient,  indirectly  by  being  laid  upon 
a  metal  table,  Fig.  2,  to  which  the  positive  terminal  has  pre- 
viously been  connected.     In  the  Slavianoff  process,  welding 
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may  be  effected  regardless  of  the  connections.  It  is  customary, 
however,  as  already  stated,  to  make  them  the  same  as  in  the 
Benardos  process.  The  resistance  of  the  circuit  should  next  be 
adjusted  to  what  is  deemed  to  be  the  proper  amount,  after 
which  the  circuit-breaker  or  relays  and  the  line  switch  are 
closed.  The  operator  then  takes  his  position  with  the  electrode 
holder  in  one  hand  and  the  hood  (for  the  Benardos  process)  or 
the  shield  (for  the  Slavianoff  process)  in  the  other.  Bringing 
the  electrode  as  close  to  the  metal  to  be  welded  as  possible 
without  actually  touching  it,  he  then  pulls  the  hood  down  over 
his  head  or  raises  the  shield  in  front  of  his  face,  touches  the 
electrode  to  the  work  and  instantly  pulls  it  away  the  required 
distance,  thus  striking  the  arc,  which,  when  a  metal  electrode 
is  used,  will  approximate  ^"  (.4763  cm)  while  when  a  carbon 
electrode  is  employed,  will  vary  from  ^"  (1.27  cm)  to  2" 
(5.08  cm)  or  even  more  in  length  according  to  the  work  being 
done. 

Whether  or  not  the  resistance  has  been  properly  adjusted 
will  be  readily  determined  by  the  behavior  of  the  arc;  if  too 
fierce,  the  resistance  in  the  circuit  is  insufficient  and  should 
be  increased,  while  if  too  weak,  failing  to  maintain  itself,  the 
resistance  is  too  great  and  should  be  decreased. 

In  using  the  carbon  electrode,  the  arc  should  be  given  a 
rotary  motion  by  hand,  thus  heating  the  metal  to  be  welded 
more  uniformly  and  preventing  burning.  It  should  also  be 
borne  in  mind  that  the  longer  the  arc,  the  less  chance  there  is 
of  carbon  entering  the  metal  and  producing  a  hard  weld. 
When  the  metal  reaches  a  molten  condition,  filling  material  is 
added  to  it,  little  pieces  at  a  time,  the  arc  being  interrupted 
only  just  long  enough  to  add  such  material,  then  being  struck 
and  played  upon  the  mass  again ;  or  the  filling  material  can  be 
used  in  the  form  of  a  long  rod,  one  end  of  which  is  inserted  in 
the  molten  metal  and  the  arc  played  upon  it  until  the  end  is 
melted  off  and  fused  with  the  mass. 

In  working  with  the  metal  electrode,  rather  more  skill  is 
required  in  striking  the  arc  than  when  the  carbon  electrode 
is  used ;  for  if  the  electrode  is  not  instantly  pulled  away,  it  will 
stick  to  the  work,  or  if  pulled  too  far  away,  the  arc  will  go 
out.    As  the  arc  may  be  as  small  as  ^"  (.4763  cm),  and  pos- 
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sibly  less,  it  will  be  appreciated  that  the  limits  are  rather  close 
in  which  to  manipulate  it  successfully. 

When  the  welding  involves  the  building  up  of  a  lug  or 
projection,  this  can  be  accomplished  by  the  use  of  a  support- 
ing rim  of  suitable  shape,  made  either  of  sheet  copper,  fire 
clay  or  carbon  blocks,  although  it  is  preferable  to  avoid,  if 
possible,  the  two  latter  since  they  are  liable  to  soften  and  mix 
with  the  weld. 

In  joining  two  pieces  of  any  but  thin  sheet  metal  together, 
the  abutting  edges  should  first  be  chamfered  at  an  angle  of 
about  45°  either  from  one  or  both  sides,  depending  upon  the 
thickness  of  the  material,  and  the  chamfer  should  extend  entirely 
through. 

As  soon  as  the  weld  has  been  completed  and  while  still  at 
a  white  heat,  it  should  be  briskly  hammered  in  order  to  give 
the  metal  a  finer  grain.  All  oxide  and  other  impurities  should, 
of  course,  be  kept  out  of  the  weld.  It  is,  therefore,  important 
that  the  materials  be  thoroughly  clean  and  free  from  slag  and 
dirt,  not  only  before  commencing  to  work,  but  at  all  stages. 
The  metal  to  be  welded  should  accordingly  be  chipped  or  ma- 
chined in  the  vicinity  where  the  weld  is  to  be  made;  or  the 
same  result  may  be  accomplished  by  tilting  it  to  a  suitable 
angle,  then  turning  the  carbon  arc  upon  it  and  allowing  the 
slag,  in  melting,  to  fall  away  by  gravity. 

Heating  the  metal  preparatory  to  welding  is  always  bene- 
ficial as  preventing  and  relieving  strains,  but  is  not  resorted 
to  except  in  special  cases.  A  temporary  furnace,  especially  for 
large  work,  is  easily  made  when  needed,  by  laying  a  loose  floor- 
ing of  fire-brick  without  mortar  of  any  kind  on  which  is  placed 
the  metal  to  be  welded ;  walls  and  roof  are  then  built,  iron  bars 
being  laid  across  the  roof  at  proper  intervals  to  support  the 
bricks.  Suitable  ports  which  can  be  uncovered,  are  provided, 
through  which  the  electrode  may  be  inserted.  After  the  metal 
to  be  welded  has  been  preheated  in  the  usual  manner  to  a  white 
heat,  the  ports  are  uncovered,  the  electrode  inserted  and  the 
weld  made.  The  ports  are  then  covered  and  the  welded  piece 
allowed  to  cool. 

Annealing  is  also  desirable  at  times  but  like  preheating,  is 
not  done  except  when  absolutely  necessary. 
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A  very  decided  economy  can  sometimes  be  effected  by  re- 
pairing a  defect  discovered  during  a  machining  operation,  by 
making  the  repairs  without  removing  the  piece  from  position. 
Flue  Welding. 

The  welding  of  flues  in  locomotive  boilers  offers  a  most 
fertile  field  for  the  Slavianoff,  or  metal  electrode  process.    Sev- 


I 

NOTE. 

*A' This  cut  only  made  deep  enough 

+0  clean  sheet  of  all  scale  and    make 
right  angle  at  edge  of  flue  hole. 

"B"....  From  2i  to2|  inches,  depending 
on  condition  of  sheet. 

"c!...  From  o  to  t\i  inch. 


Flf.  4.     Flnt  mnd  Fine  81i«et  Prepared  for  Welding. 

eral  different  methods  of  preparing  the  flues  and  the  flue  sheet 
preparatory  to  welding  are  in  use,  one  of  the  most  promising 
being  that  developed  by  Mr.  0.  C.  Wright,  Asst.  Engineer  of 
Motive  Power  of  the  Pennsylvania  Lines  (West).  Referring 
to  Fig.  4,  the  flue  sheet  is  first  countersunk  around  each  flue 
hole  for  a  width  of  y^"  (.635  cm)  to  %''  (.9525  cm)  and  to  a 
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depth  necessary  to  give  a  surface  of  clean  metal  and  a  feather 
edge  at  the  flue  hole.  The  flues  are  next  driven  into  position 
in  much  the  usual  manner  except  that  no  copper  ferrules  are 
required,  nor  is  it  necessary  to  swell  the  flues  just  back  of  the 
flue  sheet ;  further,  the  flues  should  project  above  the  counter- 
sunk surface  of  the  flue  sheet  not  to  exceed  t^"  (.1588  cm)  at 
any  point  and  the  flue  rim  should  be  cut  away,  both  top  and 
bottom,  through  an  arc  of  about  I/2''  (1.27  cm)  as  shown.  In 
making  a  weld,  current  of  approximately  90  amperes  at  18 
volts  across  the  arc  is  employed,  the  welding  commencing  at  the 
bottom  and  working  around  to  the  top  for  each  half.  Care 
should  be  taken  to  play  the  arc  on  the  flue  sheet  immediately 
adjacent  to  the  flue,  rather  than  on  the  flue  directly,  and  it  is 
also  preferable  so  to  proportion  the  length  of  the  welding  rod, 
which  should  be  of  ^"  (.3970  cm)  diameter  Norway  iron,  that 
each  half  of  the  weld  will  be  made  with  a  single  electrode  and 
if  possible  with  one  application  of  the  arc.  No  flux  is  neces- 
sary. Including  the  cutting  away  of  the  rim,  about  twelve  flues 
can  be  welded  per  hour. 

Flues  welded  in  this  manner  have  been  tested  to  destruc- 
tion by  the  method  shown  in  Fig.  5,  withstanding  a  crushing 
force  of  over  30  tons  (27,200  kg)  along  the  axis  of  the  flue  at 
which  pressure  the  flue  itself  failed;  this  as  against  17  tons 
(15,400  kg),  at  which  pressure  flues  applied  in  the  usual  man- 
ner are  found  to  fail. 
Metals  Which  Can  be  Welded. 

Both  of  the  electric  arc  processes  are  particularly  well 
adapted  to  the  welding  of  wrought  iron  and  steel  of  various 
kinds;  and,  while  certain  other  metals  including  cast  iron  can 
also  be  welded,  the  work  is  not,  generally  speaking,  done  to 
any  advantage  over  some  of  the  other  processes.  Welds  in  cast 
iron  will  prove  quite  variable  when  made  by  the  average  op- 
erator, being  frequently  glass  hard  (though  this  may  not  mat- 
ter where  no  machining  is  done)  and  uncertain  as  to  strength, 
so  that  at  the  present  time,  it  would  be  rather  unwise  to  make 
any  pronounced  claims  for  arc  welding  in  this  connection. 
With  malleable  iron,  the  results  obtained  are  even  more  vari- 
able than  with  cast  iron.  In  the  welding  of  cast  iron,  very 
good  results  are  obtained  by  the  use  of  the  carbon  electrode 


process  with  a  suitable  cast  iron  filling  rod,  first  preheating 
the  metal  to  white  heat,  making  the  weld  while  in  thia  eoudi- 
tion  and  then  cooling  gradually. 


S- Si'fo  Z^.Depending  on  condition  of  5hesf. 

Fit-  6.    Katbod  (or  TtMing  of  LocomMlf*  Hon. 

Comparison  of  Arc  Processes. 

With  the  Benardofl  or  carbon  electrode  process,  in  general, 
more  welding  can  be  performed  in  a  given  time  than  can  be 
accomplished  with  the  Slavianoff  or  metal  electrode  process ;  and 
viewed  from  this  standpoint  alone,  the  former  is  the  cheaper.  As 
with  east  iron,  the  welds  will,  however,  at  times  be  decidedly 
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hard,  so  much  so  as  to  be  occasionally  impossible  of  machining, 
due  to  carbon  from  the  electrode  entering  the  metal;  but  when 
no  subsequent  machining  is  necessary,  hardness  is  no  disadvan- 
tage; and,  in  some  kinds  of  work,  such,  for  example,  as  the  re- 
building of  the  ends  of  rolling  mill  wabblers,  pinions,  etc.,  this 
very  condition  is  a  decided  advantage. 

In  the  Slavianoff  process,  the  difficulty  of  hard  welds  is 
largely  overcome  owing  to  the  use  of  the  metal  electrode ;  the 
welding  of  thin  sheets  can  be  more  readily  done  and,  in  fact, 
a  finer  grade  of  work  of  the  lighter  kinds  performed  than  with 
the  Benardos  process ;  finally,  the  ability  to  reverse  connections 
may  be  an  occasional  advantage. 

The  Slavianoflf  process  is  confined   strictly  to   welding, 
while  the  Benardos  process  is  used  both  for  welding  and  cut- 
ting as  well  as  for  heating  under  certain  conditions. 
Cutting. 

Cutting  of  wrought  iron  and  steel  can  be  very  successfully 
done  with  the  Benardos  or  carbon  arc  process,  though  the  cut 
will  be  wider  and  the  edges  not  comparable  in  smoothness  with 
any  of  the  oxy-gas  cutting  processes.  However,  where  electric 
current  is  readily  available  and  the  finish  of  the  cut  is  not  of 
especial  importance,  as  in  the  removal  of  sink  heads  and  risers 
from  steel  castings,  it  is  probably  one  of  the  cheapest  methods 
for  such  work,  since  almost  no  time  need  be  spent  in  setting 
up  the  casting  in  position  as  is  necessary  when  cutting  by  ma- 
chine or  hand.  Various  authorities  give  the  rate  of  cutting  as 
being  from  one-half  (3.226  sq.  cm)  to  one  square  inch  (6.451 
sq.  cm)  per  minute  per  100  amperes  with  a  minimum  of  300 
amperes.  Fig.  6  shows,  however,  that  the  rate  of  cutting  ap- 
proximates more  nearly  the  lower  limit. 
Other  Applications  of  the  Arc. 

The  electric  arc  processes  of  welding  were  originally 
largely  confined  to  repair  work  in  wrought  iron  and  steel,  but 
since  becoming  better  understood,  their  uses  are  extending;  for 
example,  surplus  metal  including  fins,  risers,  sink-heads  and 
nails  are  easily  removed  from  steel  castings,  holes  are  bored 
in  wrought  iron  or  steel  plates,  wrought  iron  or  steel  pipe 
sections  are  readily  joined  together  or  flanged,  the  ends  of 
wrought  iron  rings  are  welded,  wire  nails  may  be  pinned  to 
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wrought  iroD  or  steel  plates,  tap  holes  or  tuyeres  in  furnaces 
are  opened,  broken  drills  and  taps  are  easily  removed  from 
castings,  etc. 
Opening  of  Tap  Holes. 

In  the  opening  of  the  tap  hole  or  a  tuyere  of  a  cupola,  the 
Benardos  process  is  employed.  The  furnace  is  made  the  pos- 
itive terminal,  the  negative  terminal  consisting  of  a  rod  of 
carbon  2"  (5.08  em)  or  3"  (7.62  cm)  in  diameter  by  about  48" 
(121.92  cm)  in  length,  fitted  securely  to  a  holder  of  wrought 
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iron  or  steel  pipe  ten  feet  (3.048  m)  or  more  in  length  and  suit- 
ably insulated  so  that  it  can  be  readily  handled.  In  other  re- 
spects, the  circuit  is  as  already  shown  in  Fig.  2,  If  a  cinder  is 
met  during  the  burning,  it  is  necessary  to  drive  into  it  an  iron  bar 
until  fused  iron  is  encountered,  as  cinder  is  an  insulator,  after 
which  the  are  is  sprung  between  this  iron  bar  and  the  carbon 
electrode  and  the  operation  resumed.  Great  care  must  be  used 
so  that,  as  the  operation  nears  a  finish,  molten  metal  will  not 
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be  blown  out  upon  the  operator.  A  current  of  about  800  am- 
peres is  recommended  for  such  work,  and  with  this  the  burn- 
ing will  be  at  the  rate  of  approximately  30"  (76.2  cm)  per 
hour. 

Statistics. 

It  is  exceedingly  diflScult  and,  in  fact,  impossible  to  make 
any  absolute  statements  in  connection  with  costs,  speeds,  most 
economical  and  efficient  currents,  best  sizes  of  electrodes, 
strengths  of  welds,  etc.,  on  account  of  the  many  variables  in- 
volved, such  as  skill  of  operator,  fluctuations  in  current  and 
rate  of  work,  differences  in  composition  of  filling  material  and 
metal  to  be  welded,  so  that  the  data  here  given  are  offered,  in 
the  main,  simply  as  results  which  can  be  easily  duplicated  by 
the  average  operator  and  not  necessarily  as  extreme  in  any 
respect. 

Costs. 

Blacksmith  versus  Carbon  Arc  Welded  Rings — 

The  following  figures  have  been  obtained  in  the  works  of 
the  Westinghouse  Electric  &  Manufacturing  Company,  East 
Pittsburgh,  Pa.: 

Sections  Smith  Welds*  Arc  Welds* 

l"xl%"  (2.54  cm.  X  3.81  cm.) $0.59  $0.51 

l%"xl%"  (3.175  cm.  X  3.81  cm.) 0.66  0.30 

l%"x2"  (3.81  cm.  X  5.08  cm.) 1.13  0.45 

194"  x2%"  (4.345  cm.  x  6.35  cm.) 1.25  0.45 

2"x6"   (5.08  cm.  x  15.24  cm.) 3.05  0.85 

The  following  figures  were  supplied  by  one  of  the  large 
American  railroads,  being  taken  from  actual  jobs  at  various 
times  and  compared  with  that  of  restoring  the  apparatus  to 
service  by  previous  methods,  either  by  replacement  or  repair. 
The  arc  welding  costs  were  based  on  an  hourly  power  cost  of 
51  cents  for  the  carbon  arc  and  17  cents  for  the  metal  arc,  to- 
gether with  the  cost  of  direct  labor  and  an  overhead  charge  of 
40  per  cent.  The  power  costs  are  somewhat  higher  than  those 
obtained  in  average  work. 

•  Labor  costs  only  included  in  above. 
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1.  Welding  tender  draft  casting $     1.11  $  18.31* 

2.  ' '        tender  center  draft  casting 4.36  19.06* 

3.  *'        tender  draft  arm 1.11  19.08* 

4.  Plugging  51  holes  in  expansion  plate,  hole  1" 

(2.54  cm.)  dia.  x  W'  (1.27  cm.)  deep 2.75  10.15 

5.  Bepairing   mud   ring 6.50  34.571 

6.  Building  up  flat  spots  on  locomotive  drivers 40  22d.00t 

7.  Building  up  four  piston  valve  flanges 9.52  24.20* 

8.  Bepairing   mud    rings 5.57  32.70t 

9.  Plugging  four  holes  2"  dia.   (5.08  cm.)  x  4" 

(10.16  cm.)  thick 1.16  4.44 

10.  Cutting  four  6"   (15.24  cm.)   holes  in  tender 

deck  sheets  %"  (1.27  cm.)  thick 1.08  8.35 

11.  Plugging  holes  in  two  driving  box  cellars 55  2.55 

12.  Welding  eccentric  strap^  broken  through  neck..  1.08  41.28* 

13.  Building  up  jaws  of  two  pedestal  caps 3.49  10.00 

14.  Welding  one  driving  box  for  type  K-2  locomo- 

tive, broken  through  crown 5.75  39.31* 

15.  Welding  frame  stiffener  on  locomotive 3.29  14.73 

16.  Welding  main  rod,  broken  through  end 6.35  70.49* 

17.  Bepairing  fire  box 134.89  869.58| 

18.  Welding  two  spokes  in  trailer  wheel  center 7.72  68.05* 

19.  Welding  two  spokes  in  driving  wheel  center....  7.98  99.98* 

20.  Welding  three  spokes  in  driving  wheel  center....  11.20  126.60* 

21.  Welding  two  spokes  in  driving  wheel  center 5.13  112.09* 

22.  Welding  cracks  in  bulk  head  in  tender  tank  2.33  8.00 

23.  Welding  cracks  in  side  and  door  sheets  of  fire 

box    ~ 4.23  24.35t 

24.  Welding  bridge  in  flue  sheets 2.88  20.12t 

25.  Welding  cracks  in  side  sheets 26.15  31.79 

26.  Bepairing  air  drum 2.83  12.64* 

27.  Welding  guide  yoke 1.68  16.15t 

*  New  parts  required. 

t  Bepair. 

t  Estimated  cost  to  turn   down  all   drivers  as  would   otherwise   be 

required.  This  would  mean  also  the  loss  of  at  least  one  year's  wear  on  the 
tires. 

I  New  fire  box  required. 
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Speeds  of  Welding  and  Oatting. 

<1>     FlUing  drm«d  bole  In  cast  steel  axle  cap.    (W.  £.  ft  M.  Oo.) 

Size  of  hole  Wt"  (3.15  cm.)  dia.  z  2"  (5.0S  cm.)  depth. 
Siie  of  carbon  electrode  iW  I  8"  (3-81  cm.  x  15.24  cm.). 
Current  500  to  6.50  ampereB. 
Time  56  Bcconila. 
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(2) 

Welding  sheet-Btael 

aeanui 

(Oravens). 

GAUGE 

Metal  Electrode. 
Diameter 

Current 

Rate  of 
welding 

Ft.      Meters 

BWQ 

Cm. 

BWO 

Cm. 

Amperes 

per  hr.   per  hr. 

or  lu. 

or  In. 

28  to  20 

18 

10  to  25 

30        9.14 

18  to  hk 

.3176 

^ie 

.1588 

20  to  40 

25        7.61 

\^  to  %e 

.3175  to  .4763 

%2 

.2382 

30  to  60 

20        6.09 

%6  to  % 

.4763  to  .636 

^ 

.3175 

50  to  100 

15        4.57 

^  to  % 

.635  to  .9525 

%2 

.3970 

75  to  150 

10        3.04 

Over  % 

.9525 

%2 

.3970 

150  to  180 

variable 

(3)  Buzning  hole  in  wronght-iron  plate.   (W.  E.  ft  M.  Co.) 

Size  of  hole,  1%"  (4.345  cm.)  dia.  z  IW'  (3.81  cm.)  depth 
Size  of  carbon  electrode,  1^^"  (3.81  cm.)  x  6"  (15.24  cm.) 
Current,  370  to  1000  amperes 
Time,  3  min.  30  sec.  (includes  45  seconds  for  reversing  plate) 

(4)  Semoval  of  sink-head  from  cast-steel  axle  cap.  (W.  E.  9t  M.  Co.) 

Size  of  sink-head,  2%"  (5.715  cm.)  z  6"  (15.24  cm.)  area  =  13.5 

sq.  in.  (87.2  sq.  cm.) 
Size  of  carbon  electrode,  IW  z  6"  (3.81  cm.  z  15.24  cm.) 
Current,  600  to  850  amperes 
Time,  4  min.  45  sec.  (includes  time  for  set-up) 

(5)  Cutting  Steel  with  the  Electric  Arc.    (W.  E.  ft  M.  Co.) 

Using  a  graphite  rod   1"    (2.54  cm.)   in  diam.  as  the  negative 
electrode. 

Bate  of  CJutting 


Size  of  section  cut 


In. 


Cm. 


Area  Cut 
Sq.  In.  Sq.Cm, 


Cut- 
ting 
cur- 
rent 

Amp. 


Cutting 
time 

Min. 


Cross  section 
Cut  per  min. 

Sq.In.  Sq.Cm 


Cross  section 

cut  per  min. 

per  lOu 

amperes 

Sq.In.  Sq.Cm. 


8x8 

8x8 

8x8 

6x6 

6x6 

6x6 

4x4 

4x4 

4x4 

2x4.5 

2x4.5 

2x4.5 
1.375x3.25 
1.375x3.25 
1.375x3.25 
.625x4 
.625x4 
.625x4 


20.32x20.32 

(( 

tt 

15.24x15.24 
if 

10.16x10.16 

<f 

5.08x11.43 

(I 

(< 

4.345x2.55 

ti 

i< 

1.588x10.16 
ti 

II 


64. 
64. 
64. 
36. 

36. 

16. 

16. 

16. 
9. 
9. 
9. 

4.47 
4.47 
4.47 
2.5 
2.5 
2.5 


413. 

810 

27.00 

(( 

600 

41.75 

It 

320 

98.00 

232. 

810 

14.50 

If 

600 

21.67 

If 

320 

44.:^^ 

103. 

810 

4.70 

f  1 

(500 

5.62 

it 

320 

10.08 

58. 

810 

2.50 

11 

600 

2.53 

If 

320 

5.05 

29. 

810 

1.10 

1  f 

600 

1.17 

If 

320 

2.25 

16. 

810 

0.67 

If 

600 

o.m 

If 

320 

0.88 

2.37 
1.53 
0.65 
2.48 
1.66 
0.81 
3.40 
2.85 
1.60 
3.60 
3.56 
1.78 
4.06 
3.82 
1.98 
3.73 
3.07 
2,84 


15.3 
9.9 
4.2 
16.0 
10.7 
5.2 
21.9 
18.4 
10.3 
23.2 
23.0 
11.5 
26.2 
24.6 
12.8 
24.1 
19.8 
18.3 


.293 
.255 
.203 
.306 
.277 
.253 
.420 
.475 
.500 
.445 
.577 
.557 
.502 
.(537 
.619 
.451 
.512 
.888 


1.89 

1.645 

1.31 

1.975 

1.71 

1.63 

2.71 

3.06 

3.226 

2.87 

3.72 

3.59 

3.24 

4.11 

3.99 

2.91 

3.30 

5.74 


*  Average  rate  of  cutting,  0.454  sq.  inches  (2.93  sq.  cm.)  per  min. 
per  100  amperes. 
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Strengths  of  Welds. 

OftCD  the  strength  of  the  weld  is  of  small  consequence  as 
it  is  simply  a  matter  of  filliug  up  blow  holes  or  equivalent  im- 
perfections, and  even  where  strength  of  weld  is  involved,  the 
metal  to  be  welded  usually  has  a  very  large  factor  of  safety, 


Tig.  8. 

so  that  even  though  the  welded  portion  may  not  be  equal  in 
strength  to  the  original  material,  it  still  will  have  a  consid- 
erable margin  of  safety.  Furthermore,  the  material  at  the 
weld  can  often  be  reinforced  so  that  a  strength  equal  to  the 
original  can  thus  be  obtained. 
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With  the  carbon  electrode  process,  the  current  will  range 
from  possibly  100  to  600  amperes  or  more,  depending  upon 
conditions;  in  cutting,  the  figures  will  usually  run  slightly 
higher.  With  the  metal  electrode  process,  the  current  for 
welding  will  range  from  10  to  200  amperes. 


100  ss  190  I7S  MO  ns  290 

Amperes 

Tit-  B<     OaiTii  ol  Onrtent  and   StimcUi'      OtM  StMl  Waldod  vlth  MoTwar  Iron 


In  Figs.  7,  8,  and  9,  are  shown  results  obtained  by  both 
processes  (W.  E.  &  M.  Co.).  It  will  be  noted  that  in  these 
curves  there  seem  to  be  indicated  certain  best  limits  for  car- 
rent  and  size  of  electrode,  and  in  the  carbon  are  process,  the 
further  fact  that  too  rapid  work  as  indicated  by  Fig.  8,  curve 
D,  is  harmful.     The  converse  of  this,  although  not  shown  by 
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the  curves,  is  likewise  true.  It  may  also  be  said  that  either 
process  will  give  about  the  same  strength  of  welds,  but  that 
in  machine  steel  the  ultimate  strength  will  average  approxi- 
mately 80  per  cent  of  the  original,  while  in  cast  steel  the 
ultimate  strength  of  the  welds  will  run  10  to  12  per  cent  lower. 
Methods  of  Testing. 

The  samples  were  of  open  hearth  machine  steel  and  cast 
steel.  The  former  were  twelve  inches  long  and  one  and  one- 
quarter  inches  square;  the  latter  twelve  inches  long  and  one 
and  one-eighth  inches  square.  The  ends  to  be  welded  were 
chamfered,  leaving  a  V-shaped  opening  to  be  filled  with  metal 
from  the  electrode. 

In  order  to  preserve  the  alignment  of  the  two  bars  during 
welding,  they  were  solidly  clamped  upon  a  copper  strip  rest- 
ing on  an  iron  table.  All  welding  was  done  from  above  the 
bar,  as  would  be  the  case  in  practice  where  the  piece  being 
welded  could  not  be  reached  from  both  sides.  The  test  bar 
chosen  was  such  that  the  conditions  for  making  a  weld  were 
worse  than  the  average  found  in  practice.  A  much  stronger 
weld  could  be  obtained  by  using  double  V'd  bars  and  welding 
from  both  sides. 

No  flux,  whatever,  was  used  in  any  of  the  tests,  and  in 
every  case,  metal  was  added  beyond  the  dimensions  of  the  bar 
in  order  to  insure  solid  metal  after  machining.  After  welding, 
the  bars  approximately  twenty-four  inches  long,  were  planed  to 
a  cross-section  one  inch  square.  The  weld  line  was  barely  dis- 
cernible. Five  sizes  of  Norway-iron  electrodes — y^"  (.3175 
cm),  ^"  (.4763  cm),  i/4"  (.635  cm),  -^'^  (.7838  cm),  and  %'' 
(.9525  cm),  were  tried  with  currents  ranging  from  100  to  250 
amperes  and  with  the  electrode  negative  in  polarity.  With 
each  size,  both  for  cast  and  for  machine  steel,  ten  samples  were 
welded  at  each  value  of  current,  making  a  total  of  300  samples. 
In  addition,  20  samples  were  welded  with  the  electrode  positive 
in  polarity. 

The  carbon  electrode  welds  were  48  in  number  and  were 
made  with  currents  ranging  from  150  to  250  amperes,  using 
graphite  rods  from  I/2''  (1.27  cm)  to  1"  (2.54  cm)  in  diameter 
and  Norway-iron  rods  from  ^4''  (-635  cm)  to  y^"  (1.27  cm)  in 
diameter  as  filling  material.     The  best  results  were  obtained 
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with  y^"  (1.27  cm)  electrodes  and  y2"  (1.27  cm)  filling  rods 
with  200  amperes. 

The  desired  current  was  obtained  by  varying  the  excitation 
of  the  generator,  as  well  as  by  the  use  of  resistance  in  series 
with  the  arc. 
Mechanical  Testing. 

The  welded  samples  were  tested  in  tension,  the  ultimate 
strength,  yield  point,  elongation  and  contraction  in  area  being 
determined.  Tests  of  the  machine  and  cast  steel  were  upon 
bars  24"  (60.86  cm)  long  and  one  inch  square;  those  upon 
Norway-iron  filling  rods  were  made  with  bars  %"  (.9525  cm) 
in  diameter  of  the  same  composition  as  the  electrodes. 
Tables  and  Curves. 

The  appended  tables  give  in  detail  the  values  for  each  con- 
dition and  the  curves  previously  referred  to  are  drawn  from 
the  data  in  the  tables. 
Conditions  for  Metallic  Electrode  Welding. 

Besides  strength  of  weld,  both  with  respect  to  the  yield 
point  and  the  ultimate  breaking  point  of  the  original  material, 
there  are  other  considerations  which  must  be  taken  into  ac- 
count. With  large  electrodes  and  small  currents,  welding  pro- 
ceeds slowly,  the  arc  is  harder  to  maintain  and  the  heat  de- 
veloped is  insufficient  to  make  the  metal  flow  readily. 

Small  electrodes  and  heavy  currents  are  likewise  undesir- 
able, as  here  the  metal  flows  too  freely,  the  electrodes  become 
white  hot,  molten  drops  of  metal  spatter  from  the  weld  and 
blisters  form  upon  the  metal.  Though  it  might  naturally  be 
considered  that  the  rapidity  of  welding  would  increase  with 
the  amount  of  current  used,  such  is  not  the  case  beyond  a  certain 
limit.  The  fact  that  the  added  metal  flows  too  rapidly  and  that 
fairly  short  electrodes  must  be  used  in  the  holders,  makes  welding 
with  small  electrodes  and  heavy  currents  slow  and  laborious. 

Any  combination  of  current  and  electrode  which  causes  the 
metal  to  flow  very  readily,  is  useful  only  in  those  particular 
instances  where  the  added  metal  cannot  run  away  as  soon  as 
it  is  applied. 
Potential  Drop  Across  Arc. 

The  average  potential  drop  across  the  metallic  arc  varied 
between  21  and  28  volts,  increasing  slightly  with  the  current 
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and  with  the  size  of  electrode ;  at  times  reaching  as  high  as  35 
volts  or  as  low  as  19.  With  the  carbon  electrode,  the  average 
varied  from  40  to  50  volts,  being  nearer  40.  This  potential 
drop,  as  well  as  the  current,  depends  upon  the  distance  from 
the  electrode  to  the  metal  being  welded.  It  is  manifestly  im- 
possible to  maintain  an  exact  distance  and  there  is,  moreover, 
a  personal  equation  involved,  some  operators  keeping  the  elec- 
trode nearer  to  the  metal  being  welded  than  others. 
Physical  and  Chemical  Characteristics. 

The  fracture  of  the  welded  bars  under  test  was  in  the 
center  of  the  added  metal  of  the  weld  and  approximately  at 
right  angles  to  the  bar,  except  in  those  cases  where  the  heat 
was  insufficient  for  a  good  weld  and  fracture  occurred  along 
the  cleavage  line  between  bar  and  added  metal.  The  metal 
exposed  by  the  fracture  was  crystalline  in  structure  and  very 
similar  to  cast  iron  in  appearance.  The  ductility  of  the  weld 
was  much  below  that  of  the  original  steel  or  Norway  iron,  the 
maximum  elongation  and  the  contraction  of  any  set  of  welded 
bars  being  5.4%.  These  maximum  values  did  not  occur  in  the 
same  set  of  samples,  though  in  general  the  greater  the  elonga- 
tion the  greater  the  contraction  in  area.  The  yield  point  of 
the  welded  machine  steel  bars  was  slightly  less  than  that  of 
the  unwelded  steel  or  iron. 

Three  machine  steel  bars  welded  with  metallic  electrodes 
tested  over  42,000  lbs.  per  sq.  inch.  These  were  all  welded  with 
■^"  electrodes,  but  at  currents  of  125,  150  and  175  amperes 
respectively.  The  fact  that  in  these  cases  the  effect  of  the  cur- 
rent was  apparently  nil,  suggests  that  perhaps  the  results  are 
to  some  considerable  degree  dependent  upon  the  skill  of  the 
operator,  and  it  might  also  be  noted  that  the  operator  who 
made  these  welds  is  accustomed  to  use  -^^  electrodes  for  me- 
tallic arc  welding. 

The  chemical  analyses  of  the  machine  steel,  cast  steel  and 
Norway  iron  used  in  these  tests  were  as  follows : 

Contents     Machine  Steel      Cast  Steel      Norway  Iron 

C  0.10  0.10  0.10 

Mn  0.39  0.71  0.075 

8  0.024  0.052  0.012 

P  0.010  0.05  0.028 

Si  trace  0.37  trace 
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Direction  of  Current. 

(a)  Metallic  Electrodes.  Twenty  bars  were  welded  with 
the  current  reversed,  i.  e.,  with  the  electrode  positive  in  po- 
larity. Ten  of  these  bars  were  welded  with  ^"  electrodes  and 
175  amperes,  and  ten  with  i/4"  electrodes  and  200  amperes. 
From  the  results  obtained,  it  appears  quite  evident  that  it  is 
more  desirable  to  have  the  electrode  negative  since  welds  made 
under  the  same  conditions,  but  with  the  electrode  positive, 
averaged  11.25  per  cent  lower  in  tensile  strength,  2.3  per  cent 
lower  in  elongation  and  2  per  cent  lower  in  contraction  of  area 
than  with  the  electrode  negative. 

(b)  Carbon  Electrodes.  The  electrodes  were  in  all  cases 
made  negative  in  polarity. 

INCANDESCENT  PROCESSES. 

The  incandescent  or  resistance  processes  of  welding  differ 
from  the  arc  processes,  not  only  in  the  method  of  obtaining 
the  heating  effect  of  the  electric  current,  but  in  the  further  fact 
that  pressure  is  also  an  essential  factor.  It  is  the  introduction 
of  resistance  into  the  circuit  such  as  is  caused  by  a  poor  con- 
tact (Thomson  process)  or  by  a  poor  conductor  (La  Grange- 
Hoho  process)  that  produces  the  necessary  heat  for  welding. 
La  Orange-Hoho  Process. 

In  the  La  Orange-Hoho  process  an  electrolytic  bath  is  re- 
quired. The  two  pieces  of  metal  to  be  welded  are  joined  in 
parallel  to  the  negative  terminal  of  a  direct-current  circuit  of 
125  to  150  volts,  a  large  plate  of  lead,  carbon  or  other  conductor 
immersed  in  the  bath  forming  the  positive  terminal.  The  bath 
consists  of  a  mixture  by  weight  of  44  parts  of  carbonate  of 
potash  and  56  parts  of  borax  dissolved  in  water  to  a  specific 
gravity  of  1.24.  The  passage  of  the  current  through  the  bath 
causes  decomposition  of  the  electrolyte,  bubbles  of  hydrogen 
being  deposited  on  the  metals  to  be  welded,  thus  introducing 
a  gaseous  resistance  in  the  region  of  contact  between  the  metals 
and  the  electrolyte,  with  the  consequent  heating  of  the  metals 
to  incandescence.  When  the  metals  reach  the  proper  fusing 
temperature  and  while  still  continuing  in  the  bath,  they  are 
forced  together  under  heavy  pressure,  thus  uniting,  or  they 
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may  be  withdrawn  from  the  bath  after  reaching  the  fusing 
temperature  and  welded  together  under  a  hammer  in  the  usual 
manner. 

This  process  offers  no  advantage  over  the  Thomson,  or  re- 
sistance process  and  the  disadvantage  of  the  bath  is  obvious. 
As  far  as  it  has  been  possible  to  ascertain  the  facts,  the  process 
is  not  used  in  this  country  at  all. 
Thomson  Process. 

In  the  Thomson  process,  the  welding  is  effected  in  the 
secondary  circuit  of  a  single  phase  (25  to  60  cycle)  transformer, 
which  may  have  a  capacity  from  1  to  100  kw.  or  more,  the 
primary  being  wound  for  any  suitable  voltage,  usually  110  or 
220,  the  secondary  for  i^  to  7  volts.  The  terminals  of  the 
secondary  circuit  generally  consist  of  comparatively  large  jaws, 
frequently  water-cooled,  which  clamp  the  metals  to  be  welded. 
The  power  factor  of  a  welding  machine  of  this  type  will  range 
from  50  to  85  per  cent. 

In  the  making  of  a  weld,  the  ends  of  the  two  metals  are 
butted  together,  first  being  filed  flat  if  necessary,  the  lengths 
of  each  actually  in  the  circuit  being  so  adjusted  as  to  make 
them  equal  in  resistance,  after  which  the  primary  circuit  is 
closed.  Current  immediately  flows  through  the  metals,  heating 
them  very  quickly  at  their  point  of  contact  to  the  temperature 
of  fusion.  They  are  then  forced  together  by  hand  or  auto- 
matically. The  accompanying  fin  is  easily  eliminated  either 
with  a  file  after  being  taken  from  the  welder  or  by  means  of  an 
automatic  hammer  before  being  thus  removed. 

In  certain  phases  of  this  process,  as  the  spot  welding  of 
sheet  metals  and  the  equivalent,  the  metals  to  be  welded  are 
not  clamped  in  jaws  but  are  squeezed  together  between  the 
electrodes  of  the  secondary  circuit. 

Since  the  operation  of  welding  is  at  all  times  under  con- 
trol, the  weld  may  be  made  quickly  or  slowly  and  there  is, 
therefore,  no  waste  of  current;  furthermore,  the  heat  is  self- 
contained,  that  is,  it  is  generated  within  the  metals  themselves 
and  is,  consequently,  confined  to  the  small  portions  between 
the  jaws  or  electrodes. 

Prom  the  preceding,  it  is  quite  evident  that  the  quality  of 
the  welds  made  by  this  process  should  be  uniformly  higher 
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than  those  made  by  any  of  the  arc  processes  or  by  the  black- 
smith, and  it  is,  in  fact,  only  exceeded  by  the  electro-percus- 
sive process.  It  should,  however,  be  equally  evident  that  the 
Thomson  process  is  best  adapted  for  repetition  work,  while  the 
arc  processes  are  rather  the  reverse  in  this  respect,  so  that  as 
previously  stated  there  is  little  advantageous  overlapping  of 
these  processes. 

As  in  the  arc  processes,  the  work  is  intermittent  as  far  as 
actual  welding  time  and  current  consumption  are  concerned, 
so  that  the  efficiency  of  the  apparatus  in  this  single  feature  is 
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not  of  extreme  importance  compared  with  reliability,  rapidity 
and  continuity  of  operation.  The  energy  consumption  involved 
in  the  making  of  a  weld,  and  omitting  all  reference  to  the 
apparatus  itself  and  the  efficiency  of  operating  it,  is  dependent 
upon  the  thermal  and  the  electrical  conductivity  of  the  metals, 
their  shapes,  lengths,  cross-sections,  temperatures  of  fusion  and 
time  consumed  in  welding.  With  reference  to  the  curves  shown 
on  Pig.  10,  Prof,  Elihu  Thomson  states : 

"It  will  be  seen  that  the  energy  increases  more  rapidly 
than  the  section  of  the  pieces,  doubtless  because  the  large 
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piiKHiM  inko  a  longer  time  in  welding,  with  the  result  of  an  in- 
(fr<uiNi^(l  loNN  by  conduction  of  heat  along  the  bars  from  the 
J  (lint.  If  the  time  for  welding  could  be  made  the  same  for 
vnrioiiM  «(»ction8,  it  is  probable  that  the  energy  required  would 
Ih)  nioro  nearly  in  direct  proportion  to  the  area  of  section  for 
any  given  metal.  This  rule  would,  however,  only  hold  approxi- 
inntc'ly,  as  there  is  a  greater  relative  loss  of  heat  by  radiation 
and  convection  into  the  air  from  the  pieces  of  smaller  sec- 
tions*'. 

The  Thomson  process  has  a  very  great  range  as  regards  the 
metals  as  well  as  the  shapes  it  is  possible  to  weld. 

The  Thomson  Electric  Welding  Company,  who  were  the 
pioneers  in  this  process  and  who  have,  therefore,  had  the  great- 
est experience  in  this  field,  present  the  following  as  covering 
the  metals  and  alloys  which  can  be  welded : 

Metals.  Wrought  iron.  Cast  iron.  Wrought  copper.  Lead.  Tin.  Zinc. 
Antimony.  Cobalt.  Nickel.  Bismuth.  Aluminum.  Silver.  Platinum.  Gold 
(  pure  ) .    Manganese. 

AUoys.  Various  grades  of  tool  steel.  Various  grades  of  mild  steel. 
Steel  castings.  Chrome  steel.  Mushet  steel.  Stubs  steel.  Crescent  steel. 
Bessemer  steel.  Nickel  steel.  Wrought  brass.  Gun  metal.  Brass  Composi- 
tion. Fuse  metal.  Type  metal.  Solder  metal.  German  silver.  Aluminum 
alloyed  with  iron.  Aluminum  brass.  Aluminum  bronze.  Phosphor  bronze. 
Silicon  bronze.    Coin  silver.    Various  grades  gold. 

Combinations.  Copper  to  brass.  Copper  to  German  silver.  Copper  to 
gold.  Copper  to  silver.  Brass  to  wrought  iron.  Tin  to  zinc.  Tin  to  brass. 
Brass  to  German  silver.  Brass  to  platinum.  Brass  to  tin.  Brass  to  mild 
steel.  Wrought  iron  to  cast  steel.  Wrought  iron  to  mild  steel.  Steel  to 
platinum.  Wrought  iron  to  tool  steeL  Gold  to  German  silver.  Gold  to 
silver.  Gold  to  platinum.  Silver  to  platinum.  Wrought  iron  to  Mushet 
steel.  Wrought  iron  to  Stubs  steel.  Wrought  iron  to  Crescent  steel. 
Wrought  iron  to  cast  brass.  Wrought  iron  to  German  silver.  Wrought 
iron  to  nickel.  Tin  to  lead.  Mild  steel  to  tool  steel.  Nickel  steel  to 
machine  steel. 

Wires  as  small  as  .0225"  (.05725  cm)  diameter,  can  be 
butt-welded,  the  strengths  of  the  joints,  assuming  the  work  to 
have  been  properly  done,  being  dependent  upon  the  composi- 
tion of  the  materials  welded,  in  general  varying  from  75  per 
cent  and  upwards  of  the  original  stock,  although  certain  inves- 
tigators place  the  average  as  low  as  63  per  cent.  For  example, 
mild  steel  gives  a  very  strong  weld,  while  Bessemer  steel,  hav- 
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ing  a  greater  percentage  of  sulphur  and  phosphorus,  will  not 
give  such  high  results.  Aluminum  wires  or  rods  can  be  suc- 
cessfully welded  in  the  larger  sizes;  but,  in  the  smaller  sizes, 
the  welds  will  be  very  unreliable,  practically  disintegrating  if 
any  attempt  is  made  to  work  them  as  in  rolling.  This  is  prob- 
ably due  to  the  inability  to  rid  the  weld  entirely  of  the  oxide, 
which  imperfection  thus  forms  a  greater  percentage  of  the 
area  of  the  weld  in  the  smaller  sizes,  with  consequent  lower 
strength. 

At  times  there  will  be  a  brittle  zone  at  either  side  and  a 
little  distance  away  from  the  weld,  caused  by  the  excessive  rale 
of  dissipation  of  heat  when  the  current  is  withdrawn.  Where 
this  constitutes  a  disadvantage,  as  in  high  carbon  steel,  brittle- 
ness  may  be  eliminated  by  passing  current  a  second  time 
through  the  welded  piece,  sufficient  to  heat  the  parts  to  a  red 
heat  before  removing  them  from  the  clamps,  though  it  is  rather 
better  to  loosen  the  clamps  and  move  them  further  back  so  as 
to  bring  the  brittle  zones  well  within  the  circuit  and  further 
removed  from  the  cooling  influence  of  the  clamps. 

Machines  for  welding  by  this  process  are  rather  limited  in 
their  adaptability  and  can,  therefore,  of  necessity  follow  no 
conventional  lines  in  the  details  of  their  construction,  though 
the  principle  involved  is  the  same  in  all,  as  are  the  fundamental 
parts  already  briefly  described. 

Aside  from  the  welding  of  wires,  there  is  a  multiplicity  of 
other  work,  some  large,  some  small,  which  can  be  advantag- 
eously performed  by  this  process.  Among  such  may  be  men- 
tioned the  welding  of  rings,  buckles,  frames  for  windows  and 
the  like,  bars,  rods,  pipe,  automobile  parts,  wheels,  tires,  cylin- 
ders, rails,  bonds,  chains,  band-saws,  wire  fence,  handles  to 
blades,  drills,  high  speed  to  machine  steel  for  cutting  tools, 
crank  shafts,  etc. 

One  of  the  most  novel  applications  is  the  bonding  of  street 
car  rails.  As  direct  current  is  usually  the  only  kind  available, 
it  must  first  be  transformed  to  alternating  current  through  the 
medium  of  a  rotary  converter.  Instead  of  both  portions  of  the 
clamps  being  of  metal,  as  is  usually  the  case,  one  part  is  of  cop- 
per and  one  of  carbon.  About  2000  amperes  at  5  volts  applied 
for  approximately  2  to  3  minutes,  are  required  and  the  usual 
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operating  force  of  three  men  can  average  100  welds  per  day  of 
12  hours. 

Very  similar  to  this  application  is  that  of  rail  welding,  but 
on  a  much  larger  scale.  In  this,  about  30,000  amperes  at  5  to 
7  volts  are  applied  for  2  to  3  minutes  with  a  pressure  of  4000 
lbs.  per  sq.  inch  (282  kg.  per  sq.  cm)  on  the  weld.  Pig.  11 
shows  the  type  of  joint  plate  and  finished  weld.  Two  of  these 
plates  are  necessary  to  each  weld,  one  on  either  side  of  the  rails 
being  joined,  and  three  welds  are  required  to  make  a  complete 
joint. 

The  joint  plate  is  embossed  at  the  ends,  while  at  the  center 
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a  strap  is  fastened.  These  are  all  for  the  purpose  of  concen- 
trating the  heat  during  the  welding  operation,  but  the  strap 
being  an  addition  to  the  cross-section  of  the  joint  plates  gives  a 
stronger  section  of  material  where  it  is  most  needed,  namely 
at  the  center  of  the  plate  and  the  ends  of  the  rails.  With  an 
operating  force  of  six  men,  40  welds  have  been  made  per  day  of 
12  hours.  The  use  of  expansion  joints  at  suitable  intervals 
now  permits  this  method  of  joining  to  be  used  for  rails  above 
ground,  as  for  example,  on  surfiace  and  elevated  tracks,  where 
formerly  it  was  confined  to  rails  buried  so  that  their  tops  were 
flush  with  the  surface  of  the  ground. 

The  accompanying  table,  taken  from  the  report  for  1910 
of  the  Supervising  Engineers — Chicago  Traction,  gives  the 
results  of  several  years'  experience  with  electrically-welded 
rails  approximating  50,000  in  number : 


Smnmary  Becord  of  Electric-Welded  BaU  Joints,  by  Yearly  Groape. 

From  Third  Annual  Beport  of  the  Board  of  Supervising  Engineers,  Chicago 

Traction.    January  3l8t,  1910. 


Year 


Total 

Failures 

Failures 

Failures 

. 

Total  No. 
joints 

failures 

1907  welds 

1908  welds 

1909  welds 

No. 
Joints 

failures 
to  joints 

failures 

% 
failures 

failures 

welded 

to  Feb    1 

No. 

No. 

to  joints 

No. 

to  joints 

No. 

to  joints 

welded 

welded 

welded 

welded 

1907 

1908 

1909 

1907 
1908 

1909 

Total 

toFeb.l 

1910 


8,299 

417 

5.04 

417 

5.04 

18,380 

8,299 

416 

1.56 

110 

1.43 

297 

1.62 

21,716 

26,679 

287 

.59 

92 

1.11 

91 

.50 

104 

48,395 

48,395 

1120 

2.31 

628 

7.57 

388 

2.12 

104 

.48 
.48 


Spot  and  Projection  Welding. 

Later  developments  of  the  incandescent  or  resistance  proc- 
ess of  welding  include  what  are  known  as  spot,  point,  ridge, 
projection  and  button  welding,  etc.,  many  of  these  serving  as  most 
desirable  substitutes  for  riveting.  Briefly,  these  embrace  the 
welding  of  materials  in  spots  or  at  points,  the  welding  being  ac- 
complished either  by  simply  laying  the  flat  materials  together  and 
applying  both  heat  and  pressure  through  the  medium  of  the  elec- 
trodes, as  in  the  case  of  thin  sheets ;  or,  by  first  forming  points. 
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ridges  or  projections  on  the  materials  when  thicker,  then  apply- 
ing both  heat  and  pressure ;  or,  by  laying  the  materials  together 
when  still  thicker  and  placing  between  or  on  either  side, 
a  small  flat  metal  button,  then  applying  heat  and  pressure. 
Fig.  12  shows  two  views  of  sheets  clamped  between  the  elec- 
trodes of  a  spot-welding  machine  preparatory  to  being  welded. 
In  one  of  the  views,  the  indentations  have  been  made  in  one 
sheet  only,  in  the  other  they  have  been  made  in  both.  Pig.  13 
shows  a  variety  of  pieces  which  have  been  thus  welded. 


Fig.  12.    Matliodi  of  Spot  Wtlding. 

A  still  further  application  of  the  incandescent  process  is  in 
the  lap  welding  of  very  thin  ribbons,  especially  those  of  metals 
like  nickel-chromium  on  which  an  oxide  forms  which  is  not 
readily  removed.  By  the  use  of  an  embossing  tool,  such  as  a 
pair  of  pliers  with  faces  like  a  file  and  between  which  the  rib- 
bons are  squeezed  before  welding,  many  exceedingly  small 
points  are  raised  over  the  surfaces.  The  scale  is  thus  broken 
down  and  good  contact  secured  between  the  pieces  of  ribbon 
when  subsequently  placed  together  for  welding.  The  welding 
may  then  be  readily  effected  by  placing  the  ribbons  between 
electrodes,  also  fashioned  like  pliers,  properly  insulated  and 
held  in  the  hand  during  the  operation. 
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BraEiiij;  and  Sold«nii£:. 

Electric  braziog  has  received  comparatively  little  atten- 
tion, yet  many  materials  can  be  effectively  joined  in  this  man- 
ner. A  spot-welding  machine  can  usually  be  employed  with 
very  little  alteration,  one  or  both  terminals  being  of  carbon  or 
steel,  as  circumstances  require.  The  "spelter"  may  for  most 
purposes  be  either  sheet  brass  or  sheet  silver  from  .005"  (.0127 
cm)  to  .015  (.0381  cm)  in  thickness,  and  the  flux,  when  it  is 
found  necessary  to  use  any,  may  be  a  saturated  solution  of 
borax  water.  The  heat,  as  in  welding,  is  so  perfectly  controlled 
that  there  is  no  danger  of  burning  the  materials.  Furthermore, 
8  spot-welding  machine,  when  it  reaches  its  maximum  limit  in 


Fig.  13.     A  VuUtr  (4  A 

welding,  can  do  still  larger  work  in  brazing  owing  to  the  lower 
degree  of  heat  required,  "When  silver  "spelter"  is  used,  the 
joint  is  more  flexible  than  a  welded  joint,  and  there  is  little 
danger  from  brittleness. 

The  time  for  brazing  a  joint  will  naturally  be  rather  longer 
than  that  required  for  welding,  and  care  must  be  taken  where 
brazed  joints  lie  extremely  close  to  one  another,  that  the  heat 
from  the  joint  being  brazed,  does  not  react  on  the  joint  pre- 
viously brazed  and  undo  it;  or  does  not  extend  to  the  next 
joint  to  be  brazed  and  heat  it  sufficiently  to  cause  an  oxide  to 
form  thus  preventing  brazing  at  all.  These  are,  of  course,  the 
two  extremes  and  are,  ordinarily,  not  likely  to  occur;  but 
where  there  is  any  possibility  of  such  conditions,  dampened 
asbestos  will  prevent  the  former  and  borax  water  the  latter. 
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Electric  soldering  may  be  done  in  much  the  same  manner 
as  electric  brazing,  though  it  is  perhaps  more  usual  to  butt  to- 
gether the  metals  to  be  soldered  and  after  heating  them  to 
apply  the  solder  by  means  of  a  soldering  stick,  rather  than  to 
use  sheet  ** spelter"  as  in  brazing. 
Annealing. 

The  annealing  of  armor-plate  was  at  one  time  accomplished 
by  the  resistance  process,  annealing  being  necessary  to  permit 
of  subsequent  drilling  and  cutting  for  port  holes  of  turrets  and 
the  like.  When  used  for  this  purpose,  the  secondary  terminals 
of  the  welding  apparatus  are  placed  in  contact  with  the  armor 
plate  at  the  desired  spot.  Current  is  turned  on  gradually  until 
the  correct  temperature  for  annealing  is  attained,  when  it  is 
then  as  gradually  turned  off — this  being  necessary  to  prevent 
a  rehardening  of  the  spot  which  would  occur  on  sudden  cooling. 
However,  the  advent  of  the  oxy-hydrogen  and  oxy-acetylene 
processes  of  cutting  has  enabled  material  to  be  cut  out  in  a 
more  efficient  manner. 
MiflceUaneous  Applications. 

Two  additional  uses,  one  the  reverse  of  the  other,  have 
recently  been  found  for  the  resistance  process.  Pickets  for 
iron  fences  are  admirably  made  by  clamping  a  rod  of  the  proper 
length  between  the  jaws  of  a  butt-welding  machine,  passing 
current  through  the  small  portion  enclosed  between  the  two 
sets  of  jaws;  and,  when  heated  almost  to  the  melting  point 
gradually  separating  the  sets  of  jaws  instead  of  suddenly 
forcing  them  together  as  in  welding.  The  bar  is  separated  into 
two  portions,  each  with  the  heated  end  drawn  out  into  a  point. 
Rounds,  squares  and  special  sections  respond  equally  well.  The 
other  use  referred  to  is  the  forming  of  knobs,  shoulders,  etc.,  on 
bars,  the  operation  being  the  same  as  just  described  except  that 
the  two  sets  of  jaws  are  gradually  forced  towards  each  other  to 
create  the  necessary  amount  of  upsetting. 
Gosts. 

Costs  could  be  given,  but  would  mean  little  on  account  of 
the  several  variables  involved  and  for  the  further  reason  that 
certain  manufacturers  of  welding  apparatus  sell  their  machines 
outright,  while  others  simply  lease  them.  The  quantity  of 
welds  possible  to  be  made  in  one  day  may  range  from  100  to 
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200  in  heavy  or  difficult  work,  to  several  thousand  in  semi- 
automatic work.  The  set-up  time  is  frequently  greater  than  the 
welding  time,  so  that  the  cost  of  the  current  is  usually  a  small 
item  compared  with  that  of  labor,  both  direct  and  indirect. 
The  fact,  however,  of  the  increasing  use  of  apparatus  of  the 
kind  under  discussion  over  a  period  of  twenty  years  is  the 
best  evidence  that  the  process  is  an  advantageous  one  to  em- 
ploy for  many  purposes. 

ELECTR0-PEBCUS8IVE   PROCESS. 

As  the  electro-percussive  method  of  welding  is  of  more 
recent  origin  than  any  of  the  other  methods,  less  is  known  of 
its  idtimate  possibilities,  more  especially  with  reference  to  its 
adaptability. 

It  will  weld  together  any  two  metals,  whether  alike  or  un- 
like as  to  their  composition,  melting  point,  conductance,  in  fact, 
quite  regardless  of  their  characteristics,  though  such  combina- 
tions as  silver  and  tin,  or  aluminum  and  tin,  iron  or  lead  will  of 
course  not  be  permanent  any  more  than  they  will  be  when  welded 
by  any  other  method,  since  their  alloys  disintegrate  in  time. 
Thus  far,  this  method  has  been  largely  confined  to  the  welding 
of  small  wires  or  the  equivalent,  aluminum  to  aluminum  or 
copper,  platinum  to  nickel  or  copper,  thermo-couples,  spring 
steel,  etc. 

The  principle  involved  is  that  of  percussive  contact  be- 
tween two  metals  with  a  condenser  discharge  occurring  at  the 
instant  of  such  contact.  The  various  items  involved  include 
voltage,  velocity  and  force  of  impact,  capacity  of  condenser, 
resistance  and  inductance  of  circuit,  these  being,  of  course, 
properly  proportioned  to  one  another. 

Fig.  14  is  a  schematic  diagram  of  the  method.  The  welder 
is  much  on  the  order  of  a  miniature  pile-driver,  two  grips  for 
holding  the  metals  to  be  welded  being  provided,  one  of  these 
located  at  the  base  and  corresponding  to  the  pile,  except  that  it 
is  stationary,  the  other  -corresponding  to  the  driver  and  drop- 
ping upon  the  first.  G  is  a  small  direct  current  generator,  pref- 
erably of  250  volts  and  about  1  kw.  capacity,  which  is  used  to 
charge  a  condenser,  (C)  of  the  electrolytic  type,  through  a  high 
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resistance  (E).  Voltage  control  is  secured  through  variation  in 
the  field  of  the  generator,  as  well  as  by  means  of  resistances  K 
and  R\  The  welding  apparatus  proper  W-W  is  connected  to 
the  condenser  through  an  inductance  L,  long  flexible  leads  be- 
ing used  to  permit  ready  moving  of  the  welder  from  place  to 
place  without  the  necessity  of  disturbing  the  auxiliaries.  The 
terminals  of  the  welder  are  bridged  by  the  switch  S,  except  in 
the  actual  making  of  a  weld  when  the  switch  is  opened ;  thus  no 
potential  difference  exists  between  the  terminals  while  insert- 
ing or  removing  wires  from  the  welder. 

The  making  of  a  weld  is  exceedingly  simple.  Either  the 
metals  to  be  welded,  or  if  wires,  their  ends,  are  placed  in  the 
grips;  the  switch  S  is  then  opened,  charging  the  condenser.     A 


Fig.  14.     Schematic  Diagram  of  the  Electro-PercnBsive  Welder. 


catch  is  finally  released  allowing  the  driver  or  hammer  to  fall, 
bringing  the  metals  in  so  doing  into  percussive  contact  and 
making  the  weld  which  only  requires  the  removal  of  the  burr 
to  complete  it. 

In  explanation  of  the  theory  connected  with  the  operation, 
it  may  be  said  that  at  the  instant  of  contact,  the  condenser  cur- 
rent is  so  heavy  that  the  ends  of  the  abutting  metals  are  vapor- 
ized by  the  explosive  discharge ;  and,  due  to  the  blow  delivered 
by  the  falling  mass,  are  forged  together.  The  heat  produced, 
though  intense,  is  developed  so  quickly  that  it  is  confined  to  the 
extreme  surfaces  of  the  metals  and  there  is,  therefore,  no  oppor- 
tunity for  unequal  heating  with  its  possible  deleterious  eflfect 
on  the  welded  materials.  This  generation  of  heat  is  depend- 
ent upon  there  being  a  certain  resistance  in  circuit  at  the  ends 
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of  the  metals  being  welded  at  the  instant  of  their  contact.  It 
is,  therefore,  necessary  to  "V"  them  at  right  angles  to  each 
other  with  a  pair  of  pliers. 

The  condenser  current  vaporizes  the  extremely  small  sec- 
tions of  the  abutting  metals  and  melts  immediately  thereafter 
the  approaching  surfaces  of  the  two  metals.  This  vaporization 
must  of  necessity  result  in  a  separation  of  the  metals  for  an  in- 
stant, not,  however,  due  to  any  reversal  in  the  direction  of 
travel  of  the  falling  metal  but  simply  because  the  rale  of  va- 
porization is  greater  than  the  velocity  of  the  approaching  sur- 
faces.  Upon  the  metals  coming  together  again,  the  arc  is 
extinguished  and  forging  occurs. 
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The  weld  takes  the  form  of  a  sharp  dividing  line  between 
the  two  metals,  and  on  each  side  of  it  the  original  materials  are 
found  with  no  change  in  their  physical  properties,  such  as  brit- 
tleness  for  example,  either  at  or  near  the  weld,  as  sometimes 
occurs  in  the  resistance  or  incandescent  method  of  welding. 
Hard  drawn  materials  are  not  softened,  soft  materials  are  not 
hardened,  nor  is  the  temper  of  springs  aflfeeted.  Several  theo- 
ries have  been  advanced  to  account  for  these  apparently  irrec- 
oncilable statements.  The  almost  instantaneous  beating  and 
cooling  may  not  give  time  for  molecular  changes ;  or,  if  it  does, 
the  amount  of  material  affected  may  be  inappreciable.  Fur- 
ther, with  certain  metals  like  hard  steel,  the  heat  generated  is 
so  quickly  transferred  into  the  shanks  of  the  metals  being 
welded,  that  the  softened  material  is  as  quickly  re-hardened. 
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In  the  case  of  hard  copper,  silver,  etc.,  it  may  be  that  the  soft- 
ened material  is  again  hardened  by  the  cold  forge  after  cooling. 
Fig.  15  shows  both  current  and  voltage  during  the  welding 
of  a  small  wire  [No.  18  B.  &  S.  gauge  (.1024  cm  diam.)]  while 
Fig.  16  shows  the  several  stages  in  the  course  of  a  weld.  It  will 
be  observed  that  the  time  required  for  the  actual  weld  is  but 
.0012  seconds,  the  total  power  consumption  being  0.00000123  kilo- 
watt hours.  The  oscillatory  character  of  the  power  curve  is  due 
to  the  measurement  of  voltage  having  been  made  at  points  on  the 
welder  which  included  the  two  grips,  and  the  oscillations  are, 
therefore,  due  to  the  variations  in  the  magnetic  flux  in  them. 


Fig.  16.     Stages  in  tbe  Procats  of  the  Electro-Percusiive  Weld. 
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DISCUSSION 

Mr.  Mr.  F.  D.  Weber,*  Assoc.  A.  I.  E.  E.,  stated  that  he  kne^  of  a  steel 

Weber,  cabinet  box  manufacturer  who  tried  to  spot-weld  the  hinges  onto  the 

box.     This  was  abandoned  because  25%  of  the  hinges  would  break  off 

during  installation.    This  seems  to  be  due  to  the  jarring  occurring  during 

handling. 

Mr.  Mr.  W.  J.  Dayis,  Jr.,t  Mem.  A.  I.  E.  E.,  suggested  that,  apparently, 

Davis,  some  flux  ought  to  be  used  in  spot-welding  to  overcome  the  oxide  film. 

*  Portland,  Oregon. 

t  Engr.,  General  Electric  Co.,  San  Francisco,  Calif. 
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THE  APPLICATION  OF  ELEOTBIOITT  TO  THE  HEATINO 

OF  METALS. 


By 

F.  L.  BISHOP,  Mem.  A.  I.  E.  E. 
Dean,  Sehool  of  Engineering,  University  of  Pittsburgh 

Pittsburgh,  Pa.,  U.  S.  A. 


This  paper  covers  the  recent  developments,  present  status 
and  limitations  in  the  application  of  electricity  to  the  heating 
of  metals  for  the  purposes  of  annealing,  hardening  or  other 
heat  treatments.  No  attempt  is  made  to  give  the  complete  his- 
torical development  of  the  subject.  Only  such  historical  mate- 
rial as  is  necessary  to  make  the  present  discussion  and  develop- 
ment clear  is  presented.  Furnaces  employing  electricity  as  a 
source  of  heat  may  be  roughly  classified  into  laboratory  and 
commercial  divisions.  A  brief  discussion  is  given  of  different 
types  of  furnaces  employed  in  laboratory  work  and  an  outline 
of  the  application  of  these  furnaces  to  commercial  service, 
where  such  application  has  been  made. 

The  different  types  of  furnaces,  whether  for  laboratory  or 
for  commercial  use,  may  be  classified  according  to  the  methods 
employed  to  transform  the  electrical  energy  into  heat  in  the 
material. 

These  methods  are : 

1.  By  passing  the  current  through  the  metal  to  be  treated, 
so  that  the  metal  forms  a  part  of  the  circuit. 

2.  By  passing  the  current  through  a  resistance  material, 
the  heat  thus  produced  being  radiated  and  conducted  to  the 
metal. 

3.  By  surrounding  the  metal  with  an  alternating-current 
circuit,  so  that  eddy  currents  are  produced  in  the  metal,  these 
currents  generating  the  necessary  heat. 
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These  three  methods  are  radically  different,  in  that  the 
metal  is  heated  in  a  different  way  io  each  ease. 

First  Method:  In  this  process  the  resistance  of  the  ma- 
terial to  the  passage  of  the  current  causes  the  liberation  of  the 
heat  uniformly  throughout  the  material,  provided  the  cross- 
section   be  uniform   and  the   surface  have  uniform   radiation. 


Tig.  1.    AVparatQi  loi  AnnwUng  ud  Hkrdaolng  Smill  Iron  uid  St««l  Wiia. 

The  process  is  limited  in  application  by  the  size  of  the  pieces 
which  can  be  conveniently  heated  and  to  which  a  current  can 
be  conducted  by  means  of  proper  terminals. 

An  apparatus  of  this  type  has  been  used  to  some  extent  for 
the  annealing  and  hardening  of  small  iron  and  steel  wire. 

The  wire  which  is  to  be  treated  is  shown  at  "A"  (Fig.  1), 
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clamped  to  one  terminal  of  a  source  of  electricity;  the  other  end 
is  clamped  below  the  mercury  in  the  glass  tube  "C"  (Fig.  1). 
The  current  is  applied  until  the  wire  has  attained  the  desired 
temperature,  when  the  mercury  cup  "D"  is  suddenly  raised, 
causing  the  mercury  to  rise  in  the  tube  C,  thus  cooling  the  wire, 
and  at  the  same  time  shunting  the  current  through  the  mercury. 
The  current  is  then  cut  off  and  the  wire  removed. 

The  resistance  of  the  wire  should  be  small  in  comparison 
to  that  of  the  rest  of  the  circuit,  ao  that  the  current  will  not 
increase  appreciably  as  the  mercury  rises;  otherwise,  unequal 
heating  will  result.  The  consistent  results  obtained  in  this  way 
are  due  to  the  fact  that  the  metal  is  heated  uniformly  to  any 


Fig.  Z.    Soetlan  of  Rstbdi  farnie*. 

desired  temperature,  and  also  to  the  fact  that  the  whole  of  the 
material  is  at  the  same  temperature  when  cooled. 

This  method  of  heating  metals  has  bad  very  few  commercial 
applications,  although  for  certain  classes  of  work  it  should 
prove  useful. 

Rateau*  discussed  the  use  of  the  electric  current  for  heat- 
ing the  steel  wire  that  forms  the  spring  of  the  magazine  of  the 
French  military  rifle,  1886  pattern.  The  wire,  3  meters  long  by 
0,07  mm.  thick,  is  wound  on  a  mandrel,  forming  a  helix  of  75  to 
80  turns.  It  is  held  in  this  form  between  electro-magnets  1 
meter  apart,  and  13  to  14  amperes  are  applied.  When  suffic- 
iently heated,  the  current  is  cut  oS,  causing  the  wire  to  fall 
into  a  tank  of  water.    One  workman  can  treat  2400  springs  in 

*  Comptes  Bendus  Mensuela  de  la  SociStS  de  L  'Industrie.  Minprale 
1891  0.     122-133. 
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nine  hours.  The  cost  was  one  quarter  of  that  of  the  charcoal 
heating  formerly  used. 

Second  Method:  One  of  the  earliest  and  most  useful  types 
of  electric  furnaces  is  that  due  to  the  firm  of  Herseus.  It  con- 
sists of  a  tube,  A,  Fig.  2,  wound  in  its  middle  portion  with  an 
electric  resistor,  B.  The  ends  of  the  tube  are  cooled  by  air  or 
else  by  a  copper  coil  through  which  water  flows.  The  tube  may 
be  of  porcelain,  in  which  case  a  ribbon  of  metal  may  be  wound 
on  it.  These  tubes  are  porous  and  cannot  be  used  for  a  vacuum 
furnace.  Glazed  German  porcelain  may  be  used  up  to  1180 °C. 
and  a  vacuum  maintained.  For  higher  temperatures,  a  nickel 
tube  may  be  employed.  The  metallic  winding  is  usually  of  plat- 
inum, nickel,  nichrome,  tungsten,  etc.  These  furnaces  are  ad- 
vantageous where  a  constant  temperature  is  desired.  They  are 
easily  constructed  and  consequently  have  been  extensively 
applied. 

One  of  the  more  recent  developments  is  the  Arsen*  vacuum 
furnace  (Fig.  3).  The  general  design  of  the  Arsen  furnace  com- 
prises a  heater  of  such  shape  that  it  almost  entirely  encloses 
the  object  to  be  heated.  The  heaters  in  the  various  types  of 
furnaces  differ  somewhat,  according  to  the  size  of  the  furnace 
and  the  use  to  which  it  is  to  be  put.  In  one  case,  the  heater  is  a 
graphite  helix,  in  an  upright  position;  and  in  another,  it  is  com- 
posed of  four  grids,  made  by  sawing  graphite  slabs. 

The  vacuum  chamber  is  of  steel.  All  joints  are  made  tight 
by  lead  gaskets.  The  electrode  joints  have  to  be  made  so  that 
they  are  air  tight,  electrically  insulated,  and  not  liable  to  de- 
terioration by  heat. 

The  radiation  screen  is  a  device  for  diminishing  the  amount 
of  heat  lost  by  direct  radiation  from  the  heater,  and  thus  in- 
creases the  efficiency  of  the  furnace.  This  is  shown  by  the  fact 
that  the  temperature  vs.  energy  curve  is  approximately  a  semi- 
cubical  parabola,  whereas,  without  the  radiation  screen,  the 
curve  would  follow  the  Stefan-Boltsmann  fourth-power  law, 
like  an  incandescent  lamp. 

In  the  small,  vertical  type  of  furnace,  the  radiation  screen 
is  a  rectangular  graphite  box  filled  with  graphite  powder,  which 
is  a  poor  conductor  of  heat. 

*  General  Electric  Company  Bulletin,  No.  4898  D.    April,  1914. 
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Fig.  3.    Arsen  Famace. 
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The  temperature  can  be  quickly  brought  to  any  desired 
point,  as  determined  by  the  calibration  curve,  and  maintained 
constant  for  long  periods,  while  the  behavior  of  the  article 
being  heated  may  be  observed  through  the  mica  window  at  the 
top.  The  range  of  temperature  extends  to  3100° C,  using  a 
maximum  of  15  kw.,  but  most  experiments  do  not  require  a 
higher  temperature  than  2500°C.,  which  can  be  obtained  with 
10  kw. 

This  type  of  furnace  is  especially  useful  for  small  scale 
experiments  that  can  be  performed  in  crucibles  ly^  in.  in  diam- 
eter and  4  in.  high.  Of  the  various  uses  which  naturally  sug- 
gest themselves,  I  mention  the  following: 

Preparation  of  metals,  alloys,  -carbides,  silicides,  and  other 
compounds. 

Determination  of  the  melting  points  of  metals,  alloys, 
glazes,  slags,  refractories,  etc.,  by  an  optical  pyrometer,  or  by 
reference  to  the  furnace  calibration  curve. 

Calibration  of  optical  pyrometers. 

Distillation  of  refractory  substances  for  separation  or  puri- 
fication. 

Study  of  the  equilibrium  in  reactions  depending  upon  the 
pressure  of  gaseous  phase. 

Many  reactions  can  be  studied  quantitatively  with  accu- 
rately weighed  quantities. 

For  chemical  analysis,  annealing,  enameling,  ceramic  ex- 
periments and  ignitions  of  all  kinds,  where  a  temperature  of 
1000° C.  is  desired,  the  muffle  furnace,  a  modification  of  the 
Heraeus  furnace,  is  the  best  type. 

In  most  of  these  furnaces  the  heating  resistance  is  com- 
pletely imbedded  in  the  walls  of  the  muffle,  which  is  thereby 
fairly  uniformly  heated.  The  maximum  temperature  for  which 
they  can  be  used  is  1000° C,  and  regulation  of  the  temperature 
between  800°  and  1000°C.  is  effected  by  means  of  a  rheostat. 

One  type  of  the  muffle  furnace.  Pig.  4,  introduces  a  useful 
feature  in  the  form  of  a  device  which  serves  both  as  cut-out  and 
current  indicator.  This  consists  of  a  gold  wire  loop,  which 
forms  part  of  the  heating  circuit  and  is  visible  through  a  mica 
window  in  one  side  of  the  muffle  covering.  When  starting  the 
furnace,  the  resistance  should  be  adjusted  until  the  gold  wire 
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just  begins  to  glow.  After  a  little  while,  the  loop  will  indicate 
a  drop  in  the  current,  and  more  resistance  may  be  switched  out 
until  the  wire  begins  to  glow  again.  Ab  the  temperature  rises, 
the  loop  will  become  heated  by  the  furnace,  and  the  current 
necessary  to  keep  it  at  red  heat  will  gradually  decrease.  The 
appearance  of  the  wire  loop,  accordingly,  serves  for  regulating 
the  current  to  the  heat  of  the  furnace.    All  that  is  necessary  is 


Tig,  1.    Hnfll*  Fnnuca. 

to  adjust  the  rheostat  from  time  to  time  to  maintain  the  loop  at 
red  heat,  an  operation  which  may  be  left  to  even  an  unskilled 
workman,  after  one  or  two  lessons.  For  many  purposes,  this 
device  renders  the  use  of  a  pyrometer  unnecessary. 

The  type  of  furnace  due  to  Borehers  (Fig,  5)  consists  of 
a  carbon  rod  placed  between  large  electrodes.  Current  flowing 
through  the  carbon  rod  heats  it,  and  the  substance  to  be  heated 
surrounds  the  rod. 
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Fig.  6.    Botman'i  Carbon  Fnmaee. 
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54" ;  width,  28" ;  depth,  26".  loside  dimensions :  length,  40" ; 
width,  12y2" ;  depth,  9".  This  furnace  holds  27  crucibles  3"  in 
diameter  and  7"  high  and  is  used  to  melt  iron  and  other  metals. 

The  Sosman  carbon  furnace  {Fig.  6)  is  a  modification  of 
this  type,  in  which  powdered  carbon  or  carborundum  surrounds 
a  chamber  containing  the  substance  to  be  heated.  High  and 
uniform  temperatures  have  been  claimed  for  this  furnace,  but 
its  application  in  this  form  is  limited  to  small  laboratory  prac- 
tice; however,  a  modification  used  by  Bailey  has  proved  of 
commercial  importance. 

The  Bailey*  furnace  (Figs.  7  and  8)  is  of  the  resistance 
type   and   consists   essentially   of  two   carbon   electrodes   sepa- 


Figt.  7   iDd  B.     BkU*7  Funuce. 

rated  by  an  intermediate  resistance  body  of  a  carbonaceous 
composition,  in  which  the  heat  is  generated. 

The  metal  to  be  heated  is  placed  in  the  space  immediately 
above  the  resistance  material  and  directly  under  the  roof  of  the 
furnace,  ledges  at  the  rear  and  at  the  opening  supporting  the 
bars  or  billets,  as  the  case  may  be.  The  electrodes  enter 
through  the  rear  wall  and  are  placed  slightly  convergent,  so 
that  the  path  of  the  electric  current  will  be  shorter  from  elec- 
trode to  electrode  at  the  front  of  the  furnace  than  at  the  back. 
This  arrangement  compensates  for  the  greater  cooling  in  the 
front,  on  account  of  the  opening  and  the  charging  of  cold  ma- 
terial.   The  electrodes  entering  the  furnace  from  the  rear  pre- 

*  "An  Electric  Furnace  for  Heating  of  Bars  and  Billets",  Thaddeus 
F.  B.  Bailpj,  TraoH.  of  the  Amer.  ElectTO-Chem.  Soe. 
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sent  comparatively  large  contact  surfaces  to  the  resistance  ma- 
terial, without  the  use  of  special  electrode  sections. 

The  electrodes  are  also  placed  above  the  resistance  mate- 
rials. This  prevents  the  current  from  taking  a  lower  course 
when  the  furnace  is  charged  with  cold  metal.  The  resistance 
material  is  crushed  coke  which  will  pass  over  a  0.250''  iron 
ring  and  through  a  0.37"  (9  mm.)  ring.  This  requires  a  voltage 
of  200  for  a  40  kw.  input.  The  furnace  is  controlled  by  means 
of  a  regulating  transformer  and  controller.  The  thermal  effic- 
iency varies  from  33  to  65%,  with  heating  capacities  of  from 
120  lbs.  to  1000  lbs.  per  hour.  Temperatures  of  about  3200^F. 
(1765°C.)  are  obtained.  This  furnace  is  used  for  treating  forg- 
ings,  etc. 

The  principal  advantages  of  the  electric  furnace  are  its  high 
thermal  efficiency,  non-oxidizing  atmosphere  and  freedom  from 
soot,  smoke,  and  contamination  of  gases  due  to  combustion. 

Used  Grecian  Magnitite  lining,  Temp. ..  3200**  F.  1760°  C. 

Temperature  of  iron  cut  at  charging......  2615*   F.  1435''  C. 

Temperature  of  iron  cut  at  withdrawing  2600°   F.  1426**  C. 

Amperage    1150  amperes 

Voltage  on  furnace 60  volts. 

Power  factor 0.99 

Indicated  kw 69  kw. 

Metal— 8  bars,  li/o"  square  x  18"  long. ..       92  lbs.  41.7  kg. 

Time  in  furnace 20  min. 

Temperature  of  metal  at  charge 60°  F.  14°  C. 

Temperature  of  metal  at  withdrawing....  2360°   F.  1239°  C. 

Kilowatts  consumed  in  heating 23  kw. 

Pounds  of  metal  per  kw 4  lbs. 

Kilowatts  per  ton  « 500  kw. 

Capacity  of  furnace  per  hour.- 276  lbs. 

"Further  Development  of  the  Electric  Furnace  for  Heating  Bars 
and  Billets '  \  Thaddeus  Bailey,  Trans.  Am.  Elec.-Chem.  Society,  Vol.  XXI, 
1912,  p.  49.  Proceedings,  Engr.  Soc.  of  Western  Penna.,  April  1915,  Vol. 
31,  No.  4. 

A  resistance  type  of  furnace  especially  designed  for  hard- 
ening consists  of  a  bath  of  molten  metallic  salts  or  mixtures, 
which  are  heated  by  passing  the  current  through  them.  The 
current  is  led  into  the  bath  by  means  of  electrodes,  and  as  soon 
as  the  salts  become  molten,  they  penetrate  all  parts  of  the  bath. 
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The  metal  is  immersed  in  the  bath  and  allowed  to  remain  until 
it  attains  the  temperature  of  the  bath.  This  temperature  will, 
of  course,  depend  upon  the  kind  of  salts  used. 

One  model  of  this  furnace*  which  has  attained  considerable 
commercial  use  is  constructed  as  follows: 

The  crucible,  or  container  for  the  bath,  is  made  up  of  fire- 
bricks, which  are  surrounded  by  heat  insulating  material  and 
supported  in  a  sheet-iron  case,  as  shown  in  Pigs.  9  and  10.  Two 
iron  electrodes,  located  on  opposite  sides  of  the  crucible,  direct 
the  current  through  the  bath.  A  suitable  regulator,  usually  of 
the  switch  type,  is  used.  By  means  of  this  regulator,  the  avail- 
able voltage  is  stepped  down  to  that  required  by  the  furnace, 
and  means  are  also  provided  for  regulating  the  power  and,  con- 
sequently, the  temperature  of  the  bath. 

The  kind  of  salt  used  in  these  furnaces  depends  upon  the 
temperature  desired.  For  hardening  high-speed  steel,  barium 
chloride  should  be  used;  while  for  carbon  steel,  a  mixture  of 
barium  chloride  and  potassium  chloride  is  recommended.  For 
still  lower  temperatures,  potassium  chloride  only — common  salt, 
saltpeter,  etc. — may  be  employed ;  this  latter  salt  being  suitable 
for  as  low  a  temperature  as  350  deg.  C. 

These  salts  are  non-conductors  of  current  when  cold  and 
become  conductors  of  the  second  class  when  molten.  Means  are 
therefore  provided  for  obtaining  a  channel  of  molten  conduct- 
ing salt  between  the  two  electrodes,  as  illustrated  in  Fig.  11. 
With  a  carbon  rod  pressed  between  one  of  the  main  electrodes 
and  the  auxiliary  electrode,  power  is  applied  and  current  flows 
through  the  carbon,  generating  heat  therein  and  causing  the 
surrounding  salt  to  melt.  The  auxiliary  electrode  may  then  be 
moved  slowly  toward  the  main  electrode,  to  which  it  is  con- 
nected, leaving  a  channel  of  liquid  salt  between  the  two  main 
electrodes.  With  the  power  left  on,  the  bath  will  soon  become 
liquid  throughout,  and  any  desired  temperature,  including  the 
very  highest  used  for  hardening,  can  be  obtained  with  precis- 
ion by  adjusting  the  power  through  the  regulator.  The  time 
required  for  melting  all  the  salt  varies  from  one  to  two  hours, 
depending  upon  the  size  of  the  bath  and  the  power  applied. 

*  ** Electric  Hardening  Furnace'',  M.  Unger,  Gen.  Elect.  Review,  Vol. 
XVI,  No.  3,  p.  158. 
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The  temperature  of  the  bath  can  be  accurately  measured  with  a 
pyrometer,  the  **fire  end"  of  which  is  immersed  in  the  bath. 

The  temperature  of  the  bath  is  absolutely  uniform  through- 
out, due  to  the  pronounced  circulation.  The  circulation  is 
caused,  mainly,  by  the  electromagnetic  forces  set  up  by  the 
heavy  current,  and,  in  this  respect,  these  furnaces  have  a  great 
advantage  over  all  other  **wet  heat"  furnaces. 


Auxi/iaryEh 


Fig.  11.     Method  of  Starting  Furnace. 

When  a  tool  is  placed  in  the  bath,  it  will  be  noted  that  the 
surrounding  salt  solidifies,  say  to  a  thickness  of  ^'\  and  this 
blanket  of  salt  will  melt  slowly.  This  is  of  great  advantage  in 
reducing  the  shock  from  sudden  heating,  the  solid  salt  being  a 
poor  conductor  of  heat.  When  the  tool  has  finally  attained  the 
temperature  of  the  bath  and  is  removed,  it  will  be  noted  that  it 
is  covered  with  a  thin  film  of  salt,  which  protects  against  oxida- 
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tion;  but  as  soon  as  the  steel  strikes  the  cooling  medium,  the 
salt  chips  off,  leaving  a  clean  surface.  The  salt  has  absolutely 
no  chemical  effect  upon  carbon  steel ;  and  if  certain  precautions 
are  taken,  there  is  no  difficulty  with  high-speed  steel.  Blister- 
ing or  pitting  of  the  surface  of  the  tools  has  never  been 
observed. 

This  furnace,  it  is  claimed,  answers  the  following  condi- 
tions, which  are  evidently  necessary  in  any  hardening  furnace: 

1.  It  must  be  possible  to  produce  and  maintain  constant 
any  temperature  that  may  be  required  for  any  particular  steel. 

2.  It  must  be  possible  to  ascertain  practically  the  exact 
temperature  of  the  steel. 

3.  The  heating  must  be  uniform  throughout,  and  over- 
heating and  burning  of  edges  and  sharp  points  of  the  tools 
should  be  made  impossible. 

4.  The  heating  must  not  be  too  sudden,  so  as  to  avoid 
internal  stresses,  which  may  cause  warping  and  cracking  of  the 
steel. 

5.  During  heating,  the  steel  must  be  protected  from  oxida- 
tion as  much  as  possible. 

6.  The  furnace  must  be  efficient  and  easy  to  operate. 
The  crucibles  will  last  six  months. 

The  following  tables  show  the  results  of  experiments  made 
to  determine  the  comparative  -costs  of  hardening  milling  cutters 
in  gas  and  electric  furnaces :  * 

GkiB. 

12,300  cu.  ft.  of  gas £2  38  3a 

Air  blast  0  5  0 

Labor,  50  hours 1  15  5 

£4    3s     8d 
Electric. 

Electric  furnace,  200  kw.  hours £1  Os    Od 

Coke  for  preheating 0  10 

Salt 0  0      6 

Labor  0  7      0 


£1     8s     6d 


•  *  *  A  New  Electric  Hardening  Furnace '  *,  E.  Sabersky  and  E.  Adler, 
Trans.  Faraday  Soc,  A^ol.  5,  1909,  p.  15. 
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Cost  per  hour.... 


Ou 

Electric 

lOd 

3.4d 

50  hours 

10  hours 

iB    M 

2s  lOd 

Third  Method:  The  third  method  of  applying  electricity 
is  accomplished  in  a  modified  type  of  resistance  furnace,  in 
which  an  alternating  current  is  used. 

This  type  of  furnace  (Fig.  12),  developed  by  the  author,  is 
especially  applicable  to  the  treatment  of  steel  and  iron.    It  con- 


Flc.  IB. 

sists  of  a  conductor  carrying  the  current  and  surrounding  the 
metal,  which,  in  this  case,  acts  as  the  carrier  of  the  magnetic 
lines  of  force  and,  at  the  same  time,  as  the  secondary  of  a  trans- 
former. The  eddy  currents  and  magnetic  hysteresis  heat  the 
metal. 

A  simple  form  of  the  apparatus  is  constructed  as  follows : 

The  metal  to  be  heated,  A,  is  contained  in  the  coil,  C,  which 

carries  an  alternating  current  of  about  60  cycles.    The  metal  is 

joined  magnetically  by  the  laminated  yokes,  B.    The  whole  is 

surrounded  by  a  heat-insulating  material. 
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The  action  of  the  apparatus  is  as  follows :  When  the  alter- 
nating current  is  applied,  a  magnetic  field  is  produced,  which, 
in  turn,  induces  eddy  currents  in  the  metal,  thus  transforming 
the  energy  of  the  electric  current  directly  into  heat  energy  in 
the  material. 

The  following  advantages  are  claimed  for  this  method : 

1.  The  metal  is  heated  uniformly,  because  of  the  fact  that 
a  difference  in  temperature  would  immediately  cause  a  corre- 
sponding change  of  the  eddy  currents  in  the  metal  and  thus 
equalize  the  temperature. 

2.  The  application  of  a  magnetic  field  to  the  metal  causes 
it  to  expand  and  contract,  thus  producing  a  kneading  eflfect 
especially  desirable  at  the  recalescent  point. 

3.  The  heating  is  carried  on  uniformly  until  the  recales- 
cence  point  is  reached,  when  there  is  a  marked  change  in  both 
the  current  and  electromotive  force  of  the  alternating  circuit. 
This  eflfect  can  be  used  to  automatically  control  the  temperature. 

4.  Heating  or  cooling  the  metal  through  the  recalescent 
point  while  under  the  action  of  a  magnetic  field  greatly  im- 
proves its  quality  (See  Pender  and  Jones). 

5.  The  method  is  eflScient,  because  the  heat  is  applied 
directly  to  the  metal,  and  thus  it  is  heated  uniformly. 

It  is  particularly  applicable  to  large  pieces,  and  has  been 
used  extensively  for  the  treatment  of  automobile  engine  pistons 
to  remove  the  stresses  due  to  casting.  This  was  accomplished 
without  subjecting  the  metal  to  high  temperatures. 

DISCUSSION 

Mr.  J.  B.  Fisken,*  Fel.  A.  I.  E.  E.,  pointed  out  that  mining  companies     Mr. 
have  use  for  two  types  of  electric  furnaces.    The  muffle  furnace  is  one  Fisken. 
type  which  will  have  a  great  application  on  account  of  its  constancy  of 
temperature.     An  electric  furnace  for  heating  drills  would  be  very  su- 
perior to  the  oil  furnace,  as  it  avoids  transporting  oil  into  the  mountains, 
whereas  the  electric  current  is  very  easily  transported. 

*  Washington  Water  Power  Co.,  Si>okane,  Wash. 
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INTRODUCTORY. 

The  transmission  of  tractive  effort  from  the  motors  to  the 
driving  wheels  stands  pre-eminent  among  the  multitude  of  me- 
chanical problems  presented  by  the  Electric  Locomotive. 

The  stresses  due  to  the  static  and  djrnamic  interactions  of 
the  various  elements  of  the  transmission  systems  of  crank-and- 
rod  coupled  electric  locomotives,  have  been  the  subject  of  an  act- 
ive discussion  during  recent  years  in  the  Continental  technical 
press,  and  elaborate  formulae  for  the  approximation  of  existing 
stresses  have  been  developed.  A  careful  review  of  all  the  papers 
that  have  come  to  the  writer's  attention,  as  listed  in  the  Bibli- 
ography, leads  him  to  the  conclusion  that  all  the  formulae  that 
have  been  derived  are  invalidated  by  the  omission  from  the  fun- 
damental hypothesis  of  certain  important  existing  forces,  or  de- 
flections. The  discussion  of  the  dynamic  phenomena  seems  pre- 
mature, in  view  of  the  wide  divergence  of  opinion  concerning  the 
static  force  distribution. 

It  is  the  purpose  of  this  paper  to  approach  the  static  prob- 
lem from  a  somewhat  different  angle  than  has  been  previously 
employed,  and  to  discuss  a  number  of  diagrams  worked  out  along 
the  lines  of  the  suggested  method  of  analysis.  The  fundamentals 
of  this  static  analysis  were  worked  out  several  years  ago,  pre- 
vious to  the  building  of  any  electric  locomotives  equipped  with 
cranks,  rods,  and  jack-shafts.  Quite  a  number  of  locomotives  in 
which  the  conclusions  drawn  from  this  analysis  were  embodied 
have  been  in  service  a  number  of  years,  and  on  none  of  them  has 
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the  transmission  been  subject  to  either  shaking  or  resonance  phe- 
nomena, or  to  breakage. 

The  discussion  in  this  paper  will  be  strictly  limited  to 
** Types'',  suggesting  methods  by  which  specific  locomotives  may 
be  analyzed  by  those  interested.  In  no  diagrams  are  concrete 
values  assumed  that  are  directly  borrowed  from  any  existing 

JJriving.  -^"'^'* 


■^m. 


-^^- 


Eaton 


locomotive.     The   ** Types'*  discussed,  however,  have  all  been 
actually  constructed. 

FUNDAMENTAL  DIFFERENCE  BETWEEN  STEAM  AND  ELECTRIC 

ROD-DRIVE. 

On  a  steam  locomotive  the  pistons,  piston  rods,  main  rods, 
and  main  driving  axle  constitute  a  statically  determinate  system, 
the  indicator  diagram  and  the  masses  of  the  various  elements 
supplying  all  the  data  necessary  for  a  complete  analysis  of  static 
and  dynamic  phenomena. 

In  contrast  with  this  determinate  mechanism,  practically  all 
electric  locomotive  crank-and-rod  drives  are  statically  indetermi- 
nate, to  the  extent  that  no  accurate  general  formulae  can  be 
derived  that  will  determine  the  distribution  of  tractive  effort 
between  the  near  and  the  far  rods  at  all  points  of  revolution. 
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SEQUENCE  OP  EVENTS  IN  CBANK-AND-KOD  TEANSMISSION. 

If  the  material  of  the  shafts,  crank  pins,  bearings,  framing, 
etc.,  were  absolutely  rigid,  and  appreciable  play  existed  in  the 
various  pin  and  journal  bearings,  a  sudden  interchange  of  load 
between  the  near  and  far  sides  would  occur  at  points  approxi- 
mately 45°  from  the  plane  of  shaft  centers.    This  is  illustrated  in 


-^'!^^>--N.-gb*^>B^-^^g^.. 


Figs.  1,  2,  and  3,  where  the  pin  clearances  are  exa^erated  for 
the  sake  of  clearness. 

For  the  sake  of  uniformity,  anti-eloekwise  rotation,  with  the 
near  crank  90°  ahead  of  the  far  crank,  will  be  adopted  in  all 

Centrifugal  force  has  been  disregarded  in  these  figures. 
The  weight  of  the  rods  has  been  considered  only  in  the  case 

of  the  near  rod  in  Fig.  1. 

It  is  evident  that  the  near  rod,  when  on  the  dead  center,  as 

in  Fig.  1,  can  carry  no  load,  since  it  hangs  loosely  on  its  pins. 

As  rotation  occurs,  the  near  rod  will  continue  in  its  relaxed  posi- 
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tion  (if  the  material  is  rigid)  till  the  position  of  Fig.  2  is  reached. 
There  will  then  be,  as  stated,  a  sudden  transfer  of  load  to  the 
near  rod,  which  will  carry  the  entire  load  till  the  position  of  Fig. 
3  is  reached.  Then  the  far  rod  will  again  assume  the  entire  load. 
The  angle  of  advance  of  the  driving  cranks,  and  the  angle  of  lag 
of  the  driven  cranks,  is,  with  rigid  material,  a  function  of  the  pin 
and  journal  clearances.  Since  the  error  involved  by  neglecting 
this  angle  is,  in  the  static  analysis,  small  compared  with  other 
errors  that  cannot  be  eliminated,  this  angle  will  be  disregarded. 
It  will,  therefore,  be  assumed  that  when  the  cranks  are  on  the 
45®  points,  the  tractive  effort  is  equally  divided  between  the  two 
rods.  It  is  evident  that  when  one  rod  and  its  pin  are  in  the  plane 
of  the  shaft  centers,  the  entire  tractive  effort  is  carried  by  the  rod 
whose  cranks  are  at  90°  from  the  plane  of  centers.  The  stress 
imposed  on  the  rod  in  this  90°  position  will  be  termed  a  100% 
stress.  (For  example,  the  far  rod  in  Fig.  1.)  Referring  further 
to  Fig.  1,  as  anti-clockwise  rotation  starts,  the  far  rod  will  ap- 
proach the  plane  of  the  shaft  centers.  It  is  evident,  as  above 
stated,  that  the  near  rod  cannot  at  once  come  into  action  on 
account  of  the  pin  and  journal  clearances.  The  stress  on  the  far 
rod  during  the  period  in  which  that  rod  transmits  the  entire 
tractive  effort  will,  therefore,  increase  to  a  greater  value  than  the 

100%  stress,  following  the  law  P  =  ^^ — ~;  where  P  is  the  rod 

Join  0 

stress  and  0  is  the  angle  between  the  crank  and  the  line  of  shaft 
centers.     (See  Fig.  4.) 

MAXIMUM   STRESS   CONDITIONS. 

Abandoning  the  inaccurate  assumption  of  rigid  material, 
the  point  at  which  the  stress  on  the  far  rod  is  a  maximum  can  be 
approximately  determined  by  a  cut  and  try  method  that  will  be 
described  later.  It  is  first  necessary  to  analyze  briefly  the  various 
conditions  under  which  the  maximum  stress  may  occur. 

These  conditions  will  fall  under  the  following  general  heads : 

Begular  Service     Slipping  wheels  at  maximum  adhesion 

Bunning  at  maximum  speed  (rod  whipping) 
Running  at  critical  speed  (resonance) 
Brake   application 

Emergencies  Flashing  or  bucking  of  motors 

Errors  of  assembly 
Collision,  derailment,  etc. 
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Slipping  Wheels  at  Maximum  Adhesion. 

Numerous  tests  with  accurate  dynamometer  cars  show  that 
electric  locomotives  of  various  types  and  operating  on  various 
electrical  systems  may  have  a  coeflBcient  of  actual  adhesion  of  as 
much  as  40%,  with  sanded  rails.  The  term  ** actual  adhesion" 
refers  to  the  adhesion  of  the  light  axle  from  which  weight  has 
been  transferred  by  the  couple  which  balances  the  couple  formed 
by  the  pull  on  the  draw-bar  and  the  rail  reaction.  (For  a  dis- 
cussion of  *' Weight  Transfer",  see  Electric  Journal,  Vol.  VIII, 
p.  257.)  This  40%  adhesion  is  greater  than  can  be  developed 
with  the  average  steam  locomotive.  This  is  due  to  the  fact  that 
the  tractive  effort  of  the  electric  locomotive  can  be  so  controlled 
that,  as  the  slipping  point  is  approached,  the  increments  of  in- 
crease in  tractive  effort  are  small ;  and,  also,  because  on  any  con- 
trol notch  the  starting  tractive  effort  is  practically  the  same  at  all 
points  of  rotation.  With  most  steam  locomotives,  there  is  a  point 
of  rotation  where  the  tractive  effort  is  considerably  above  the 
average ;  and  the  wheels  start  to  slip  on  this  peak,  and  continue 
to  slip  on  the  points  of  lesser  tractive  effort,  due  to  the  drop  in 
the  coeflScient  of  adhesion  after  the  slipping  starts.  The  rods, 
pins,  etc.,  should,  therefore,  be  proportioned  for  40%  adhesion. 
Running  at  Maximum  Speed. 

The  centrifugal,  or  whipping  strains,  on  the  transmission 
present  the  same  problem  as  the  parallel  rods  of  a  steam  loco- 
motive,   with    one   exception,    which   will   be    discussed    under 
'^Flashing  of  Motors". 
Running  at  Critical  Speed. 

Resonance  at  critical  speeds  forms  a  problem  which  requires 
an  independent  dynamic  analysis,  and  is  referred  to  without  de- 
tailed discussion  at  this  time.  It  is  entirely  possible,  and  further, 
highly  probable,  that  in  cases  where  resonance  does  occur  the 
absolute  maximum  stresses  set  up  will  be  those  occurring  under 
resonance  conditions. 
Brake  Application. 

The  effect  of  brake  application  under  various  conditions 
must  be  analyzed  on  each  specific  locomotive.  There  is,  however, 
one  point  peculiar  to  the  electric  locomotive  which  makes  a  par- 
ticular type  of  brake  rigging  very  desirable,  in  order  to  reduce 
the  stresses  and  maintenance  of  the  transmission. 
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On  steam  locomotives,  it  is  very  general  practice  to  locate 
the  driving  wheel  brake-shoes  as  shown  in  Pig.  5.  This  arrange- 
ment imposes  no  serious  strains  on  the  transmission,  since,  under 
brake  application,  each  driving  axle  advances  approximately  the 
same  distance,  relative  to  the  locomotive  framing;  an,d  the  main 
rod  carries  none  of  the  horizontal  component  of  brake-shoe  pres- 
sure, because  the  steam  load  on  the  piston  is  practically  un- 
changed by  the  slight  longitudinal  displacement  that  occurs. 
There  are,  of  course,  other  advantages,  particularly  for  steam 
locomotives,  in  the  brake-shoe  location  illustrated  in  Pig.  5 ;  but 
as  they  do  not  bear  directly  on  the  transmission,  they  will  not  be 
discussed. 

In  practically  every  electric  locomotive  on  which  crank-and- 
rod  transmission  has  been  applied  there  is  at  least  one  shaft  car- 
ried in  bearings,  which,  in  the  longitudinal  direction,  are  rigidly 


seated  in  the  locomotive  framing.  This  shaft  is  crank-and-rod 
connected  to  the  driving  axles.  If  the  brake-shoes  are  so  located 
that  during  brake  applications  the  driving  axlfes  are  all  displaced 
in  the  same  direction,  relative  to  the  fixed  shaft,  it  is  evident  that 
with  certain  combinations  of  clearances  the  entire  horizontal  com- 
ponent of  brake-shoe  pressure  may  be  imposed  on  the  fixed  shaft 
bearings,  through  the  rods  and  pins.  The  strains  thus  needlessly 
imposed  upon  the  transmission  are  in  addition  to  the  inherent 
strains,  and  will  increase  the  maintenance  charges.  Where  the 
fixed  shaft  is  located  in  the  middle  of  the  driving  wheel  base,  con- 
ditions may  be  materially  improved  by  locating  the  brake-shoe 
symmetrically,  relative  to  the  fixed  shaft.  The  horizontal  com- 
ponent of  brake-shoe  pressure  of  each  driving  axle  may  then  be 
imposed  on  the  pins  and  rods  of  that  axle,  but  the  fixed  shaft 
will  carry  only  any  existing  differential  load.  The  so-called 
clasp  brake  constitutes  the  most  complete  solution  of  the  diffi- 
culty.   In  this  braking  system,  the  brake-shoe  is  located  on  each 
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side  of  each  driving  wheel.  Then,  when  the  brakes  are  applied 
there  is  at  the  worst  only  a  small  differential  force  tending  to  dis- 
place the  driving  axles  longitudinally  relative  to  the  locomotive 
framing,  and  the  transmission  is  relieved  to  the  greatest  possible 
degree  of  the  horizontal  component  of  brake-shoe  pressure.  There 
are  many  other  advantages  inherent  in  the  clasp  brake.  The 
chief  disadvantage  lies  in  the  increased  number  of  parts. 
Flashing  or  Bucking  of  Motors. 

Oscillograph  measurements  show  that  when  a  direct-current 
motor  flashes,  the  surge  of  current  may  cause  the  torque  to  rise  in 
a  very  small  fraction  of  a  second  to  as  high  as  twenty  times  the 
normal  torque.  The  tendency  to  flash  increases  as  the  speed  in- 
creases. The  damage  that  may  result  from  a  motor  flash,  with  a 
crank-and-rod  connected  direct-current  locomotive,  is  a  function 
of  the  time  in  which  the  main  circuit  breaker  will  interrupt  the 
current.  If  the  circuit  breaker  is  sufficiently  quick-acting  to  open 
the  circuit  before  the  torque  rises  to  a  dangerous  value,  and  if  the 
breaker  will,  with  reasonable  inspection,  keep  in  proper  calibra- 
tion, then  no  further  provision  is  essential.  The  ultimate  degree 
of  safety,  however,  is  insured  by  providing  some  form  of  slip 
clutch  in  the  armature,  or  an  equivalent  mechanical  circuit 
breaker.  No  crank-and-rod  connected  main  line  direct-current 
electric  locomotives  have  been  built,  to  date,  without  a  device  of 
this  class. 

The  electrical  circuit  breaker  must  be  set  with  sufficient 
margin  to  remain  closed  when  the  locomotive  is  exerting  its  max- 
imum starting  tractive  effort.  The  mechanical  breaker  must 
have  a  margin  above  the  normal  setting  of  the  electrical  breaker, 
and  the  transmission  must  be  proportioned  to  withstand  the  com- 
bined longitudinal  and  whipping  stresses  involved  in  slipping  the 
mechanical  breaker  when  a  flash  occurs  with  the  locomotive  run- 
ning at  the  absolute  maximum  speed. 

There  is  a  definite  reason  which  renders  it  advisable  to  pro- 
portion crank-and-rod  transmission  more  conservatively  on  cer- 
tain electric  locomotives  than  is  essential,  at  least,  on  the  main 
rods  of  the  great  majority  of  steam  locomotives.  The  electric 
locomotives  referred  to  are  those  operating  in  tunnels  and  on  via- 
ducts, or  wherever  a  continuous,  hard  roadbed  exists.  Under 
such  conditions,  the  danger  of  a  derailment  resulting  from  a 
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broken  pin  or  rod  is  much  greater  than  that  involved  over  the 
comparatively  soft  roadbed  which  is  standard  for  steam  opera- 
tion. There  is,  of  course,  a  certain  chance,  in  steam  operation, 
that  a  wild  rod  end  will  strike  a  culvert  or  bridge.  The  fact 
remains,  however,  that  with  steam  locomotives  it  is  very  rarely 
that  a  broken  rod  or  pin  causes  a  derailment.  Furthermore,  most 
of  the  electric  locomotives  with  crank-and-rod  transmission,  now 
in  actual  use,  are  in  a  class  of  passenger  service  where  the  great- 
est possible  attention  to  detail  is  essential  to  insure  safety. 
Errors  of  Ansembly. 

Serious  strains  may  be  imposed  upon  the  transmission  by 
errors  of  assembly ;  the  most  frequent  being  errors  of  tram  and 
of  quarter.  Provision  against  such  errors  can  be  made,  partially, 
by  the  production  of  designs  which  lend  themselves  readily  to 
correct  machining  and  assembly.  The  ultimate  degree  of  pro- 
tection lies  in  the  introduction  of  flexible  elements  at  critical 
points  in  the  transmission. 
OoUiflion,  Derailment,  etc. 

In  the  same  manner,  the  only  provision  that  can  be  made 
against  damage  under  derailment,  collision,  or  other  wreck  con- 
ditions is  the  adoption  of  such  precautions  in  design  and  opera- 
tion as  will  minimize  the  liability  of  these  emergencies  arising. 

Each  of  the  possibilities  for  maximum  stresses  must  be  ex- 
amined in  analyzing  any  specific  locomotive.  In  case  an  arma- 
ture clutch  is  provided,  the  force  required  to  slip  the  clutch, 
properly  combined  with  the  whipping  strains  at  absolute  maxi- 
mum speed,  has  been  found  to  give  a  conservative  basis  for  de- 
signing the  transmission. 

METHOD   FOB   DETERMINING   MAXIMUM   STRESS. 

The  approximate  method,  referred  to  above,  for  determining 
the  maximum  stress  after  the  maximum  condition  is  determined, 
is  as  follows : 

Assume  all  dimensions  of  a  specific  transmission,  including 
all  pin  and  journal  clearances,  and  including  the  framing  in 
which  the  shafts  are  mounted. 

Examine  the  specific  transmission  with  a  view  to  determin- 
ing which  of  the  following  deflections,  etc.,  are  of  magnitude 
worthy  of  consideration : 
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1.  Torsion  of  the  driving  shaft 

2.  Bending  of  the  driving  shaft 

3.  Elimination  of  clearance  in  the  driving-shaft  bearings 
*4.  Compression  of  the  driving-shaft  bearing  brasses 

*5.  Torsion  of  the  driving  crank 

*6.  Bending  of  the  driving  crank 

7.  Bending  of  the  driving-crank  pin 

8.  Elimination  of  clearance  in  the  driving-pin  bearing 
*9.  Compression  of  the  driving-pin  bushing 

10.  Compression  or  elongation  of  the  connecting  rod 

*11.  Compression  of  the  driven -pin  bushing 

12.  Elimination  of  clearance  in  the  driven-pin  bearing 

13.  Bending  of  the  driven-crank  pin 
*14.  Bending  of  the  driven  crank 
*15.  Torsion  of  the  driven  crank 

*16.  Compression  of  the  driven -shaft  bearing  brasses 

17.  Elimination  of  clearance  in  the  driven-shaft  bearing 

18.  Bending  of  the  driven  shaft 

19.  Torsion  of  the  driven  shaft 

20.  Bending  of  the  locomotive  framing 

21.  Torsion  of  the  locomotive  framing 

In  electric  locomotive  practice,  in  the  United  States,  the 
parts  usually  approximate  rigidity  closely  enough  to  make  it  safe 
to  neglect  the  starred  items,  4,  5,  6,  9,  11,  14,  15  and  16.  In 
studying  any  new  design,  however,  all  twenty-one  items  should 
be  roughly  evaluated  in  a  preliminary  survey,  before  eliminating 
any  from  further  consideration. 

The  position  where  the  far  rod  will  be  subjected  to  maximum 
static  stress  will,  evidently,  be  between  the  positions  ^=-90**  and 
^—45®.  (See  Fig.  4.)  Select  a  point  about  midway  between 
these  two  positions,  and  assume  arbitrarily  a  definite  division  of 
effort  between  the  near  and  far  rods.  Start  with  the  near  driv- 
ing-crank pin  as  origin  and  locate  by  rectilinear  coordinates  the 
following  points  of  the  transmission,  in  the  order  named,  making 
allowance  for  clearances  and  for  essential  deflections : 

1.  Near  driving-shaft  bearing 

2.  Far  driving-shaft  bearing 

3.  Far  driving-crank  pin 

4.  Far  driven-crank  pin 

5.  Far  driven-shaft  bearing 

6.  Near  driven-shaft  bearing 

7.  Near  driven-crank  pin 


MECHANICAL  PROBLEM  OP  THE  ELECTRIC  LOCOMOTIVE  131 

Calculate  the  distance  between  the  near  driving-crank  pin 
and  the  near  driven-crank  pin.  If  this  distance  checks  with  the 
length  of  the  near  rod,  under  the  assumed  stress  and  clearance 
conditions,  then  the  assumed  distribution  between  the  near  and 
far  rods  is  approximately  correct.  If  the  rod  length  fails  to 
check,  the  distribution  assumption  must  be  altered  and  the  cal- 
culations repeated. 

Having  determined  the  distribution  for  one  point,  analyze 
adjacent  points  in  the  same  manner.  The  analysis  of  three  or 
four  points  will  determine  the  maximum  point  with  sufficient 
accuracy  for  all  practical  purposes. 

The  very  laborious  and  approximate  method  outlined  above 
is  oflfered  with  a  full  realization  of  the  errors  involved.  It  is, 
however,  the  most  accurate  method  the  writer  has  been  able  to 
devise,  and  has  been  successful  in  actual  use. 

MAXIMUM    STRESS   IN    U.    S.   PRACTICE. 

With  the  materials,  proportions,  and  clearances  customary 
in  electric  locomotive  practice  in  the  United  States,  and  at  40% 
rail  adhesion,  the  above  method  shows  a  maximum  static  stress 
on  the  rods  of  about  15%  in  excess  of  that  imposed  at  the  90** 
position.  This  stress  will  be  referred  to  as  the  115%  stress.  This 
value  is  approximately  correct  under  the  assumed  conditions, 
both  for  the  transmission  from  the  motor  shaft  to  the  jack-shaft, 
and  from  the  jack-shaft  to  the  axle.  This  stress  occurs  practi- 
cally at  the  point  where  the  other  rod  comes  into  action.  It  will, 
therefore,  be  assumed  that,  in  the  position  shown  in  Fig.  4,  the 
far  rod  carries  a  115%  stress  and  the  near  rod  carries  a  0% 
stress.  As  rotation  advances  beyond  the  position  shown  in  Fig. 
4,  the  near  rod  picks  up  its  load  with  sufficient  rapidity  to  make 
this  assumption  correct  within  the  limits  of  accuracy  inherent  in 
the  method. 

It  is  evident  that  the  maximum  stress  will  vary  in  the  fol- 
lowing manner : 

First,  The  maximum  stress  will  vary  as  an  inverse  function 
of  flexibility.  This  constitutes  an  argument  in  favor  of 
heat-treated  and  alloy  steels,  since  high  unit  stresses, 
and  therefore  greater  deflections,  are  permissible. 
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Second,  The  maximum  stress  will  vary  as  an  inverse  func- 
tion of  the  load. 

Third,  The  maximum  stress  will  vary  as  a  direct  function 
of  the  speed  (with  motors  of  series  characteristics). 

Fourth,  The  maximum  stress  will  vary  as  a  direct  function 
of  pin  and  journal  clearances. 

This  constitutes  an  argument  for  close  inspection  and  main- 
tenance of  pins,  bushings,  journals,  and  brasses ;  and  also  for  the 
adoption  of  designs  lending  themselves  to  small  clearances  and 
cheap,  quick  replacements.  In  none  of  the  above  features  are  the 
arguments  necessarily  conclusive.  They  must  be  balanced 
against  the  other  existing  arguments  for  the  purpose  of  selecting 
that  compromise  offering  the  greatest  over-all  advantage.  Hav- 
ing once  arrived  at  the  figure,  115%  for  maximum  static  stress, 
under  a  definite  set  of  conditions,  it  is  sufficiently  accurate  to  use 
this  figure  for  all  designs  consistently  worked  out  in  accordance 
with  the  same  general  practice.  For  any  radical  departure  of 
practice,  a  specific  maximum  stress  should  be  derived. 

POLAB  DIAGRAMS. 

It  now  becomes  possible  to  construct  an  approximate  polar 
diagram.  Fig.  6,  which  will  be  characteristic  for  all  cases  of  driv- 
ing and  driven  shafts,  crank-and-rod  connected,  whose  maximum 
stress  is  115%. 

There  are,  evidently,  eight  positions  of  rotation  at  which  the 
pin  pressure  can  be  quite  accurately  determined,  viz.,  ^=0,  ^=45 
and  ^=90**,  etc.  Since  these  eight  points  are  equally  distributed 
around  the  crank  circle,  it  becomes  natural  to  divide  the  crank 
circle  into  multiples  of  eight.  Sixty-four  main  points  are,  there- 
fore, adopted;  and  where  the  violence  of  force  fluctuations  ren- 
ders it  necessary,  fractional  intervening  points  are  interpolated. 

Referring  to  Fig.  6,  points  1  to  6  inclusive  are  correct ;  point 
9  is  very  nearly  correct ;  and  points  7,  8,  10  and  11  are  approxi- 
mations, the  curve  being  so  constructed  that  it  is  a  fair  curve; 
and,  at  the  same  time,  the  sum  of  the  turning  moments  on  the 
near  and  far  cranks  is  always  equal  to  the  constant  turning  mo- 
ment of  the  motor. 

In  this  diagram,  the  intensity  of  pin  pressure  corresponding 
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to  any  crank  position  is  measured  by  the  length  intercepted  be- 
tween the  center  and  the  curve,  on  a  radius  passing  through  the 
given  crank  p(»ition.  For  example,  at  point  7  the  pressure  on 
the  near  pin  is  110%,  and  on  the  far  pin  is  between  20%  and 
30%.  This  diagram,  in  common  with  all  polar  diagrams  in  this 
paper,  covers  the  intensity  of  the  force,  but  gives  no  data  regard- 
ing the  direction  or  the  point  of  application  of  the  force. 


— /S>.  ft— 
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With  motors  of  series  characteristics,  as  the  speed  increases, 
the  tractive  effort  decreases.  The  deflections,  therefore,  decrease 
and  the  clearances  assume  a  greater  importance  as  the  speed 
increases.  There  will  be  some  deflections;  and  the  maximum 
rod  stress  will  probably  never  reach  the  limiting  value  of 
g: — ^=■141%.     This  141%  stress  might  be  reached,  or  even 
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exceeded,  if  the  interchange  of  effort  between  the  near  and  the 
far  rods  were  accompanied  by  a  shock,  as  is  claimed  in  Elektro- 
technische  Zeit«chrift,  May  28  and  June  4,  1914.  (See  Bibli- 
ography.)" Ab  will  be  shown  later,  however,  the  rod  is,  at  high 
speed,  always  held  in  intimate  contact  with  its  pin  by  centrifugal 
force  {a  fact  apparently  overlooked  in  the  paper  referred  to 
above) . 


Without  going  through  the  elaborate  deflection  calculation, 

1  condition  that  may  be  expected  is  closely  approzi- 

100%  . 

'Sin  fl^' 

cept  over  a  very  acute  angle  of  interchange  of  effort  between  the 
near  and  the  far  rods.  In  case  of  a  motor  flash,  and  attendant  high 
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pressure  at  high  speed,  considerable  deflection  will  occur  because 
of  continual  intimate  contact  of  the  rods  and  pins.  The  action  of 
the  pin  will  be  a  rolling  from  a  driving  to  a  retarding  position  in 
the  rod  bushing,  rather  than  a  jumping  across  the  bearing  clear- 
ance. 

It  should  be  noted  here  that  in  recent  discussions  the  state- 
ment is  freely  offered  that  the  distribution  of  forces  between  the 
near  and  far  rods  follows  the  ''sine  law".  Elektrische  Kraft- 
betrieber  und  Bahnen  for  Sept.,  1910,*  shows  the  assumptions 
which  must  be  made  in  order  to  validate  the  sine  law.  The  fol- 
lowing points  may  be  listed  in  this  connection : 

1.  With  rigid  material  and  no  clearances,  the  system  is  in- 
determinate. This  being  an  imaginary  case,  no  further  time  need 
be  spent  in  discussing  it. 

2.  With  clearances  and  flexible  material,  the  sine  law  ap- 
plies while  one  rod  alone  is  in  action.    ?=«— — ^    (See  Pig.  4). 

Sm  6 

3.  During  the  four  angles  of  interchange  of  load  between 
the  near  and  the  far  rods,  the  distribution  of  forces  is  a  function 
of  clearances  and  deflections;  and  no  general  law  can  be  derived. 
Each  specific  case  must  be  analyzed  independently. 

Figures  6  and  7  then  form  the  basis  from  which  pressure  dia- 
grams may  be  plotted  for  the  various  shafts,  bearings,  etc.,  in  the 
transmission  of  various  types  of  crank-and-rod  coupled  electric 
locomotives  at  maximum  tractive  effort,  and  also  at  maximum 
speed  where  the  design  is  such  that  the  maximum  stresses  are 
115%  and  135%  respectively. 

DISCUSSION   OP   DIAGBAMS. 

Before  discussing  the  various  diagrams  in  detail,  attention 
is  again  specifically  invited  to  the  fact  that  they  are  offered  as 
illustrating  general  characteristics,  and  that  no  claim  is  made  for 
complete  detail  accuracy. 

Correct  tram  and  quarter  are  assumed  in  all  diagrams.  In 
all  the  pressure  diagrams,  in  position  No.  1  the  near  crank  pin  is 
vertically  above  the  shaft  center  and  the  far  crank  pin  is  lagging 
90°,  on  the  basis  of  anti-clockwise  rotation.    (See  Pig.  8.) 

•  Kleinow. 
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The  locomotive  types  outlined  in  Figs.  9,  10  and  11  will  be 
analyzed.    (It  is  assumed  that  the  total  power  transmitted  is  the 
same  in  all  types.) 
Type  ''A"  Locomotive — Maxiwium  Speed. 

Pig.  12  shows  the  relative  intensity,  the  direction,  point  of 
application,  and  sequence  of  forces  acting  on  the  outer  crank  pin 
of  the  jack-shaft.    The  forces  plotted  are  the  resultants  of 

1.  Bod  pressure  due  to  transmission  of  tractive  effort. 

2.  Centrifugal  force,  due  to  rod  weight. 


Abrtzon/w 
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T^osdioo  rt^i. 


The  rod  weight  itself  is  disregarded,  being  very  small,  com- 
pared with  the  forces  above  noted. 

The  ratio  of  minimum  to  maximum  pin  pressure  will  vary  as 
a  direct  function  of  the  ratio  of  rod  weight  to  tractive  effort.  In 
the  particular  case  shown,  the  minimum  pin  pressure  is  41%  of 
the  maximum.  This  is  based  on  rods  with  non-adjustable  heads, 
laid  out  in  general  accord  with  American  steam  locomotive 
practice. 

The  rod  bushing  is  at  all  times  held  firmly  in  contact  with  its 
pin.  This  is  in  marked  contrast  with  the  theory  advanced  in 
Elektrotechnische  Zeitschrift,  as  referred  to  above,  where  a  min- 
imum pin  pressure  of  zero  at  maximum  speed  is  assumed. 

During  a  single  revolution  of  the  crank,  the  point  of  contact 
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between  the  pin  and  the  rod  bushing  makes  two  complete  oscilla- 
tions forward  and  back  over  the  angle  **X"  (see  Fig.  12),  fol- 
lowing in  each  complete  oscillation  exactly  the  same  cycle. 

There  is  a  pronounced  tendency  for  the  pin  to  wear  eccen- 
tric. There  is  only  a  small  angular  displacement  of  the  range  of 
contact  when  the  direction  of  revolution  is  reversed.    Therefore, 


i 


the  eccentric  wearing  tendency  is  not  materially  different  under 
one  direction  or  two  direction  operation  of  the  locomotive. 

The  lubrication  of  the  pin  and  bushing  can  be  more  easily 
analyzed  in  connection  with  the  diagram  of  forces  acting  on  the 
rod  bushing,  and  will,  therefore,  be  included  in  the  discussion  of 
Pig.  13. 
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Fig.  13  shows  the  diagram  for  the  motor  rod  bushing  corre- 
sponding with  Fig.  12.  In  this,  and  in  all  other  diagrams  which 
deal  with  pressures  acting  on  the  inside  of  a  cylindrical  shell  or 
bushing,  there  is  insufficient  space  inside  the  base  circle  to  accom- 
modate the  identifying  point  numbers.  A  sequence  line  is  there- 
fore drawn  outside  the  base  circle,  the  shape  of  this  line  being 
arranged  so  that  the  point  numbers  occur  on  the  sequence  line 
in  consecutive  order  from  1  to  64^.    The  shape  of  the  sequence 


line  also  guides  the  eye  in  following  the  travel  of  the  point  of 
contact  between  the  shaft  or  pin  and  the  shell  or  bushing.  Sev- 
eral of  the  pressure  lines  exceed  the  radius  of  the  base  circle.  It 
is,  therefore,  not  possible  to  appreciate  the  values  of  these  forces 
on  this  diagram.    They  may  be  read  by  reference  to  Fig.  12. 

In  general,  the  point  of  contact  between  the  pin  and  the  rod 
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bushing  travels  in  the  same  direction  as  the  shaft  rotation.  There 
are,  however,  four  regions  where  the  direction  of  travel  of  this 
contact  point  is  reversed. 

The  point  of  maximum  resultant  pin  pressure  is  not  on  the 
longitudinal  center  line  of  the  rod,  and  the  bushing  tends  to  elon- 
gate on  a  line  about  45°  oflE  of  the  rod  center  line. 

The  most  advantageous  location  for  the  introduction  of  lubri- 
cant is  near  the  vertical  center  line,  between  the  points  marked 
3Sy2  and  33,  since  this  point  is  furthest  removed  from  the  region 
of  maximum  pressure.  When  the  clearance  between  the  pin  and 
the  bushing  is  in  line  with  the  lubrication  opening,  thus  oflfering 
the  maximum  space  for  the  introduction  of  lubricant,  centrifugal 
force  is  tending  to  force  the  lubricant  to  the  top  of  the  cup.  A 
compression  cup  with  sufficient  force  to  overcome  this  tendency 
is  essential  for  the  best  results.  After  the  lubricant  is  once  intro- 
duced there  is  a  good  pumping  action  to  distribute  the  lubricant 
over  most  of  the  surface.  Between  the  points  48^  and  50,  and 
also  between  the  points  16%  and  18,  there  is  an  undesirable 
reverse  wiping  action. 

Fig.  14  shows,  under  maximum  speed  conditions,  the  relative 
intensity  of  jack-shaft  bearing  pressure  corresponding  to  the 
positions  of  the  near  crank  pin.  The  diagram  does  not  show  the 
direction  or  the  point  of  application  of  the  forces.  The  pressures 
plotted  are  the  resultant  of  the  pressure  due  to  tractive  effort  on 
all  four  rods  connected  to  the  jack-shaft  crank  pins,  together  with 
the  weight  of  the  jack-shaft,  counterbalances,  and  that  part  of  the 
rods  carried  by  the  pins.  Centrifugal  force,  due  to  the  rod 
weights,  is  not  effective  on  the  jack-shaft  bearings,  being  neutral- 
ized by  the  counterbalances. 

The  near  bearing  pressures  are  indicated  by  full  lines,  and 
the  far  bearing  pressures  by  dotted  lines.  Between  points  1  and 
9,  and  between  points  33  and  41,  etc.,  where  only  a  full  line  is 
shown,  the  diagram  for  the  near  and  the  far  bearings  is  identical. 

The  maximum  forces,  and  the  crank  positions  at  which  they 
occur,  are  different  for  the  near  and  the  far  bearings.  In  the 
reverse  direction  of  rotation,  the  maximum  pressures  on  the  near 
and  the  far  bearings  are  exchanged,  so  that  the  total  work  of  fric- 
tion is  the  same  on  the  two  bearings  when  the  locomotive  runs  an 
equal  distance,  and  in  similar  service,  in  both  directions. 


UECHANIOAL  FBOBLEU  OP  THE  ELECTBIO 

This  polar  diagram  ia  presented  to  emphasize  the  extreme 
violence  of  the  fluctuation  of  the  forces ;  between  the  points  161^ 
and  16,  for  example,  the  pressure  dropping  from  maximum  to 
practically  zero. 

Pig.  15  offers  a  replotting  of  the  forces  of  Fig.  14  arranged 
to  show  the  relative  intensity,  and  the  direction,  point  of  appli- 
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cation  and  sequence  of  the  forces  acting  on  the  near  jack-shaft 
journal. 

The  contact  point  travels  around  the  shaft  in  a  direction  in 
general  opposite  to  the  direction  of  shaft  rotation.  The  contact 
point  travels  around  the  shaft  twice  for  every  shaft  revolntion, 
following  a  different  cycle  for  each  180°  of  shaft  revolution. 
There  is  no  marked  tendency  for  the  shaft  to  wear  out  of  round. 
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either  under  single  or  double  ended  operation.  Between  the 
points  i9  and  49i/^,  the  contact  point  swings  over  90°  in  1/128  of 
a  shaft  revolution.  The  pressure  concentrates  in  three  separate 
regions  removed  from  each  other,  roughly,  120°.  In  the  reverse 
direction  of  rotation,  the  diagram  is  displaced  180° ;  the  shaft 
will,  therefore,  remain  practically  round. 

The  corresponding  diagram  for  the  jaek-shaft  at  its  far  bear- 


ing is  very  similar  in  its  characteristics,  and  will,  therefore,  be 
omitted. 

Fig.  16  shows  the  intensity,  direction,  point  of  application, 
and  sequence  of  forces  acting  on  the  inside  of  the  shell  of  the  near 
jack-shaft  bearing,  being  a  replotting  of  the  forces  in  Figs.  14 
and  15. 

"While  the  prevailing  tendency  of  the  point  of  contact  is  to 
swing  in  a  direction  opposed  to  the  shaft  revolution,  its  detail 
path  is  most  erratic. 
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The  following  four  facts  indicate  a  tendency  for  the  wear  of 
the  bearing  brasses  to  be  downward : 

(a)  Out  of  a  total  of  80  points  plotted,  there  are  58  points, 
or  721^%,  which  act  on  the  lower  half  of  the  bearing  brass. 

(b)  The  maximum  force  is  applied  on  the  lower  half  of  the 
brass. 

(c)  The  only  heavy  forces  acting  on  the  upper  half  are 
applied  at  an  angle  of  only  30**  above  the  horizontal,  while  heavy 
forces  are  applied  over  the  entire  lower  90**  of  the  bottom  half. 
It  is  evident,  therefore,  that  the  horizontal  plane  offers  the  best 
location  for  the  split  of  the  brass,  if  a  two-part  bearing  is  used, 
as  a  certain  amount  of  wear  can  be  taken  up  with  this  design. 

(d)  There  is  a  possibility  of  pounding  occurring  between 
the  points  17^  and  19.  At  17^  the  pressure  has  dropped  from  a 
maximum  to  almost  a  minimum  in  1/64  of  a  revolution.  Assum- 
ing that  the  locomotive  has  72-in.  wheels,  and  is  running  at  75 
miles  per  hr.,  the  revolutions  per  minute  of  the  driver  will  be 

=^ =350.     The  time  involved  in  passing  from  16^  to 

fiO 

17^  will  then  be^r^Tj — ;rr  =0.0027  sec.     The  elastic  recoil  of 

350x64 

the  parts  may  be  sufficient  to  cause  the  shaft  to  jump  and  pound 
in  the  bearing.  This  belongs  properly  to  the  dynamic  analysis, 
but  is  germane  to  the  discussion  of  wearing  tendency.  There  is 
no  similar  phenomenon  occurring  in  the  upper  half  of  the  brass. 
Of  course,  if  a  jump  does  occur  near  17^,  there  might  be  a  blow 
delivered  in  the  upper  half,  but  the  return  blow  on  the  lower  half 
would  be  greater,  as  gravity  would  subtract  from  the  upward 
and  add  to  the  downward  force. 

The  erratic  travel  of  the  point  of  contact  militates  against 
good  lubrication,  as  there  is  no  steady,  smooth  pumping  of  the  oil 
film  through  a  clearance  that  tapers  gradually  to  the  working 
contact. 

It  will  be  shown  later  that  during  a  hard  start  the  wearing 
tendency  is  practically  the  same  in  the  upper  and  lower  halves  of 
the  bearing  brass.  The  nature  of  the  actual  wear  then  becomes  a 
function  of  the  service.  If  the  locomotive  works  on  a  grade,  and 
is  doing  a  lot  of  heavy  pulling,  the  bearing  brass  may  be  expected 
to  wear  in  all  directions,  i.e.,  to  increase  in  diameter,  remaining 


MECHANICAL  PROBLEM  OF  THE  ELECTRIC  LOCOMOTIVE 


145 


Loeomoh^f^  Type  A 


146  UEOBANICAL  PROBLEM  OF  THE  ELEOTRIC  LOOOUOTITi: 

ronghly  circular.  If,  ou  the  other  haud,  the  Berrice  is  starting  a 
train  on  the  level,  and  running  at  high  speed  for  long  distances, 
the  bearing  brass  may  be  expected  to  wear  downwards. 

Fig.  17  shows,  for  the  far  jack-shaft  bearing,  data  corre- 
sponding to  that  plotted  in  Fig.  16  for  the  near  jack-shaft  bear- 


ing.  The  general  characteristics  of  the  two  diagrams  are  very 
similar.  The  regions  of  maximum  pressure  concentration,  how- 
ever, are  differently  located.  There  is,  also,  a  wider  angularity  in 
the  low  pressure  region  from  point  49^  to  point  56,  and  back  to 
point  57.  The  tendency  of  the  shaft  to  hammer  in  its  bearing  is 
obvious. 
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Type  "A"  Locomotive— Maxiirnini  Adhesion. 

Fig.  18  shows,  under  maximum  adhesion  conditions,  data 
corresponding  to  that  plotted  in  Fig.  14  for  maximum  speed  con- 
ditions. On  a  percentage  basis,  the  scales  in  Figs.  14  and  18  are 
not  greatly  diflferent,  in  order  to  permit  of  a  rough  comparison  of 
the  relative  characteristics  of  the  two  diagrams.  The  concrete 
value  of  the  forces  is,  of  course,  radically  diflferent,  being  depend- 
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ent  upon  the  motor  characteristics.  If  Fig.  14  were  plotted,  on  a 
force  basis,  to  the  same  scale  as  Fig.  18,  it  would  be  too  small  for 
practical  use.  A  comparison  of  Figs.  14  and  18  shows  clearly  the 
part  played  by  the  flexure  of  material  in  smoothing  out  the  sharp 
comers. 

Fig.  19  requires  no  detailed  comment,  except  in  regard  to 
wearing  tendency.    If  the  locomotive  operated  at  all  times  in  one 
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direction  only,  the  shaft  might  tend  to  wear  a  slight  flat  spot  cen- 
tering near  point  14.  When  the  direction  of  rotation  is  reversed, 
however,  the  diagram  is  displaced  180°  relative  to  the  near  crank, 
and  another  flat,  180**  removed,  might  be  produced.  Since,  how- 
ever, the  forces  acting  at  approximately  90°  to  the  maximum 
pressure  range  are  very  considerable,  it  seems  justifiable  to  expect 
very  little  eccentric  shaft  wearing  to  occur. 

Fig.  20  exhibits  characteristics  roughly  akin  to  those  of  Figs. 
16  and  17.  As  would  be  expected  from  the  corresponding  polar 
diagrams  (Figs.  14  and  18),  the  force  fluctuations  are  less  violent 
in  Fig.  20.  The  shaft  is  at  all  times  held  firmly  in  contact  with 
the  bearing  shell.  There  is,  therefore,  little  or  no  tendency  for 
the  shaft  to  jump  and  pound  in  the  bearing.  The  lubrication 
still  presents  a  diflScult  problem. 

The  weight  of  the  rotating  parts  carried  in  the  bearing  is  so 
small  compared  with  the  other  forces  that  the  pressure  diagram 
is  practically  symmetrical,  and,  as  previously  noted,  the  tendency 
of  wear  is  to  increase  the  diametei*  of  the  bearing. 
Type  "A"  Locomotive  versus  Type  "B"  Locomotive. 

The  connecting-rod  system  of  locomotive  Type  **B"  has  a 
higher  mechanical  efficiency  than  that  of  locomotive  **A",  for 
two  main  reasons : 

First,  There  are  less  crank  pins  through  which  the  entire 
tractive  eflfort  is  transmitted,  and 

Second,  The  pressure  on  the  jack-shaft  bearings  is  mate- 
rially less. 

The  penalty  paid  for  this  gain  in  efficiency  lies  in  the  intro- 
duction of  knuckle  pins  into  the  connecting  rod  system.  Knuckle 
pins  on  steam  locomotives  have  been  considered  objectionable  by 
some  operating  men,  on  account  of  the  tendency  of  the  side  of  the 
jaw  to  crack.  This  tendency  has  led  to  the  introduction  of  spher- 
ical pins  in  locomotives  for  European  service.  Spherical  pins 
have  not  been  favorably  considered  in  American  practice,  because 
of  the  nicety  of  machine  work  required  and  the  difficulty  and 
expense  attendant  upon  proper  maintenance.  With  proper  inspec- 
tion, very  few  train  delays  are  chargeable  to  knuckle  pin  con- 
struction on  steam  locomotives.  As  far  as  the  writer  has  been 
able  to  learn,  there  has  never  been  a  knuckle  pin  failure  on  an 
electric  locomotive  in  the  United  States.    Knuckle  pins,  whether 
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cylindrical  or  spherical,  are  objectionable  in  electric  locomotives, 
because  they  add  slightly  to  the  total  clearance  that  must  be  taken 
up  in  the  transfer  of  tractive  effort  between  the  near  and  the  far 
rods,  thus  increasing,  slightly,  the  maximum  stress. 

The  advantages  and  draw-backs  of  individual  crank  pins 
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versus  knuckle  pin  construction  demand  very  thorough  analysis 
before  a  choice  is  made,  in  any  specific  locomotive  design. 
Xype  "B"  Locomotiye — Maximnm  Speed. 

In  Fig.  21,  which  deals  with  the  jack-shaft  crank  pin,  the 
scale  has,  again,  been  altered  slightly  in  order  to  retain  the  diam- 
eter of  base  circle  employed  in  the  other  diagrams.  This  was  done 
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in  order  to  avoid  in  Fig.  22  the  slight  confusion  existing  in  Fig. 
13. 

In  Fig.  21  the  pressure  range  is  disposed  symmetrically  rel- 
ative to  a  line  connecting  the  center  of  the  crank  pin  and  the  cen- 
ter of  the  jack-shaft.  This  is  in  marked  contrast  to  Fig.  12.  Here 
again  the  rod  and  pin  are  at  all  times  held  in  intimate  contact. 
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Fig.  22  BbowB  an  eccentric  wearing  tendency  in  the  rod  bush- 
ing.   The  line  of  mazimmn  wear  is  midway  between  the  motor 
rod  and  the  wheel  rod. 
Type  "B"  LocomotlTe — MaTimTim  Adhesion. 

Fig.  23  shows  that  from  points  191^  to  22^4  and  from  points 


51^  to  54^  there  is  no  tractive  force  holding  the  rod  and  pin  in 
contact.  At  point  19^  the  rod  will  drop  down  on  the  pin  with  a 
slight  clank.  There  will,  however,  he  less  clanking  on  the  jack- 
shaft  pin  than  in  case  of  locomotive  Type  "A",  as  can  he 
readily  seen  by  an  inspection  of  Fig.  6. 

The  existence  of  regions  of  zero  tractive  force  between  the 
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rod  and  pin  will  not  give  rise  to  resonanee  phenomena,  because  of 
the  slow  speed  at  which  these  regions  occur.  As  soon  as  centrifu- 
gal force  exceeds  the  rod  weight  these  regions  disappear. 

At  maximum  adhesion,  the  rod  bushing  acting  on  the  jack- 
shaft  pin  of  Type  "B"  locomotive  tends  to  wear  practically 
round,  as  indicated  in  Fig.  24. 

Fig.  25  shows  the  same  general  characteristics  for  Type  "B" 
locomotive  as  are  illustrated  in  Fig.  18  for  Type  "A"  locomotive. 


/traurr  tmOnn^fXx 


The  maximum  pressure,  however,  is  165%  for  Type  "B",  as  com- 
pared with  180%  for  Type  "A".  Thus,  with  the  particular 
dimensions  assumed  in  the  two  locomotives  considered,  the  pres- 
sure on  the  Type  "  A  "  locomotive  is  9%  higher  than  in  case  of  the 
Type  "B"  locomotive. 

It  should  be  stated  that  in  all  the  polar  diagrams  the  100% 
pressure  on  the  jack-shaft  bearing  is  the  same  number  of  pounds 
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as  the  100%  pressure  on  the  crank  pin,  under  identical  tractive 
effort  conditions. 

Another  point  of  difference  between  Figs.  25  and  18  is  that 
in  Fig.  25  the  maximum  force  on  the  near  bearing  is  the  same  as 
the  maximum  force  on  the  far  bearing.    In  fact,  in  Fig.  25,  the 


91- -: 


diagram  for  the  far  bearing  is  to  the  other  hand  from  that  for  the 
near  bearing. 

T^e  "0''  Locomotiye — Maxinmm  Speed. 

Fig.  26  presents  no  radical  difference  from  Fig.  21.  In  plot- 
ting this  diagram,  as  in  all  others  dealing  with  centrifugal  force, 
it  is  assumed  that  centrifugal  force  is  equally  distributed  between 
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the  two  pins  on  which  the  rod  acts.    The  slightest  error  in  tram 
would  obriouBly  vitiate  this  assumption. 

Pig.  27,  also,  shows  the  maximum  wearing  tendency  oc- 
curring midway  between  the  center  line  of  the  motor  rod  and  the 
wheel  rod.  When  the  direction  of  rotation  is  reversed  the  line  of 
wear  shifts  90°. 


y 
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Fig.  28  shows  at  first  glance  an  absence  of  tendency  to  eccen- 
tric wear.  While  there  is  no  location  subject  to  marked  intensity 
of  pressure,  there  is,  however,  marked  congestion  of  pressure  on 
the  sides  at  90°  from  the  near  crank.  During  reverse  rotation, 
the  same  shaft  areas  are  subject  to  pressure  congestion.  As  will 
be  seen  later,  the  same  condition  exists  at  maximum  speed.  There 
is,  therefore,  a  tendency  for  the  shaft  to  wear  elliptical. 
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Fig.  29  presents  a  marked  contrast  with  Figs.  16  and  17. 
There  is  no  reversal  in  the  direction  of  travel  of  the  point  of  con- 
tact. There  are  four  locations  where  the  point  of  contact  remains 
practically  stationary  for  about  55®  of  revolution.  This  pause, 
will,  however,  interfere  less  with  the  maintaining  of  the  oil  film 


than  will  the  reversals  of  contact  travel  existing  in  Figs.  16 
and  17. 

The  shaft  is  held  at  all  times  in  intimate  contact  with  the 
bearing  shell,  eliminating  pounding  tendencies. 

The  wearing  tendency  is  toward  an  increased  shell  diameter, 
the  center  of  the  worn  shell  tending  to  be  below  the  center  of  the 
new  shell. 


MECHANICAL  PROBLEM  OF  THE  ELECTBIO  LOCOUOTITE 


MECHANICAL  PROBLEM  OF  THE  ELECTRIC  LOCOMOTIVE 


157 


Locomotiye  l^pe  "0" — MairimiiTn 

Fig.  30  demonstrates  that  at  maximum  adhesion  the  jack- 
shaft  crank  pin  has  the  same  wearing  tendency  as  is  shown  for  the 
jack-shaft  itself  in  Figs.  28  and  32.  The  ultimate  wearing  ten- 
dency of  the  crank  pin  will,  therefore,  depend  upon  the  service 


8 


performed  by  the  locomotive;  the  wear  being  different  in  heavy 
slow  speed  service  from  that  in  high  speed  running. 

The  rod  bushing  tends  to  wear  out  to  a  larger  concentric 
diameter  at  maximum  adhesion,  as  indicated  in  Fig.  31. 

Figs.  32,  33  and  34  require  little  comment,  the  characteristics 
they  exhibit  being  obvious  in  light  of  the  previous  discussions. 
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CONCJLUSIONS. 

A  specific  distribution  of  force  between  the  near  and  the  far 
crank  pins  must  be  worked  out  to  correspond  with  the  standard 
practice  in  line  with  which  any  given  locomotive  is  designed,  since 
the  large  number  and  the  involved  nature  of  the  existing  vari- 
ables prohibit  the  development  of  reliable  and  universally  appli- 
cable laws. 


The  following  general  statements  will  apply  to  any  specific 
distribution  of  force : 

(1)  "With  the  imaginary  case  of  rigid  material  and  no  clear- 
ance, the  system  would  be  indeterminate. 

(2)  With  clearance  and  flexible  material,  and  while  one  rod 

alone  is  in  action,  the  pressure  on  that  rod  will  follow  the  law 
100% 


P= 


Sin  6 


(See  Fig.  4.) 
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(3)  During  the  four  angles  of  interchange  of  load  between 
the  near  and  the  far  rods,  the  distribution  of  forces  is  a  function 
of  clearances  and  deflections. 

When  direct-current  motors  drive  by  means  of  rods  and 
cranks,  it  is  advisable  to  provide  a  mechanical  circuit  breaker  to 
guard  against  excessive  loads  on  the  rods  and  the  pins  in  case  of  a 
short  circuit  on  the  motor  during  high  speed  operation.    In  loco- 
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motives  of  this  class  the  rods  will  be  free  from  resonance  phenom- 
ena, if  so  designed  that,  without  excessive  stress,  they  will  slip  the 
mechanical  breaker  when  the  locomotive  is  running  at  its  maxi- 
mum speed. 

In  any  crank-and-rod  connected  electric  locomotive,  the  en- 
tire transmission  should  probably  be  designed  to  stand  the  maxi- 
mum pressures  that  can  be  applied  at  any  speed,  in  combination 
with  the  strains  inherently  produced  by  maximum  speed. 
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The  maximum  pressure  on  each  rod  occurs  practically  at  the 
point  where  the  corresponding  rod  on  the  other  side  of  the  loco- 
motive starts  to  pick  up  its  load.  In  United  States  practice,  the 
maximum  pressure  at  40%  adhesion  is  115%,  and  at  maximum 
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speed  is  135%.  The  maximum  pressure  will  vary  as  an  inverse 
function  of  flexibility  and  of  load,  and  as  a  direct  function  of  pin 
and  journal  clearance  and  of  speed  (with  motors  of  series  char- 
acteristics). 
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This  paper  must  logically  close  by  again  calling  attention  to 
the  fact  that  it  covers  only  the  static  analysis,  and  that  for  a  com- 
plete and  thorough  appreciation  of  the  sequence  of  events,  as  they 
actually  occur  in  crank-and-rod  transmission,  a  dynamic  analysis 
based  upon  an  accurate  static  analysis  is  essential. 
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DISCUSSION 

Mr.  H.  J.  Kennedy  (by  letter)  expressed  the  feeling  that  the  title       Mr. 
of  the  paper  was  somewhat  more  comprehensive  than  the  subject  matter  Kennedy, 
itself,  inasmuch  as  the  work  was  really  a  study  into  the  forces  acting 
in  the  bearings  and  rods  of  three  types  of  rod-driven  electric  locomotives, 
and  is  confessedly  not  complete  at  that,  the  dynamic  analysis  not  being 
included. 

He  felt  that  the  paper  was  of  interest  chiefly  to  locomotive  design- 
ers, especially  those  responsible  for  the  details,  but  on  account  of  its 
bearing  on  one  of  the  leading  controversies  in  electric  traction  today,  he 
believed  that  certain  points  merited  especial  attention.  He  referred  to 
the  controversy  noted  in  the  first  paragraph,  namely,  "Transmission  of 
tractive  effort''  (he  would  prefer  to  say  ''torque'*)  *'from  the  motors  to 
the  driving  wheels".  The  numerous  references  to  foreign  journals  in 
the  bibliography  indicate  the  endless  experimentation  which  has  been 
carried  on  in  Europe,  in  devising  new  methods  of  rod  drives  for  electric 
locomotives,  some  of  which  he  believed,  have  been  failures  largely  due  to 
''resonance"  or  sympathetic  vibration. 

Mr.  Eaton  *s  paper  shows  how  he  is  able  to  determine  the  proper 
sizes  of  journals  for  shafts  and  crank  pins,  to  determine  best  position 
for  oil  holes  and  for  parting  the  brasses,  how  he  compares  the  double 
crank-pin  versus  knuckle-joint  rod  design,  etc.,  but  entirely  avoids  the 
main  point  of  the  controversy,  viz.,  which  is  better  for  any  given  class 
of  service,  rod  drive  or  gear  drivel  In  Europe  they  are  working  all  the 
possible  changes  on  rod  drives,  not  contenting  themselves  with  mathe- 
matical analyses,  but  building  actual  locomotives  and  putting  them  under 
test;  in  this  country  we  have  stuck  to  gears,  except  in  the  case  of  two 
Eastern  roads,  both  engineered  by  the  same  firm  of  consulting  engineers. 

It  might  be  said  by  some  that  the  rod  drive  is  better  suited  to  high 
speed.  He  had  understood  that  the  Pennsylvania  Railroad  locomotives 
have  run  at  eighty  to  ninety  miles  per  hour,  but  they  scarcely  get  the 
opportunity  to  do  that  in  regular  service  on  the  short  New  York  terminal 
section.  On  the  Norfolk  and  Western,  the  service  is  chiefly  freight — 
hauling  coal  from  the  mines.  The  rod  drive  accomplishes  one  thing,  it 
puts  the  center  of  gravity  high  and  makes  the  locomotive  ride  better 
on  curves  and  makes  it  less  likely  to  be  derailed.  But  the  Chicago, 
Milwaukee  &  St.  Paul  is  arranging  to  avoid  the  latter  danger  by  string- 
ing together  a  lot  of  motor  trucks  on  the  Mallet  articulation  system. 
Instead  of  raising  the  center  of  gravity,  they  spread  the  mass  over  a 
long  wheel-base. 

The  rod  drive  is  less  noisy  than  the  gear  drive,  but  this  usually  is 
not  considered  of  much  importance.  What  he  wished  to  lead  up  to  is, 
will  the  author  of  the  paper  favor  us  with  a  little  discussion  of  his 
views  on  the  relative  merits  of  rod  drive  and  gear  drive f  Can  he  furnish 
us  any  statements  regarding  the  comparative  costs  of  maintenance,  based 
upon  the  experience  of  the  P.  R.  R.  Co.  with  its  rod  locomotives? 
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Mr.  A  few   minor   questions   might   be   asked   concerning   the   following 

Kennedy,  points: 

Regarding  mechanical  slipping  in  the  transmission,  as  protection  if 
motor  bucks:  how  about  the  use  of  rubber  cushions  or  metallic  springs, 
between  a  spider  or  sleeve  and  the  driving  wheel,  to  ease  such  shocks. 
An  objection  to  this  device  is  the  very  limited  angular  motion  which  it 
permits.  Certain  locomotives,  so  equipped,  were  for  a  long  time  under  his 
frequent  observation,  and  it  must  be  said  that,  early  as  the  design  was, 
the  ruggedness  of  those  locomotives  was  surprising.  It  was  especiaUy 
noticeable  on  starting  a  heavy  freight  train.  At  one  period  the  freight 
trains  became  so  heavy  as  to  necessitate  the  assistance  of  a  steam  loco- 
motive in  starting  on  the  up-grade,  and  there  was  at  times  much  oscilla- 
tion, especially  when  the  steam  engine  slipped  its  drivers. 

Regarding  method  for  determining  maximum  stress,  there  is  prob- 
ably a  method  of  determining  these  points  at  once,  without  ''cutting 
and  trying",  by  using  calculus,  but  it  would  undoubtedly  involve  a 
tremendous  complication  of  mathematics.  Has  the  author  of  the  paper 
tried  the  use  of  a  model,  made  with  adjustable  dimensions,  and  with  the 
rods  divided  and  having  dynamometers  introduced  into  them,  to  indicate 
the  forces  acting  in  the  rods?  I  think  a  device  could  be  invented 
to  give  autographic  records,  both  of  the  varying  stresses  and  of  the 
positions  of  the  contact  points  in  the  bearings.  Hardened  and  ground 
bushings  could  be  made  in  the  shops  to  give  the  exact  clearances.  A 
big  manufacturing  company  which  can  afford  to  make  such  profound 
investigations,  could  probably  afford  to  develop  such  an  apparatus. 

Regarding  the  statement  that  the  maximum  stress  will  vary  as  an 
inverse  function  of  the  load,  I  would  suggest  that  some  explanation  be 
given  why  the  variation  is  inverse  and  not  direct,  also  stating  in  what 
terms  the  load  is  expressed. 

The  author  states  that  ''As  far  as  he  had  been  able  to  learn, 
there  has  never  been  a  knuckle-pin  failure  on  an  electric  locomotive  in 
the  United  States''.  Would  the  author  please  state  where,  in  the  United 
States,  the  knuckle  pins  that  might  have  failed  have  been  operating? 
If  he  was  correctly  informed,  all  the  P.  R.  R.  New  York  terminal  loco- 
motives are  like  type  A,  and  have  no  knuckle  pins.  He  desired  to 
express  the  hope  that  Mr.  Katon  might  be  led  to  express  some  opinion 
regarding  the  comparative  merits  of  the  three  types  of  locomotives  shown 
on  page  16. 
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Mr.  Baton  in  replying  to  Mr.  Kennedy  said  that  the  sense  in  which    Mr. 


the  title  of  the  paper  is  used  is  with  the  accent  on  the  first  word.  To 
meet  fully  the  criticisms  made  by  Mr.  Kennedy,  the  title  should,  perhaps, 
read  ''The  Mechanical  Problem  of  the  Electric  Locomotive  whose 
thorough  analysis  is  most  difficult". 

In  connection  with  Mr.  Kennedy's  request  for  a  discussion  regai'ding 
"Rod  Drive  versus  Gear  Drive",  Mr.  Eaton  takes  the  liberty  to  suggest 
that  such  discussion  would  be  out  of  place  in  connection  with  this  paper. 
The  paper  is  based  on  the  decision  being  already  made  to  use  rod  drive 
in  some  specific  locomotive,  and  the  scope  of  the  paper  covers  only  the 
discussion  of  details  of  the  rod  drive. 

In  connection  with  Mr.  Kennedy's  discussion  of  high  center  of  grav- 
ity and  riding  characteristics,  he  is  in  error  in  referring  to  the  improve- 
ment in  the  riding  of  locomotives  on  curves  on  account  of  the  high  center 
of  gravity.  It  has  been  brought  out  very  frequently  that  high  center 
of  gravity  or  other  desirable  features  from  a  tracking  standpoint  are, 
broadly  speaking,  more  essential  on  tangent  track  than  they  are  on 
curves,  and  many  designs  of  locomotives,  which  have  been  tentatively 
considered,  have  had  to  be  abandoned  because  of  the  center  of  gravity 
being  too  high  for  safe  riding  on  curves. 

In  connection  with  the  questions  regarding  rubber  cushions  on  metal- 
lic springs  in  place  of  a  slip  clutch,  it  is  unquestionably  feasible  in  many 
cases  to  make  a  device  that  will  operate  satisfactorily  by  any  of  the 
three  methods.  Where  space  is  somewhat  congested,  and  where  the  clutch 
is  quite  infrequently  called  upon  to  operate,  greater  capacity  can  be  in- 
stalled with  the  slip  clutch  design  than  seems  feasible  by  the  other 
methods.  There  are,  however,  more  or  less  successful  installations  of 
all  the  kinds  mentioned. 

The  use  of  calculus  in  determining  at  once  the  various  diagrams  with- 
out ''cutting  and  trying"  may  be  entirely  feasible.  Attention  should  be 
called,  however,  to  the  existence  of  a  maximum  of  over  twenty  variables, 
and  the  fact  that  in  the  deflection  calculations,  the  cube  is  frequently 
involved,  so  that  the  difficulties  presented  by  the  strictly  mathematical 
method  are  very  considerably  in  excess  of  those  presented  by  the  method 
adopted. 

In  connection  with  the  building  of  a  model  for  the  determination  of 
graphical  records  and  having  dynamometers  introduced  in  the  rods,  it 
should  be  noted  that  very  possibly  this  could  be  produced.  However 
on  locomotives  recently  investigated  in  which  the  deflections  were 
actually  measured  after  the  locomotive  was  built,  the  greatest  rod 
extension,  or  compression,  under  the  most  critical  dynamic  conditions 
was  less  than  0.030",  and  it  is  evident  that  a  model  having  dynamom- 
eters which  inherently  involve  motion  would  be  of  almost  inconceivable 
delicacy  if  they  would  register  on  the  basis  of  such  small  movements 
as  are  involved.  It  must  be  realized  that  the  movement  of  the  dynamome- 
ters must  be  so  small  a  ratio  of  the  total  movement  as  to  be  negligible. 


Eftton. 
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Mr.  A  careful  study  of  the  paper  will  show  the  reason  why  maximum 

Eaton,  stress  ratio  will  be  greater  at  light  load  than  at  heavy  load. 

There  is  one  crank-connected  electric  locomotive  with  knuckle-pin 
rods  on  the  New  Haven  R.  B.  There  are  also  a  large  number  *of  mine 
locomotives  with  motors,  gears  and  side  rods  and  there  are  now  the  Nor- 
folk and  Western  locomotives,  all  with  knuckle  pins. 
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INTRODUCTION. 

Electrolysis  is  chemical  decomposition  produced  by  an  elec- 
tric current.  This  decomposition  takes  place  in  an  electrolyte, 
consisting  ordinarily  of  a  salt  in  solution.  Soil  when  entirely 
dry  practically  does  not  conduct  electric  current,  but  becomes 
an  electrolytic  conductor  when  moist,  on  account  of  dissolved 
salts,  such  as  chlorides,  nitrates,  etc.,  which  are  always  present. 
Concrete  containing  moisture  is  likewise  an  electrolytic  con- 
ductor. Engineering  structures  of  metal  in  contact  with  earth 
or  with  moist  concrete  may  be  corroded  and  ultimately 
destroyed  by  electrolysis  in  cases  where  electric  currents  flow 
from  these  structures  to  earth  or  to  the  concrete. 

The  mass  of  a  metal  corroded  by  electrolysis  in  a  given 
time  depends  only  on  the  ** current,**  and,  with  the  current 
densities  and  other  conditions  usually  found  in  practice  where 
engineering  structures  of  metal  are  in  contact  with  earth,  is 
equal  to  that  calculated  by  Faraday's  law.  The  applied  voltage 
has  no  effect  on  the  corrosion,  except  in  so  far  as  it  determines 
the  current  strength;  and  there  is  no  "minimum  voltage" 
below  which  electrolysis  does  not  occur.  The  rapid  corrosion 
by  electrolysis  from  external  currents  is  usually  localized  and 
results  in  pitting  of  the  metal.  Such  pitting  may  in  some  cases 
result  also  from  natural  soil  corrosion,  so  that  the  ''appear- 
ance" of  a  corroded  metal  structure  does  not  by  itself  afford 
conclusive  evidence  as  to  whether  or  not  the  corrosion  was  pro- 
duced by  electrolysis  from  external  electric  current. 
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Commercial  irons,  steels  and  cast  iron  show  practically  no 
diflPerence  in  the  mass  of  metal  corroded  by  electrolysis  by  a 
given  current  leaving  the  electrode  for  a  given  time.  It  should 
be  noted,  however,  that  in  the  case  of  cast  iron  the  oxides  of 
iron  resulting  from  electrolysis,  together  with  the  carbon  con- 
tained in  cast  iron,  remain  in  place,  leaving  the  form  of  the  iron 
structure  unaltered,  but  with  little  mechanical  strength.  In 
the  cases  of  wrought  iron  and  steels  the  oxides  of  iron  resulting 
from  electrolysis  usually  pass  to  the  surrounding  earth. 

Electrical  distribution  systems  which  are  grounded  at  two 
or  more  points  will,  by  the  law  of  divided  circuits,  cause  cur- 
rents, called  ** stray  currents",  to  shunt  through  the  earth 
between  the  grounded  points,  and  these  stray  currents  fre- 
quently reach  underground  metallic  structures  and  corrode 
them  by  electrolysis.  In  practice,  it  is  found  that  the  most 
important  sources  of  stray  electric  currents,  which  so  endanger 
engineering  structures,  are  direct-current  electric  railways, 
which  use  the  running-tracks  in  contact  with  ground  for  part 
of  the  electric  circuit. 

Alternating  currents  have  also  been  used  for  some  years 
past  in  a  number  of  electric  railways  employing  the  running 
tracks  as  a  part  of  the  electric  circuit,  and  where  these  tracks 
are  in  contact  with  ground,  stray  alternating  currents  through 
earth  are  produced.  A  number  of  experimental  investigations 
have  shown  that  where  an  alternating  current  flows  from  iron 
or  lead  to  an  electrolyte,  such  as  ordinary  natural  soil,  corro- 
sion from  electrolysis  may  also  be  produced,  but  this  proceeds 
at  a  relatively  slow  rate,  usually  of  the  order  of  one  per  cent 
or  less  of  the  corrosion  produced  by  an  equal  direct  current 
flowing  from  the  metal  to  the  soil.  (See  bibliography.)  With 
alternating  currents,  electrolysis  is,  however,  produced  at  the 
two  electrodes,  instead  of  at  one  electrode  only,  as  with  direct 
current.  So  far  as  the  writer  is  aware,  no  damage  from  elec- 
trolysis due  to  such  stray  alternating  railway  currents  has  been 
reported  to  this  date.  This  may  be  due  to  the  slow  rate  at 
which  corrosion  is  produced  by  alternating  currents,  together 
with  the  fact  that  most  of  these  railways  are  of  relatively  recent 
date  of  installation.  It  may  also  be  due  to  the  fact  that  stray 
direct  currents  are  nearly  always  present  with  the  alternating 
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currents,  and  the  effects  of  these  direct  currents  may  have 
inhibited  or  masked  the  effect  of  the  alternating  currents.  It 
is  therefore  not  possible  at  this  time  to  draw  a  positive  con- 
clusion as  to  the  possible  danger  from  stray  alternating  cur- 
rents. 

The  following  are  the  principal  engineering  structures 
which  may  be  affected  by  electrolysis  from  stray  electric  cur- 
rents : 

(1)  Electric  railway  tracks,  and  iron  or  steel  structures 
supporting  these  tracks 

(2)  Underground  lead-sheathed  cable  systems. 

(3)  Underground  piping  systems 

(4)  Steel  foundations  of  buildings,  bridges,  etc.,  and  rein- 
forced concrete  structures 

The  effects  of  electrolysis  on  these  structures  will  be 
briefly  discussed  under  each  of  the  above  headings.  These  notes 
are  based  on  American  practice  and  the  cited  examples  refer 
to  American  installations.  While  a  large  amount  of  work  has 
been  done  in  America  during  the  past  decade  in  applying  reme- 
dial measures  for  the  protection  of  structures  from  electrolysis, 
nearly  all  of  the  information  relating  to  this  work  exists  only 
in  private  reports  and  is  held  confidential.  This  is  due  largely 
to  the  fact  that  in  many  cases  electrolysis  is  a  subject  of  con- 
troversy between  different  interests;  the  interested  companies 
therefore  naturally  object  to  making  public  the  results  of  such 
measures  as  have  been  applied  to  their  systems.  It  is  also 
partly  due  to  the  fact  that  the  effectiveness  of  remedial  meas- 
ures applied  to  affected  structures  can,  in  many  cases,  be  deter- 
mined only  after  years  of  trial.  For  this  reason,  most  of  the 
examples  given  in  the  following  are  based  on  the  writer's  per- 
sonal experience  and  on  information  obtained  by  him  through 
direct  inquiry.  In  many  of  the  cited  examples  the  locations  of 
the  installations  are  not  given,  because  the  writer  was  not  at 
liberty  to  do  so.  It  is  believed,  however,  that  the  information 
given  is  sufficiently  complete  to  fully  illustrate  the  measures 
which  have  been  applied  and  the  results  which  have  been 
obtained. 

A  brief  statement  of  the  status  of  electrolysis  in  Great 
Britain  and  Germany  is  also  added.    To  the  paper  is  appended 
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a  bibliography  giving  references  to  the  more  important  pub- 
lished papers  on  electrolysis. 

EFFECTS  OF  ELECTROLYSIS  ON  ELECTRIC  RAILWAY  TRACKS 
AND  ON  IRON  OB  STEEL  STRUCTURES  SUPPORTING 

THESE  TRACKS. 

Where  the  running  tracks  of  electric  railways  are  used  for 
part  of  the  electric  circuit  of  the  railway,  and  these  tracks  are 
in  contact  with  ground,  currents  will  shunt  through  the  earth 
from  these  tracks.  Where  this  current  flows  from  the  rails  to 
earth  corrosion  of  the  rails  from  electrolysis  is  produced. 
Spikes  and  metal  ties  which  are  in  contact  with  the  rails  may 
likewise  be  affected  by  electrolysis.  In  most  practical  cases 
this  current  flows  from  rails  to  earth  over  such  a  widely  scat- 
tered area  that  the  current  density  at  the  points  of  leaving  is 
quite  small,  and  the  corrosion  of  rails  from  this  cause  is  corre- 
spondingly slow.  In  such  cases  the  rails  usually  require 
replacement  from  head  wear,  or  for  other  reasons,  before  they 
require  replacement  because  of  the  corrosion  by  electrolysis. 
Certain  cases  have  been  found,  however,  where  severe  corro- 
sion by  electrolysis  was  produced  not  only  of  the  rail  bases,  but 
also  of  the  spikes  fastening  the  rails  to  the  wooden  ties.  In 
these  cases  the  soil  or  ballast  in  contact  with  the  rails  was  rela- 
tively wet,  the  worst  cases  being  found  where  salt  water  was 
present.  In  such  situations  every  precaution  must  be  taken  to 
increase  as  much  as  possible  the  resistance  from  the  tracks  to 
earth.  If  this  does  not  accomplish  the  desired  result,  the  voltage 
drop  in  the  tracks  must  be  reduced,  so  that  the  potential  differ- 
ence between  tracks  and  earth  is  also  reduced. 

The  principal  iron  or  steel  structures  supporting  electric 
railway  tracks  which  may  be  affected  by  electrolysis  are  ele- 
vated and  tunnel  structures.  Where  the  construction  is  such 
that  current  can  reach  these  supporting  structures  from  the 
tracks,  such  currents  may  shunt  from  the  supporting  structures 
to  earth  and  cause  damage  from  electrolysis  at  the  points 
of  leaving. 

Elevated  railway  structures  are  generally  low-resistance 
metallic  conductors,  and  have  in  some  installations  been  used 
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as  conductbrs  for  the  return  current.  For  this  purpose  the 
tracks  are  connected  to  the  structure  at  various  points  along 
the  route  by  copper  tie  cables,  and  the  structures  and  tracks  at 
each  substation  are  connected  by  return  feeder  cables  to  the 
negative  bus-bar.  Where  necessary,  joints  in  the  structural 
steel  are  bonded  by  copper  bond  cables.  In  one  large  installa- 
tion of  this  kind  it  was  found  that  comparatively  large  currents 
were  shunted  by  way  of  the  steel  columns  and  footings  through 
the  earth  and  on  to  underground  pipes  and  cable  sheaths,  with 
resulting  damage  to  these  pipes  and  cables  from  electrolysis 
wherever  these  currents  flowed  from  these  pipes  and  cables  to 
earth  to  return  to  the  structure.  It  was  also  found  that  the 
pillar  footings  of  the  elevated  structure  from  which  current 
was  flowing  to  earth  were  being  seriously  corroded  by  elec- 
trolysis, requiring  the  repairing  of  many  of  these  footings.  In 
this  installation  the  trouble  was  remedied  by  removing  all  con- 
nections from  the  steel  elevated  structure  to  the  running  tracks 
and  to  the  negative  bus-bar,  including  also  many  accidental 
contacts  which  were  found  to  exist  between  the  rails  and  the 
structure.  As  the  running  tracks  are  supported  on  wooden  ties 
and  there  is  no  ballast,  the  structure  is  now  substantially  insu- 
lated from  the  electric  circuit  of  the  railway.  The  additional 
conductance  required  for  the  return  circuit  is  supplied  by  bare 
negative  feeder  cables  placed  on  the  wooden  ties  between  the 
tracks,  which  affords  substantial  insulation  of  these  feeders. 
Connections  are  made  between  structure  and  tracks  through 
suitable  resistances  at  neutral  points  for  the  purpose  of  pre- 
venting the  production  of  excessive  potential  differences 
between  running  tracks  and  structure  under  abnormal  condi- 
tions which  might  arise.  These  neutral  points  were  located 
where  the  running  tracks  are  substantially  at  the  potential  of 
the  earth,  so  as  to  avoid  current  flow  between  tracks  and  earth 
under  normal  conditions. 

Underground  and  under-river  tunnels  often  consist  of  cast- 
iron  shells,  made  in  segments,  usually  two  feet  (0.6  m.)  or  so 
in  length  and  a  part  of  the  circumference  in  width.  These  seg- 
ments are  bolted  together,  and  frequently  interior  grooves  at 
the  joints  are  calked  with  lead  or  other  packing  material.  The 
resistance  of  such  a  tunnel  structure  is  largely  determined  by 
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the  resistances  at  the  surfaces  of  contact  between  the  segments, 
and  therefore  varies  within  wide  limits,  and  may  be  relatively 
high.  A  number  of  resistance  measurements  made  by  the  writer 
of  such  cast-iron  tunnel  structures,  having  a  cross-section  of 
approximately  1250  square  inches  (8060  sq.  cm.),  showed  resist- 
ances varying  from  0.0002  to  0.01  ohm  per  100  feet  (30.5  m.) 
of  tunnel  structure,  which  is,  approximately,  from  5  to  300 
times  the  resistance  that  would  be  obtained  with  continuous 
metal  of  the  same  cross-section.  Where  the  tracks  and  struc- 
ture are  metallically  in  contact  the  latter  acts  as  an  earth  plate 
of  enormous  area,  with  a  potential  diflPerence  between  points 
on  the  plate  equal  to  the  voltage  drop  in  the  tracks  in  contact 
with  the  structure.  Current  directly  proportional  to  this 
voltage  drop  will,  therefore,  shunt  through  earth  from  this 
structure,  with  resultant  corrosion  of  the  structure  by  elec- 
trolysis. 

The  New  York  Central  Railroad  operating  within  the  City 
of  New  York  was  electrified  in  1906  and  uses  a  660-volt  direct- 
current  third-rail  system,  with  the  track  rails  for  the  return 
circuit.  About  two  years  after  beginning  electric  operation  it 
was  found  that  corrosion  from  electrolysis  had  occurred  in  the 
rails  and  spikes  in  a  wet  section  of  the  Park  Avenue  tunnel  on 
Manhattan  Island.  To  cure  this,  drains  were  placed  under  the 
tracks  in  order  to  keep  the  ballast  in  contact  with  the  ties  dry, 
and  thereby  to  increase  the  resistance  from  tracks  to  earth. 
This  has  entirely  eliminated  the  trouble,  as  shown  by  extensive 
tests.  Prom  110th  Street  north  to  the  Harlem  River  this  rail- 
road is  carried  on  a  steel  elevated  structure,  on  which  the  rails 
are  supported  on  wooden  ties  resting  on  stone  ballast.  As  this 
structure  is  a  low-resistance  conductor,  precautions  have  been 
taken  to  prevent  metallic  contacts  and  to  maintain  as  high  a 
resistance  as  possible  between  the  track  rails  and  the  steel 
structure,  thus  preventing  the  flow  of  current  to  earth  through 
the  column  bases  and  eliminating  electrolytic  dangers. 

In  future  constructions  of  iron  or  steel  elevated  and  tunnel 
structures  for  electric  railways,  every  precaution  should  be 
taken  to  prevent  metallic  contacts  between  tracks  and  struc- 
ture, and  to  maintain  as  high  a  resistance  between  tracks  and 
structure  as  possible.    This  will  safeguard  the  structure,  and. 
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in  certain  cases,  also  the  rails,  against  corrosion  by  electrolysis. 
Where  desirable,  connections  between  structure  and  tracks, 
through  suitable  resistances,  may  be  made  at  neutral  points  in 
order  to  avoid  excessive  potential  diflPerences  between  tracks 
and  structure.  These  connections,  however,  should  not  under 
normal  conditions  carry  substantial  currents.  Where,  in 
existing  constructions,  the  resistance  between  structure  and 
tracks  is  low  and  cannot  be  adequately  increased,  and  where 
considerable  currents  shunt  through  structure  and  earth,  the 
most  practical  way  to  reduce  this  shunting  current  is  to  reduce 
the  track  voltage  drop. 

EFFECTS  OF  ELECTROLYSIS  ON  UNDERGROUND  LEAD- 
SHEATHED   CABLE   SYSTEMS. 

Lead-sheathed  underground  telephone,  electric  light  and 
power  cables  are  most  commonly  carried  in  underground  con- 
duits of  vitrified  clay,  concrete,  fibre,  or  wood.  As  the  soil  in 
which  these  conduits  are  buried  is  more  or  less  wet,  moisture 
will  to  a  greater  or  less  degree  get  into  the  ducts  and  thereby 
produce  electrolytic  contact  between  earth  and  the  lead  sheaths 
of  the  cables.  As  these  lead  sheaths  are  relatively  thin  and  as 
the  electrochemical  equivalent  of  lead  is  nearly  four  times  that 
of  iron,  these  lead-sheathed  cables  are  very  sensitive  to  the 
electrolytic  effects  of  stray  currents  reaching  them.  Wherever, 
therefore,  such  lead-sheathed  cables  are  in  underground  con- 
duits in  localities  where  substantial  stray  electric  currents  are 
present,  it  is  generally  found  necessary  to  provide  some  meas- 
ures for  protecting  these  cables  against  corrosion  and  ultimate 
destruction  by  electrolysis.  In  manholes  the  cables  are  gen- 
erally supported  on  iron  brackets.  It  has  sometimes  been 
found  that  currents  flow  from  earth  through  these  iron  brackets 
to  the  cable  sheaths.  This  has  been  prevented  in  some  installa- 
tions by  placing  porcelain  supporting  blocks  between  the 
brackets  and  the  cables.  The  resistance  between  earth  and  the 
lead  cable  sheaths  in  ducts  can  be  increased  by  constructing 
the  ducts  so  as  to  be  as  waterproof  as  possible,  and,  also,  so 
as  to  drain  towards  the  manholes.  It  is  also  important  that  the 
manholes  be  drained,  wherever  this  can  be  done  at  reasonable 
cost.    The  writer  has  found  one  case  where  manholes  had  been 
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allowed  to  remain  partly  filled  with  water,  thereby  maintaining 
the  cables  submerged,  and  where  rapid  electrolytic  destruction 
of  the  cable  sheaths  in  the  manholes  resulted,  in  districts  where 
these  sheaths  were  positive  to  earth. 

The  most  commonly  used  method  of  protecting  lead  cable 
sheaths  is  to  ** electrically  drain''  the  sheaths  to  the  return  cir- 
cuit of  the  electric  railway,  so  that  the  current  is  taken  oflP  by 
metallic  conduction  and  is  thus  prevented  from  leaving  elec- 
trolytically  and  thereby  damaging  the  cable  sheaths.  Where 
*' electrical  drainage"  is  employed,  it  is  important  that  all  of 
the  cable  sheaths  in  the  conduit  system  be  connected  to  the 
drainage  cable;  and,  also,  that  the  cable  sheaths  in  the  man- 
holes be  metallically  connected  together  by  a  copper  strap  or 
bond  wire.  This  is  necessary  in  order  to  prevent  considerable 
potential  differences  between  the  sheaths  of  the  cables  in 
adjoining  ducts,  which  could  cause  currents  to  flow  between 
the  sheaths  of  these  cables  and  to  corrode  them  by  electrolysis. 

Drainage  connections  from  cable  sheaths  should  ordinarily 
not  be  made  to  tracks,  because  a  high-resistance  joint,  or  joints, 
developing  in  the  tracks  may  destroy  the  effectiveness  of  the 
drainage  connection  and,  in  fact,  may  cause  current  to  flow 
**to"  the  cable  sheaths  instead  of  **from"  them.  Such  drainage 
connections  should  preferably  be  made  either  directly  to  the 
negative  bus-bar  or  to  a  negative  feeder  cable  connecting  to  the 
negative  bus-bar.  The  object  of  drainage  connections  is  to 
render  the  cable  sheaths,  throughout,  slightly  negative  to  sur- 
rounding earth  and  to  other  grounded  structures.  If  such  a 
drainage  connection  is  found  to  render  the  cable  sheaths  more 
negative  than  is  necessary  for  protection,  so  that  the  sheaths 
are  "overdrained",  it  is  desirable  to  insert  a  resistance  in  series 
with  the  drainage  connection,  and  to  adjust  this  resistance, 
and,  thereby,  the  current  drained,  until  the  cable  sheaths  are 
only  slightly  negative.  In  the  case  of  power  cables,  it  is  also 
objectionable  to  drain  an  excessive  current  from  the  cable 
sheaths,  because  this  current  will  heat  the  cable  sheaths  and 
impair  the  carrying  capacity  of  the  cables.  If  a  cable  sheath 
is  rendered  highly  negative  to  neighboring  structures,  such  as 
pipes,  this  tends  to  set  up  current  flow  from  the  pipes  to  the 
cable  sheath,  causing  corrosion  of  the  pipes  by  electrolysis.    In 
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practice,  it  is  very  frequently  found  that  cable  sheaths  are  over- 
drained,  rendering  them  a  source  of  serious  danger  to  under- 
ground piping  systems,  and  trouble  from  electrolysis  of  service 
pipes  is  commonly  experienced  where  these  cross  overdrained 
cables.  Such  overdrainage  is  often  due  to  the  employment  of 
a  larger  drainage  cable  than  is  required  at  the  time,  in  order 
to  provide  for  future  growth.  In  such  cases  a  suitable  resist- 
ance should  be  inserted  in  the  cable  drainage  connection,  which 
can  be  readily  adjusted  when  changes  in  the  railway  load  make 
this  necessary. 

It  is  preferable  to  carry  a  cable  drainage  connection 
directly  to  the  railway  substation.  An  ammeter  and  a  knife 
switch  should  then  be  connected  in  such  a  drainage  connection, 
and  readings  of  the  ammeter  noted  at  least  once  every  day,  so 
that  if  abnormal  conditions  develop,  they  can  be  reported  and 
the  cause  determined.  Where  drainage  connections  are  made 
to  a  substation  supplying  an  interconnected  system,  which 
substation  is  periodically  shut  down,  the  drainage  circuit  must 
be  opened  whenever  the  station  is  shut  down.  Local  conditions 
may  make  it  necessary  to  make  drainage  connections  to  a  part 
of  the  electric  railway  circuit  whose  polarity  at  times  reverses 
with  reference  to  the  cable  sheaths.  In  such  a  case  an  auto- 
matic switch  is  inserted  in  series  with  the  drainage  connection 
to  keep  the  drainage  circuit  closed  whenever  the  cable  sheath 
is  positive,  and  to  open  this  circuit  whenever  the  cable  sheath 
is  negative  to  the  drainage  contact.  In  this  way  current  flow 
from  the  railway  circuit  to  the  cable  sheath  is  automatically 
prevented.  Such  automatic  switches,  though  commonly  used  in 
situations  of  this  kind,  are  found  in  practice  to  require  consid- 
erable attention,  and  it  is,  therefore,  preferred  to  make  drainage 
connections  to  points  in  the  electric  railway  circuit  which  are 
at  all  times  negative  to  the  cable  sheaths. 

Insulating  joints  in  the  lead  sheaths  of  cables  have  been 
used  in  some  special  cases  as  protection  against  stray  currents, 
but  these  joints  must  only  be  used  with  caution,  so  that  poten- 
tial differences  suflScient  to  harm  the  sheaths  may  not  be  set 
up  across  the  joints.  Such  insulating  joints  in  cable  sheaths 
should,  wherever  possible,  be  located  in  relatively  dry  places. 
In  some  installations  insulating  joints  have  been  used  on  indi- 
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vidual  cable  runs  in  the  positive  area  for  the  purpose  of  break- 
ing up  the  electrical  continuity  of  the  lead  sheaths  and  stop- 
ping rapid  localized  destruction  from  electrolysis,  but  these 
joints,  in  such  situations,  will  not  generally  afford  permanent 
and  complete  protection,  and  such  insulating  joints  are  not 
generally  applicable  to  cable  networks.  Special  cases  arise, 
however,  where  insulating  joints  may  be  used  to  prevent  cur- 
rent from  reaching  the  sheaths  of  cable  systems.  It  is  found  in 
practice  that  where  an  underground  cable  network  has  laterals 
into  buildings,  considerable  currents  frequently  flow  from  pipes 
to  the  sheaths  of  the  laterals  through  accidental  metallic  con- 
tacts in  the  building,  and  thence  to  the  cable  system.  Such 
current  flow  to  the  cable  system  is  most  effectively  stopped  by 
introducing  an  insulating  joint  in  the  sheath  of  the  cable  lateral 
or  in  the  pipe  service  inside  of  the  building.  It  is,  in  fact,  the 
practice  of  a  number  of  large  telephone  companies  to  install 
insulating  joints  in  the  sheaths  of  all  laterals  inside  of  build- 
ings for  this  purpose. 

Where  laterals  or  sections  of  cables  connecting  to  the  main 
cable  system  are  carried  in  iron  conduits  in  negative  districts, 
it  is  sometimes  found  that  considerable  current  flows  from  earth 
to  the  iron  conduits  and  thence  to  the  cable  sheaths,  which  cur- 
rent is  delivered  to  the  sheaths  of  the  cable  system.  Such  cur- 
rent flow  can  generally  be  stopped  by  introducing  an  insulating 
joint  in  the  sheath  of  the  cable  where  it  leaves  the  iron  conduit 
and  before  it  is  connected  to  the  main  cable  system.  The  writer 
has  found  a  case  of  this  kind  where  laterals  from  a  cable  system 
to  arc  lamp  poles  were  carried  in  iron  conduits,  and  where  con- 
siderable current  flowed  from  earth  to  the  conduits  and  thence 
to  the  cable  sheaths.  Insulating  joints  were  installed  in  the 
sheaths  of  each  of  these  arc  light  laterals  in  the  manholes  from 
which  the  iron  pipe  conduits  were  laid,  and  this  current  flow  to 
the  cable  system  was  thereby  stopped. 

In  certain  localized  sections  of  a  cable  run  it  is  sometimes 
found  that  considerable  current  flows  to  the  cable  sheaths.  A 
common  example  of  this  is  where  a  cable  crosses  a  steel  bridge 
in  an  iron  conduit,  and  where  the  conduit  is  in  metallic  contact 
with  the  structure  of  the  bridge  and  through  this  with  electric 
railway  tracks  on  the  bridge.    In  such  places  considerable  cur- 
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rents  may  be  caused  to  flow  from  the  tracks  through  the  bridge 
structure  and  the  iron  conduit  to  the  cable  system.  In  order 
to  stop  this  flow  of  current  to  the  cable  sheaths,  insulating 
joints  have  been  installed  in  the  cable  sheaths  on  each  side  of 
the  bridge.  The  outer  ends  of  the  cable  sheaths  may  be  con- 
nected by  an  insulated  copper  cable  where  necessary  to  prevent 
the  existence  of  a  dangerous  potential  difference  across  them. 

A  simple  and  cheap  construction  of  insulating  joint  for 
lead  cable  sheaths,  which  is  extensively  used,  consists  in  cutting 
a  narrow  band  of  lead  out  of  the  sheath  and  covering  the  break 
with  a  suitable  insulating  material  so  as  to  prevent  entrance 
of  moisture. 

In  future  installations  of  underground  cable  systems  pre- 
cautions should  be  taken  to  prevent  electrical  contacts  with  other 
metallic  structures  from  which  currents  may  flow  to  the  cables. 
In  building  laterals,  insulating  joints  should  be  installed  in  the 
cable  sheaths  directly  inside  of  the  building  wall.  The  cable 
ducts  should  also  be  constructed  so  as  to  be  as  nearly  water- 
proof as  possible  and  should  slope  so  as  to  drain  to  the  man- 
holes, and  the  latter  should  be  drained  to  sewers  wherever  prac- 
ticable. For  main  cable  runs  insulating  joints  may  be  installed 
in  special  cases  to  break  up  the  electrical  continuity  of  the  lead 
sheaths,  but  such  joints  must  be  installed  only  with  great  cau- 
tion, and  only  where  they  do  not  cause  the  sheath  on  one  side 
of  the  joint  to  become  dangerously  positive  in  potential  to  sur- 
rounding earth.  Insulating  joints  cannot  be  generally  applied 
to  the  sheaths  of  cable  networks. 

EFFECTS  OF  ELECTROLYSIS  ON  UNDERGROUND  PIPING 

SYSTEMS. 

Underground  piping  systems  for  the  transmission  and  dis- 
tribution of  gas,  water,  oil,  and  similar  materials,  consist  of 
lengths  of  iron  pipe  joined  together  with  screw  couplings,  lead 
or  other  forms  of  joint.  Screw  coupling  joints  generally  have 
A  very  low  electrical  resistance,  comparable  to  the  pipe  itself. 
Oast  lead  or  lead  wool  joints  have  an  electrical  resistance  which 
is  equivalent  to  from  a  few  feet  to  several  hundred  feet  of  con- 
tinuous pipe,  so  that  the  resistance  of  the  lead  joints  in  a  pipe 
line  is  usually  much  larger  than  the  resistance  of  the  pipe  itself. 
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Cement  joints  generally  have  a  very  high  resistance,  compared 
with  the  pipe,  so  that  they  may  be  classed  with  insulating  joints. 

Attempts  have  been  made  to  protect  underground  pipes 
from  electrolysis  by  insulating  them  from  earth  by  paints  or 
dips.  Practical  experience  as  well  as  a  large  number  of  tests 
have,  however,  shown  that  no  dip  or  paint  will  permanently 
protect  a  pipe  against  electrolysis  in  wet  soil.  The  first  diffi- 
culty is  to  apply  the  paint  so  as  to  form  an  absolutely  perfect 
coating,  and  the  second  one  is  to  prevent  mechanical  damage 
to  the  coating  during  shipment  and  installation  of  the  pipe. 
Experience  further  shows  that  even  where  coatings  of  paints  or 
dips  are  apparently  intact,  electrolytic  action  is  not  always  pre- 
vented, and,  in  fact,  very  serious  electrolytic  pittings  have  been 
found  under  apparently  good  coatings.  It  has  been  found  that 
in  most  cases  the  applied  coatings  have  either  been  completely 
destroyed  by  the  effects  of  the  wet  soil  and  the  electric  cur- 
rents, or  defects  in  the  coating  have  developed,  causing  con- 
centrated corrosion  at  such  defective  spots.  Where  it  is 
attempted  to  apply  a  heated  material  like  pitch  or  asphaltum 
to  a  cold  pipe,  it  is  impossible  to  completely  cover  the  pipe. 
Pitch  and  similar  compounds  have  been  applied  to  pipes  with 
wrappings  of  jute  or  of  some  similar  material.  A  number  of 
layers  can  be  applied  in  this  way  so  as  to  build  up  any  desired 
thickness  of  insulating  covering.  Such  covering  if  sufficiently 
thick  will  afford  protection  against  electrolysis,  provided  that 
it  is  mechanically  perfect.  The  great  difficulty  in  practice  is  to 
install  such  covering  without  leaving  defective  spots  through 
which  moisture  will  have  access  to  the  metal  of  the  pipe. 

Pipes,  where  positive  to  earth,  which  are  covered  with 
imperfect  insulating  coatings,  or  coverings  exposing  bare  spots 
of  metal,  are  in  much  greater  danger  from  electrolysis  than  are 
bare  pipes,  for  the  reason  that  the  stray  currents  will  leave  only 
from  these  bare  spots,  and  here  produce  concentrated  corro- 
sion. The  writer  has  seen  cases  where  a  pipe  coated  with  an 
imperfect  insulating  covering  was  pitted  nearly  through  in  one 
year,  whereas  a  bare  pipe  in  the  same  locality  was  very  much 
less  affected,  because  the  corrosion  was  distributed  over  a  larger 
surface. 

One  form  of  insulating  covering  which  appears  to. afford 


EFFECTS  OF  ELECTROLYSIS  ON  ENGINEERING  STRUCTURES        179 

certain  protection  is  a  layer  of  one  to  two  inches  (2.5  to  5  cm.) 
of  a  material  like  coal  tar  pitch,  parolite,  or  asphaltum,  of  such 
a  grade  that  it  is  not  brittle,  and  so  will  not  crack,  but  yet  is 
hard  enough  to  remain  in  place.  The  best  way  to  apply  such  a 
layer  is  to  surround  the  pipe  with  a  wooden  box,  support  the 
pipe  upon  creosoted  blocks  of  wood  or  upon  blocks  of  glass,  and 
then  fill  the  space  between  the  box  and  the  pipe  with  the  molten 
material.  When  applying  this  material  great  care  must  be 
exercised  to  avoid  getting  stones  or  dirt  into  the  mixture,  and 
also  to  avoid  leaving  bare  spots  on  the  pipe.  The  cost  of 
carrying  out  such  an  installation  is  prohibitive,  however,  except 
in  very  special  cases,  such  as  that  of  service  pipes  in  very  bad 
localities,  or  that  of  very  important  individual  pipe  lines  of 
small  or  medium  size.  Embedding  a  pipe  in  cement  or  con- 
crete, even  if  this  is  several  inches  in  thickness,  will  not  pro- 
tect it  from  electrolysis,  because  damp  cement  or  concrete  is 
an  electrolytic  conductor. 

Current  flow  on  metallic  pipe  lines  can  be  practically  pre- 
vented by  using  a  sufScient  number  of  insulating  joints.  A 
pipe  line  laid  with  every  joint  an  insulating  joint  has  a  com- 
paratively high  resistance  and  no  substantial  current  can  flow 
on  such  a  pipe  line.  It  is  sometimes  possible  in  the  case  of  indi- 
vidual pipe  lines  to  use  comparatively  few  insulating  joints  to 
break  up  the  electrical  continuity  of  the  line  and  substantially 
protect  it  from  electrolysis,  but  such  joints  must  be  installed 
only  after  adequate  tests  have  shown  that  sufficient  current 
will  not  leave  the  pipe  on  the  positive  side  of  a  joint  to  flow  to 
earth  and  do  serious  damage  by  electrolysis.  Insulating  joints 
in  pipe  lines  should  not  be  confined  to  the  positive  areas,  but 
should  be  installed  in  all  places  along  the  pipe  line  where  there 
is  any  considerable  potential  gradient  in  the  earth  parallel  to 
the  pipe.  The  frequency  with  which  insulating  joints  must  be 
installed  in  a  pipe  line  in  order  to  assure  reasonable  protection 
from  electrolysis  depends  upon  the  potential  gradient  through 
earth  and  upon  the  electrical  resistivity  of  the  earth.  The  effec- 
tive resistance  of  a  short  insulating  joint  is  practically  the  same 
its  that  of  a  long  joint.  However,  a  long  insulating  joint  gives  a 
more  even  distribution  of  leakage  current  than  a  short  joint, 
And  hence  a  long  insulating  joint  is  to  be  preferred  where  there 


180        EFFECTS  OF  ELECTROLYSIS  ON  ENGINEERING  STRUCTURES 

is  considerable  potential  difference  across  the  joint,  or  where 
the  resistance  of  the  surrounding  earth  is  low.  The  effect  of  a 
long  joint  can  be  practically  secured  from  a  short  insulatintj 
joint,  by  surrounding  the  joint  and  the  pipe  for  some  distance 
on  each  side  of  the  joint  with  a  heavy  layer  of  insulating  mate- 
rial. In  practice,  such  insulating  joints,  in  important  pipe 
lines,  and  the  pipe  for  a  distance  of  from  5  to  25  feet  (1.5  to 
7.6  m.)  on  each  side  of  the  joint  have  frequently  been  covered 
with  a  layer  of  from  one  to  two  inches  (2.5  to  5  cm.)  of  insu- 
lating compound. 

Where  small  service  pipes  are  endangered  by  current 
which  flows  to  them  either  from  the  main  or  from  house  piping, 
such  current  flow  can  be  prevented  and  the  service  pipe  pro- 
tected by  placing  an  insulating  joint  in  the  service  pipe  at  the 
main  or  in  the  building. 

Transmission  pipe  lines,  made  up  of  iron  pipes  with  elec- 
trically conducting  joints,  frequently  extend  across  country  for 
many  miles,  and  such  pipes  may  cross  and  parallel  electric  rail- 
way lines  of  the  same  or  of  different  systems.  The  writer  has 
investigated  a  number  of  pipe  lines  of  this  kind  and  has  fre- 
quently found  that  stray  currents  from  the  electric  railways 
reaching  these  pipes  have  seriously  damaged  them  by  elec- 
trolysis. It  is  often  found  that  the  stray  currents  will  flow  to 
and  from  the  pipes  not  only  where  these  are  close  to  electric 
railway  tracks,  but  also  in  localities  many  miles  away  from  such 
tracks,  and  in  sections  of  country,  like  open  fields,  where  there 
are  no  other  underground  metallic  structures.  Attempts  have 
been  made  in  some  of  these  cases  to  protect  the  pipe  line  by 
installing  insulating  joints  at  a  few  points  in  the  line,  especially 
at  crossings  of  electric  railway  tracks.  It  has  generally  been 
found,  however,  that  the  pipe  on  one  side  of  the  joint  was 
thereby  rendered  highly  positive  in  potential  to  the  surrounding 
earth,  resulting  in  rapid  destruction  of  the  pipe  on  the  posi- 
tive side  of  the  joint,  thus  causing  more  acute  danger  than 
existed  before,  when  the  current  left  the  pipe  over  a  more  dis- 
tributed area.  In  some  cases  where  large  currents  were  found 
flowing  between  long-distance  pipe  lines  and  the  tracks  of  elec- 
tric railways  at  points  of  crossing,  considerable  improvement 
was  produced  by  employing  broken  stone  ballast  and  keeping 
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the  tracks  out  of  contact  with  the  ground  for  several  hundred 
feet  on  each  side  of  the  crossing,  thereby  greatly  increasing  the 
resistance  from  tracks  to  earth.  In  general,  however,  satis- 
factory protection  of  long-distance  pipe  lines,  under  conditions 
where  stray  currents  from  electric  railways  flow  to  and  from 
them  over  extended  areas,  cannot  be  obtained  by  any  remedial 
measures  which  can  be  applied  to  the  pipes. 

It  is  occasionally  found  in  long  pipe  lines  that  large  cur- 
rents flow  to  and  from  localized  sections  of  the  line  where  there 
are  many  electric  railway  tracks  and  where  the  pipe  is  rela- 
tively close  to  these  tracks.  In  some  cases,  the  pipe  in  such 
localized  sections  has  been  protected  by  insulating  joints  spaced 
with  sufficient  frequency  to  prevent  dangerous  voltages  across 
any  one  of  the  joints.  In  other  cases,  the  pipe  in  such  a  section 
has  been  covered  with  a  thick  layer  of  insulating  material,  and, 
as  an  additional  precaution,  insulating  joints  have  been  in- 
stalled in  the  pipe  at  each  end  of  the  insulating  covering,  so  that 
if  any  defective  spots  in  the  covering  should  develop,  no  cur- 
rent can  reach  the  pipe  at  these  spots  and  produce  electrolysis. 
In  an  investigation  extending  over  about  100  miles  (161  km.) 
of  an  8-inch  (20.3  cm.)  steel  cross-country  pipe  line,  made  by 
the  writer,  stray  currents  from  neighboring  electric  railways 
were  found  at  all  points  tested.  In  a  section  of  about  6  miles 
(9.7  km.)  of  this  pipe  line,  where  it  crosses  and  runs  close  to  a 
number  of  electric  railway  tracks,  large  stray  railway  currents 
were  found  flowing  to  and  from  the  pipe  and  causing  serious 
corrosion  of  the  pipe  by  electrolysis.  In  order  to  protect  the  pipe 
in  this  region  against  this  very  acute  danger,  twenty-six  insu- 
lating joints  were  installed  at  selected  points,  and  portions 
aggregating  a  total  length  of  about  3^^  miles  (5.6  km.)  of  pipe 
were  also  covered  with  one  to  two  inches  (2.5  to  5  cm.)  of  paro- 
lite  surrounded  by  a  wooden  box,  with  the  pipe  resting  on  rect- 
angular glass  blocks.  At  both  sides  of  this  insulated  section 
it  was  found  that  neither  insulating  joints  nor  insulating  cov- 
ering could  be  safely  applied  to  protect  the  pipe  without  carry- 
ing the  insulation  practically  over  the  entire  length  of  the 
pipe,  which  would  have  been  prohibitive  in  expense.  Protec- 
tion of  the  pipe  here  can  be  secured  only  by  adequate  improve- 
ments in  the  electric  railway  systems. 
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Where  considewible  currents  leave  a  relatively  short  sec- 
tion of  pipe  and  endanger  it  by  electrolysis,  this  section  can  be 
protected  by  surrounding  it  with  an  auxiliary  pipe  electrically 
connected  to  it,  so  that  the  current  will  leave  from  the  auxiliary 
pipe.    This  is  called  ** shielding**. 

It  is  sometimes  found  that  underground  pipes  and  other 
metallic  structures  of  a  gas  works  receive  stray  currents  from 
the  various  pipes  which  connect  the  works  to  outside  piping 
systems.  Since  stray  currents  are  particularly  objectionable 
here,  on  account  of  electrolysis  and  also  possible  danger  from 
electric  sparks,  the  entrance  of  such  currents  has,  in  some  gas 
works,  been  prevented  by  installing  insulating  joints  in  each  of 
the  pipes  connecting  to  the  works. 

In  one  gas  works,  which  is  located  on  a  salt  water  inlet 
opposite  the  railway  power  station,  large  stray  currents  were 
found  flowing  through  the  gas  works  and  endangering  not  only 
the  piping  of  the  works  but  also  the  bottoms  of  tanks.  At  the 
railway  power  station  the  negative  bus-bar  was  connected  by 
bare  underground  cables  to  the  tracks  directly  in  front  of  the 
station;  and  this  caused  stray  currents  to  concentrate  towards 
this  power  station,  some  of  which,  in  their  path,  flowed  through 
the  gas  works.  In  the  case  of  two  oil  tanks  stray  currents  of 
considerable  magnitude  were  found  to  flow  to  the  tanks  from 
the  connecting  oil  pipes  and  thence  to  earth;  to  protect  the 
tanks,  insulating  joints  were  installed  in  these  pipes,  thereby 
preventing  the  entrance  of  current.  The  stray  currents  through 
the  works  were  later  substantially  eliminated  by  disconnecting 
the  bus-bar  at  the  power  station  from  the  tracks  and  from  all 
ground  contacts,  and  installing  insulated  return  feeders  to 
points  in  the  tracks  surrounding  the  gas  works,  which  feeders 
were  proportioned  for  equal  voltage  drops.  In  this  way  a  sub- 
stantially equipotential  zone  was  set  up  around  the  works,  and 
the  former  tendency  for  current  to  flow  through  the  works  was 
removed. 

While  in  a  number  of  American  cities  electrical  drainage 
has  been  applied  to  both  the  gas  and  water  piping  systems  as 
a  protection  against  electrolysis,  no  complete  tests  of  an  exten- 
sive electrical  drainage  system  applied  to  pipes  are  available, 
so  far  as  the  writer  is  aware.    Such  tests  as  have  been  published 
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consist  only  of  current  measurements  on  the  pipes  and  of  poten- 
tial measurements  between  the  drained  pipes  and  trolley  tracks. 
The  complete  data  from  which  to  judge  the  effectiveness  of  the 
system  would  involve  the  results  of  many  other  tests,  particu- 
larly of  measurements  of  drop  across  joints  in  the  pipes,  and  of 
measurements  of  potential  difference  between  the  drained  pipes 
and  other  underground  structures. 

Electrical  drainage  was  first  applied  to  lead  cable  sheaths, 
and  the  success  in  protecting  cable  sheaths  in  this  manner  led 
to  the  attempts  to  apply  the  drainage  method  also  to  pipes. 
There  are  marked  differences,  however,  between  an  under- 
ground piping  system  and  a  lead  cable  system,  which  render 
the  piping  system  much  less  suited  for  electrical  drainage.  The 
principal  difference  is  that  cable  sheaths  are  continuous  elec- 
trical conductors,  while  pipes  may  be  more  or  less  discontinuous 
due  to  the  presence  of  high  resistance  joints.  Another  differ- 
ence is  that  the  lead  cable  sheaths  are  relatively  small  and  are 
carried  in  ducts,  which  are  mostly  non-metallic,  so  that  only 
part  of  the  surface  of  the  cables  is  in  contact  with  earth, 
whereas  underground  pipes  are  buried  directly  in  earth  and 
generally  present  enormous  contact  areas  to  earth.  The  result 
is  that  when  electrical  drainage  is  applied  to  pipes,  the  currents 
on  the  pipes  are  very  greatly  increased.  This  results  in  danger 
of  current  shunting  around  high  resistance  joints  or  leaving 
the  pipe  on  the  positive  side  of  a  joint  to  flow  to  other  struc- 
tures. One  case  of  this  kind  is  reported  to  the  writer  where 
a  4-inch  (10  cm.)  cast-iron  water  main,  which  was  electrically 
drained  to  the  street  railway  tracks,  was  badly  pitted,  causing 
a  water  leak  on  one  side  of  a  sleeve  coupling.  The  pipe  for 
some  distance  on  this  side  of  the  sleeve  was  also  badly  pitted. 
In  this  case  the  sleeve  had  undoubtedly  developed  high  resist- 
ance and  current  was  leaving  the  pipe  on  the  positive  side  of 
the  sleeve. 

If  the  pipe  which  is  electrically  drained  is  one  which  con- 
veys an  inflammable  liquid  or  gas,  or  if  it  passes  through  a  man- 
hole or  other  confined  space  where  infiammable  gases  may  col- 
lect, the  flow  of  stray  current  on  the  pipe  may  involve  the  dan- 
ger of  an  explosion  or  fire,  particularly  at  times  when  the  con- 
tinuity of  the  pipe  is  interrupted  for  repairs  or  for  other  causes. 
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Many  cases  have  been  reported  where  in  interrupting  or  rejoin- 
ing or  reealking  mains,  electric  arcing  was  produced.  The 
writer  has  found  that  in  a  number  of  cities  where  pipe  drainage 
is  employed  it  is  the  general  practice,  when  mains  are  to  be 
interrupted  or  a  joint  is  to  be  recalked,  to  first  connect  a  heavy 
copper  wire  across  the  proposed  break,  so  as  to  prevent  danger 
from  arcing.  The  writer  has  also  found  one  case  where  a 
high-pressure  gas  main  pulled  apart  at  a  joint  in  an  open  ditch, 
and  the  arc  caused  by  the  interruption  of  the  main  ignited  the 
gas  and  made  it  necessary  to  shut  off  the  gas  from  this  main, 
and  thereby  the  gas  supply  for  an  entire  town,  in  order  to 
extinguish  the  flames  and  repair  the  break.  In  this  case  the  gas 
main  was  electrically  drained  to  the  power  station  and  carried 
a  large  current. 

In  the  October,  1914,  Quarterly  of  the  National  Fire  Pro- 
tection Association  two  cases  of  gas  explosions  are  described 
which  were  caused  by  gas  leakage  from  pipes  which  had  been 
pitted  by  electrolysis,  which  pipes  were  electrically  drained. 

Where  both  gas  and  water  service  pipes  enter  buildings, 
the  result  of  producing  large  stray  currents  on  the  pipes  is, 
generally,  also  to  produce  a  flow  of  these  stray  currents  through 
buildings,  the  current  flowing  in  on  one  service  pipe,  passing 
to  the  other  service  pipe  through  metallic  contacts  in  the 
building,  and  then  flowing  out  on  the  other  service  pipe.  Such 
stray  currents  through  buildings  constitute  a  serious  fire 
hazard.  In  the  National  Fire  Protection  Association  Quarterly 
referred  to  above,  a  case  of  this  kind  is  also  described,  where  a 
gas  service  pipe  showing  marked  pits  from  electric  arcing  with 
a  water  service  pipe  was  taken  from  the  cellar  of  a  building. 
The  writer  has  also  seen  cases  where  severe  arcing  was  pro- 
duced between  water  and  gas  service  pipes  in  buildings  when- 
ever there  was  vibration  of  the  pipes. 

The  complete  application  of  electrical  drainage  to  pipes 
will  involve  draining  all  underground  piping  systems,  and,  in 
fact,  bonding  together  all  underground  metallic  structures 
affected  by  the  stray  currents,  in  such  a  way  that  at  every  point 
where  different  structures  come  into  proximity  in  earth,  they 
are  brought  to  practically  the  same  potential.  If  this  is  not 
done  there  will  be  at  such  points  a  flow  of  current  through  the 
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earth  from  the  structure  of  higher  potential  to  that  of  lower 
potential,  thus  causing  corrosion  of  the  former. 

When  electrical  drainage  is  applied  to  a  single  system  of 
underground  pipes,  without  making  a  complete  investigation  of 
the  effects  of  possible  high  resistance  joints,  etc.,  the  installation 
may  be  made  at  relatively  small  cost,  and  when  so  applied,  it 
usually  relieves  the  acute  danger  from  electrolysis  in  the  imme- 
diate neighborhood  where  the  drainage  connections  are  made. 
Both  of  these  considerations  have  served  to  favor  the  electrical 
drainage  system.  However,  a  single  drained  underground 
piping  system  becomes  a  source  of  serious  danger  to  other 
systems.  If  electrical  drainage  is  applied  comprehensively  to 
all  underground  metallic  systems,  it  will  not  only  be  found 
very  expensive  to  install  but,  likewise,  expensive  to  maintain, 
because  as  railway  and  piping  systems  are  changed  the  drainage 
system  must  be  changed  accordingly.  The  large  increase  in 
current  on  underground  structures  produced  by  electrically 
draining  them  also  brings  about  dangerous  conditions  at  scat- 
tered and  unknown  places,  which  is  a  serious  objection  to  this 
method.  As  an  example,  in  Pittsburgh,  where  electrical 
drainage  is  extensively  applied  to  the  water  and  gas  pipes,  it 
is  reported  (Proc.  The  Engineers'  Society  of  Western  Pennsyl- 
vania, July,  1911)  that  drainage  cables  aggregating  17,000,000 
cir.  mils  (86  sq.  cm.)  in  cross-section  connect  to  these  pipes 
from  the  main  railway  supply  station,  and  that  the  current 
drained  from  these  pipes  is  nearly  one  half  of  the  total  station 
current. 

In  the  future  installations  of  underground  piping  systems 
in  the  neighborhood  of  electric  railways,  precautions  should  be 
taken  to  minimize  flow  of  stray  current  to  the  pipes.  To  this 
end  the  pipes  should  be  laid  as  far  from  the  electric  railway 
tracks  at  practicable.  Metallic  contacts  with  the  tracks,  such 
as  may  exist  at  iron  gate  or  similar  boxes  used  in  water  piping 
systems,  must  be  carefully  avoided.  Where  the  pipes  cross 
steel  bridges  carrying  electric  railway  tracks  in  metallic  con- 
tact with  the  bridge  structure,  the  pipes  should  be  supported 
on  wooden  blocks  or  otherwise  insulated  from  the  metal  of  the 
bridge  structure.  Insulating  joints  should  be  installed  at  the 
entrance  of  pipes  to  car  barns,  as  it  is  frequently  found  that  the 
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pipes  inside  of  the  barns  are  in  metallic  contact  with  the  tracks 
through  the  building  structure.  In  special  cases  of  individual 
pipe  lines,  insulating  joints  and,  in  some  cases,  also  insulating 
covering  of  adequate  thickness,  may  be  employed  in  localized 
sections  where  conditions  are  found  to  be  suited  to  their  install- 
ation. 

EFFECTS  OF  ELECTROLYSIS  ON  STEEL  FOUNDATIONS  OF 
BUILDINGS,  BRIDGES,  ETC.,  AND  ON  REINFORCED 

CONCRETE  STRUCTURES. 

Where  steel  structural  work  is  in  contact  with  earth  or  is 
embedded  in  concrete  which  is  in  contact  with  earth,  it  is 
essential  that  every  precaution  be  taken  to  prevent  stray  elec- 
tric currents  flowing  from  the  steel  to  earth  or  to  concrete, 
because  corrosion  of  the  steel  and  ultimate  cracking  of  the 
concrete  may  result.  Stray  current  is  most  likely  to  reach  such 
steel  building  structures  by  means  of  pipes  or  cable  sheaths 
entering  the  structure  from  underground  piping  or  cable  sys- 
tems. When  such  structures  are  located  where  stray  electric 
currents  are  likely  to  exist,  it  is  therefore  desirable  to  make 
measurements  of  current  on  all  pipes  and  cables  which  enter 
the  building,  and,  where  appreciable  current  is  found,  to  install 
insulating  joints  in  such  pipes  and  cable  sheaths.  In  the  case 
of  steel  bridges  carrying  electric  railway  tracks,  these  tracks 
are  frequently  laid  so  as  to  be  in  metallic  contact  with  the 
bridge  structure.  Where  the  tracks  are  positive  in  potential 
to  earth,  currents  may  flow  from  the  tracks  to  the  bridge  struc- 
ture and  thence  to  earth  by  way  of  the  grounded  ends  or  struc- 
tural steel  foundations  of  the  bridge,  causing  corresponding 
corrosion  of  the  steel  at  the  points  of  leaving.  The  most  direct 
and  generally  the  only  practicable  cure  in  such  cases  is  to  sub- 
stantially insulate  the  tracks  from  the  bridge  structure.  In  all 
new  construction  this  should  be  done  in  order  to  protect  the 
bridge  foundations  against  possible  damage  by  electrolysis. 
Where  pipes  and  lead-sheathed  cables  are  carried  by  the  steel 
bridge  structure,  this  precaution  will  also  prevent  current  from 
flowing  from  the  tracks  through  the  bridge  structure  to  the 
pipes  and  cable  sheaths,  which  current  would  endanger  the 
pipes  and  cable  sheaths  at  points  of  leaving  to  earth. 
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To  cause  damage  to  a  reinforced  concrete  structure  by 
electrolysis,  an  electric  current  must  flow  between  the  rein- 
forcing steel  and  the  surrounding  concrete.  Such  current  may 
be  leakage  current  from  a  direct-current  lighting  system  or 
stray  currents  flowing  through  the  building.  The  conditions 
required  for  producing  electrolysis  of  steel  embedded  in  con- 
crete are  such,  however,  that  this  can  result,  in  the  case  of  rein- 
forced concrete  structures,  only  in  special  situations;  for 
example,  where  there  is  an  excessive  voltage  drop  through  the 
earth  at  the  foundations  of  the  building;  or  where  stray  cur- 
rent is  brought  by  way  of  service  pipes  or  cable  sheaths  into 
the  building  and  to  the  reinforcing  steel;  or  where  there  is  a 
direct  contact  between  the  reinforcing  steel  and  one  side  of  a 
direct-current  lighting  system,  the  other  side  of  the  system 
being  grounded.  It  is,  therefore,  a  wise  precaution  to  install 
insulating  joints  in  all  pipes  and  lead  sheaths  of  cables  which 
enter  a  reinforced  concrete  structure.  It  has  been  proposed  to 
protect  reinforced  concrete  structures  by  making  the  rein- 
forcing steel  electrically  continuous  throughout,  and  connecting 
it  to  the  negative  terminal  of  the  source  of  stray  current  or  of  a 
low-voltage  generator.  While  this  would  prevent  corrosion  of 
the  steel  by  electrolysis,  it  may  result  in  destruction  of  the 
bond  between  the  reinforcing  steel  and  the  concrete,  which 
results  when  current  flows  from  concrete  to  steel. 

The  structural  steel  of  the  Grand  Central  Terminal  of  the 
New  York  Central  Railroad  in  New  York  City  extends  over  an 
area  of  approximately  40  acres  (0.16  sq.  km.).  The  tracks  in 
this  terminal  and  yard  are  insulated,  as  far  as  possible,  from 
the  structural  steel.  To  accomplish  this  the  tracks  are  carried 
on  wooden  ties  embedded  in  concrete  or  stone  ballast,  and  the 
latter  is  well  drained  so  as  to  be  maintained  dry.  Care  is  taken 
to  prevent  accidental  contacts  between  the  track  rails  and  the 
structural  steel.  Foreign  pipes  and  lead  sheathed  cables 
entering  the  structure  are  provided  with  insulating  joints 
whereby  the  flow  of  current  into  the  structure  by  way  of  these 
outside  conductors  is  prevented.  Foreign  pipes  crossing  the 
terminal  at  street  level  are  carried  on  wooden  supports  em- 
bedded in  sand,  which  is  maintained  dry  by  draining.  In  addi- 
tion to  these  precautions,  the  voltage  drop  in  the  tracks  in  this 
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terminal  and  yard  is  kept  very  low  by  having  a  substation 
located  directly  in  the  terminal,  and  by  employing  large  insu- 
lated conductors  for  all  negative  feeder  cables.  As  a  final  pre- 
caution, the  structure  is  electrically  drained  to  the  substation 
negative  bus-bar  so  as  to  remove  from  the  structure  any 
possible  currents  that  might  reach  it,  and  prevent  any  possi- 
bility of  this  current  leaving  through  the  foundation  steel.  Fre- 
quent periodic  electrolysis  surveys  are  made  and  careful  watch 
is  kept  of  the  entire  situation  in  this  terminal.  Permanent  pairs 
of  contacts,  five  feet  (1.5  m.)  apart,  are  installed  on  selected 
columns,  which  contacts  extend  through  the  concrete  and 
enable  measurements  of  current  flow  in  the  columns  to  be  made. 
The  current  drained  from  the  structure  is  also  carefully 
watched,  and  when  the  maximum  permitted  current  is  exceeded, 
an  investigation  is  made  and  the  cause  removed. 

In  all  new  structural  steel  construction  extending  into  the 
earth,  it  is  a  wise  precaution  to  install  insulating  joints  in  all 
pipes  and  cable  sheaths  which  connect  to  the  structure  from 
outside  systems,  and,  in  fact,  to  take  every  precaution  to  pre- 
vent stray  electric  currents  from  reaching  the  steel  structure 
through  metallic  connections  of  any  kind. 

STATUS  OF  ELECTROLYSIS  IN  GREAT  BRITAIN  AND 

GERMANY. 

In  Great  Britain  the  Board  of  Trade  prescribes  regulations 
for  electric  railways  designed  to  minimize  leakage  of  currents 
from  such  railways  through  earth.  These  Board  of  Trade  regu- 
lations have  been  in  effect  about  twenty  years.  The  most  impor- 
tant of  the  requirements  limits  the  potential  difference  between 
any  two  points  in  the  uninsulated  return  circuit  to  7  volts.  In 
practice,  it  is  found  that  British  electric  railways  operate  well 
within  the  prescribed  Board  of  Trade  limits,  and  it  is  reported 
that  in  many  railways  the  maximum  voltage  drop  in  the  tracks 
does  not  exceed  4  volts.  Experience  has  shown  that  this  affords 
adequate  protection  to  underground  structures  against  electrol- 
ysis, and  no  remedial  measures  have  been  applied  to  under- 
ground pipe  or  cable  systems.  So  far  as  the  writer  has  been 
able  to  learn,  practically  no  cases  of  electrolytic  destruction  of 
underground  structures  have  been  reported  in  Great  Britain. 
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Tests  made  on  underground  pipes  in  Manchester,  England,  by 
J.  G.  Cunliflfe  and  R.  G.  Cunliflfe  (see  bibliography),  did  not 
show  any  measurable  current  on  any  of  the  underground  pipes 
tested. 

In  Germany  the  subject  of  electrolysis  has  been  exten- 
sively studied  during  the  past  decade  by  a  joint  committee  rep- 
resenting the  Deutscher  Verein  von  Gas  und  Wasserfachman- 
nern,  the  Verband  Deutscher  Electrotechniker,  and  the  Verein 
Deutscher  Strassenbahn  und  Kleinbahnverwaltungen.  This 
committee  made  extensive  tests  in  a  large  number  of  German 
cities,  and,  as  a  result  of  its  study,  adopted  in  1910  a  set  of 
regulations  (see  bibliography)  designed  to  minimize  stray  cur- 
rents from  direct-current  electric  railways.  The  following  are 
the  voltage  limitations  prescribed  by  these  German  regulations : 
The  track  network  is,  for  this  requirement,  divided  into  an 
inner  and  outer,  or  suburban,  district.  In  interurban  lines 
the  districts  near  villages  are  designated  as  suburban.  The 
potential  difference  between  any  two  points  on  the  uninsulated 
return  circuit  must  not  exceed  2.5  volts,  under  average  load 
conditions,  in  the  inner  district  and  on  a  bordering  belt  two 
kilometers  (6560  ft.)  wide ;  outside  of  this  zone,  in  the  suburban 
districts,  the  voltage  drop  must  not  exceed  1  volt  per  kilometer 
(3280  ft.).  Although  these  regulations  have  no  legal  force, 
they  are,  nevertheless,  recognized  as  the  standard  throughout 
Germany.  While  these  regulations  were  designed  to  apply  to 
new  systems  and  to  extensions  of  old  systems,  a  number  of 
existing  electric  railway  systems  in  Germany  have  already  been 
reconstructed  so  as  to  comply  with  them. 

PROBABLE   FUTURE   TENDENCIES  IN  ELECTROLYSIS 

MITIGATION. 

The  measures  which  will  probably  be  applied  to  future 
constructions  of  engineering  structures  in  order  to  safeguard 
them,  or  to  aid  in  safeguarding  them,  against  destruction  by 
electrolysis  have  already  been  discussed  in  the  foregoing  under 
the  separate  headings  for  the  various  structures.  The  writer 
believes,  however,  that  the  principal  measure  for  relieving  elec- 
trolysis dangers  will,  in  the  future,  be  secured  by  employing 
such  constructions  for  direct-current  electric  railways  using  the 
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running  tracks  for  the  return  circuit,  as  will  minimize  stray 
currents  through  earth.  This  will  be  accomplished  by 
decreasing  the  voltage  drop  in  the  tracks,  thereby  correspond- 
ingly decreasing  the  voltage  drop  through  earth,  and  by 
increasing  the  resistance  from  tracks  to  earth,  by  the  following 
means,  given  in  the  order  of  their  importance : 

(1)  By  increasing  the  number  of  direct-current  supply 
stations,  in  systems  extending  over  large  areas,  so  as  to  reduce 
the  radius  to  which  any  one  station  supplies  current,  and  also 
by  supplying  all  of  the  railways  in  any  locality  from  one  supply 
station  in  this  locality.  The  increase  in  the  number  of  supply 
stations  has  been  brought  about  in  several  American  cities 
through  the  unification  of  electric  light  and  electric  railway 
interests,  whereby  the  joint  utilization  of  electric  light  and  rail- 
way substations  for  the  supply  of  the  railways  has  been  made 
possible. 

(2)  By  increasing  the  electrical  conductance  of  the  tracks, 
through  the  use  of  heavy  rails,  through  the  use  of  low-resistance 
rail  joint  bonds  and  cross  bonds,  and  through  the  interconnec- 
tion of  the  electric  railway  tracks  of  all  systems,  where  these 
come  close  together. 

(3)  By  removing  current  from  the  tracks  by  insulated 
return  feeders,  and  by  maintaining  the  negative  bus-bar  insu- 
lated from  ground  at  the  supply  station,  in  all  cases  where  the 
voltage  drop  in  the  tracks  would  otherwise  be  excessive.  This 
arrangement  is  known  as  the  "insulated  return  feeder  system." 

(4)  By  increasing  the  resistance  between  tracks  and  earth 
as  much  as  practicable,  through  draining  the  roadbed  and,  on 
private  right-of-way,  through  maintaining  the  tracks  out  of  con- 
tact with  ground  except  at  the  ties. 

The  above  railway  constructions  are  already  in  general  use 
in  England  and,  to  a  considerable  extent,  also  in  Germany,  and 
during  the  past  few  years  such  constructions  have  also  been 
employed  in  a  number  of  American  electric  railways.  Many 
years'  experience  abroad  has  shown  that  such  improvements  in 
electric  railway  construction  can  be  practically  carried  to  a 
point  where  stray  currents  through  earth  from  these  railways 
become  negligible.  The  insulated  return  feeder  system,  in  con- 
junction with  proper  track  bonding,  usually  affords  the  most 
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feasible  means  for  reducing  track  voltage  drop  in  an  existing 
electric  railway.  In  this  system,  feeders  insulated  from  earth 
are  connected  from  the  negative  bus-bar  to  selected  points  on 
the  track  network.  For  the  best  results,  these  feeders  should 
be  proportioned  for  substantially  the  same  voltage  drop  under 
average  load  conditions.  If  the  tracks  are  to  be  connected 
to  the  negative  bus-bar  at  the  supply  station,  this  must  only 
be  done  through  a  resistance  proportioned  so  as  to  give  sub- 
stantially the  same  voltage  drop  as  exists  in  the  feeders.  This 
system  reduces  track  voltage  drop,  and  also  diminishes  the 
area  over  which  the  leakage  of  current  from  the  tracks  takes 
place.  Since  the  stray  currents  through  earth  depend  upon 
the  track  voltage  drop  and  upon  the  area  over  which  this  leak- 
age occurs,  they  are  reduced  in  the  proportion  of  the  product  of 
these  two  factors.  The  concentration  of  stray  current  near  the 
supply  station  is  also  avoided. 

The  effectiveness  of  the  insulated  return  feeder  system  in 
reducing  stray  currents  through  earth  is  practically  inde- 
pendent of  the  voltage  drop  in  the  feeders,  and,  consequently, 
of  the  weight  of  copper  employed.  The  most  economical  feeder 
sizes  are  those  for  which  the  sum  of  the  fixed  charges  and  the 
cost  of  their  power  losses  are  a  minimum. 

The  insulated  return  feeder  system  is  frequently  confused 
with  the  system  of  ** paralleling  the  tracks''  with  return 
feeders,  which  has  been  most  commonly  used  in  American  elec- 
tric railways.  Prom  the  standpoint  of  reducing  track  voltage 
drop  the  two  systems  are,  however,  totally  different.  With 
copper  feeders  paralleling  the  tracks,  the  voltage  drop  in  the 
tracks  is  reduced  only  in  the  proportion  that  the  conductance 
of  the  track  circuit  is  increased.  For  example,  an  amount  of 
paralleling  copper  equal  in  conductance  to  the  tracks  could  at 
best  only  reduce  the  drop  in  these  tracks  to  one  half.  It  is 
therefore  evident  that  where  the  voltage  drop  in  tracks  is  high, 
this  system  would  require  a  prohibitive  amount  of  copper  to 
reduce  the  voltage  drop  to  reasonably  low  values.  With  the 
insulated  return  feeder  system,  on  the  other  hand,  the  voltage 
drop  in  the  insulated  feeders  does  not  occur  in  the  tracks  nor  in 
the  earth,  and  therefore  may  be  made  as  high  as  economy  dic- 
tates.   It  should  be  emphasized  that  with  insulated  feeders,  the 
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tracks  in  the  immediate  neighborhood  of  the  power  supply  sta- 
tion should  be  connected  to  the  negative  bus-bar  only  through 
a  suitable  resistance,  as  a  direct  connection  at  this  point  would 
practically  convert  the  insulated  feeder  system  into  a  system 
with  feeders  paralleling  the  tracks,  because  both  ends  would 
then  be  in  contact  with  earth. 

With  the  insulated  return  feeder  system  the  power  losses 
are  increased  over  what  they  would  be  if  the  same  amount  of 
copper  were  employed  in  parallel  with  the  tracks.  This  increase 
in  power  losses  is  a  necessary  expense,  however,  for  the  pur- 
pose of  reducing  stray  currents  through  earth,  and  correspond- 
ingly reducing  injury  to  underground  structures. 
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DISCUSSION 


Mr.  Mr.  E.  W.  Cook,*  Assoc.  A.  I.  E.  £.,  (by  letter)  pointed  out  that 

^^ooIl.  ^|jg  electrolysis  problem  is  a  very  complex  one,  and  no  fair  decision  can 
be  reached  unless  it  is  constantly  remembered  that  all  the  utilities 
involved  are  necessities  of  modern  life,  and  that  the  cost  of  the  service 
of  any  one  of  them  should  not  be  greatly  increased  unless  such  increase 
causes  a  corresponding  decrease  in  the  abnormal  cost  of  the  service  of 
the  others. 

The  rail-return  direct-current  electric  railway  should  do  all  that  is 
practicable  from  the  standpoint  of  cost  of  its  service  to  prevent  the 
leakage  of  stray  current  from  its  rails,  and  the  owners  of  underground 
utilities  should  take  all  the  comparatively  inexpensive  precautions 
enumerated  by  Prof.  Ganz  to  make  the  structures  less  susceptible  to 
damage  by  stray  current.  Under  the  caption  **  Probable  future  tenden- 
cies in  electrolysis  mitigation'',  four  measures  are  given  for  minimizing 
the  stray-current  leakage  from  the  tracks  of  direct-current  rail-return 
railways,  but  no  mention  is  made  of  the  use  of  a  modification  of  the 
Edison  3-wire  system  of  distribution  of  power  to  the  cars. 

By  this  system,  the  rails  are  only  required  to  carry  the  unbalanced 
part  of  the  load  just  as  the  neutral  does  in  the  familiar  3-wire  lighting 
circuit. 

This  modification  of  the  3-wire  system  has  very  decided  advantages 
in  certain  special  cases  over  the  insulated  negative-feeder  system,  with 
or  without  additional  direct-current  supply  stations.  He  agreed  with 
Prof.  Ganz,  that  there  is  no  great  amount  of  conclusive  evidence  regard- 
ing the  effectiveness  of  any  system  installed  in  this  country,  owing  to 
the  long  time  usually  required  for  the  trouble  to  manifest  itself,  but 
desired  to  state  that  one  of  the  largest  interurban  railways  in  this 
country  has  had  a  suburban  network  of  tracks,  equivalent  to  about  20 
miles  of  single  track,  under  3-wire  operation  for  about  a  year,  and  after 
very  complete  tests  made  on  rail  voltage  gradients,  and  overall  voltage 
drops,  has  recently  extended  this  network  to  include  a  total  of  about  30 
miles  of  single-track  equivalent,  and  is  now  changing  the  overhead  dis- 
tribution system  for  an  entire  city  network,  totalling  some  50  miles  of 
tracks. 
Mr.  Mr.  H.  S.  Warren,t  Pel.  A.  I.  E.  E.,  (by  letter),  expressed  agreement 

Warren,  with  Professor  Ganz  in  emphasizing  the  importance  of  keeping  under- 
ground lead-sheathed  cable  systems  free  from  contact  with  other  under- 
ground structures.  It  is  the  practice  of  the  Associated  Bell  Telephone 
Companies  to  pay  particular  attention  to  this  point  in  order  to  simplify 
as  much  as  possible  their  drainage  problem,  which,  under  present  condi- 
tions, is,  at  the  best,  both  troublesome  and  expensive. 

Professor  Ganz  calls  attention  to  the  damage  that  results  to  other 
structures  when  lead-sheathed  cable  systems  are  ' '  overdrained '  \     While 

*  Electrical  Lispector,  Pacific  Electric  Rwy.,  Los  Angeles,  Calif, 
t  Electrical  Engineer,  Amer.  Tel.  &  Tel.  Co.,  New  York,  N.  T. 
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caution  as  to  this  possibility  is  fully  justified,  it  may  be  pointed  out      Mr. 
that  a  certain  amount   of   current  flow  from   other  structures   must   be  Warrea. 
expected  wherever  this  method  of  protection  has  to  be  employed.    Lead- 
sheathed  cable  systems  should,  of  course,  never  be  overdrained  and  it 
is  my  belief  that  they  are  very  rarely  overdrained. 

Overdraining  should  not  be  concluded  simply  because  at  certain 
times  relatively  high  negative  potentials  are  found  at  some  few  points 
between  a  lead-sheath  cable  system  and  another  structure.  In  rendering 
lead-sheathed  cable  systems  negative  at  all  times  to  other  structures, 
which  is  essential  to  their  protection,  it  will  be  found  that  with  the 
natural  shifting  of  street  railway  load  it  is  not  possible  to  keep  all 
parts  of  such  systems  at  all  times  at  the  same  negative  potential  with 
respect  to  other  structures.  Since  they  can  never  be  permitted  with 
safety  to  assume  any  positive  potential,  it  means  that  at  certain  times 
various  parts  of  the  system  are  lower  in  potential  with  respect  to  other 
underground  structures  than  at  others.  The  very  nature  of  the  case 
implies  that  a  condition  of  equilibrium  cannot  be  maintained  unless  all 
the  underground  structures  form  a  completely  iuterconnected  metallic 
network.  In  the  absence  of  such  a  completely  interconnected  metallic 
network,  there  must  at  times  be  current  flow  from  other  underground 
structures  to  the  electrically-drained,  lead-sheathed  cable  systems.  In 
other  portions  of  Professor  Ganz'  paper,  reasons  that  appear  to  me  to  be 
convincing  are  given  which  cast  considerable  doubt  on  the  wisdom  of  in- 
cluding gas  and  water  systems  in  any  interconnected  and  electrically- 
drained  network. 

These  considerations,  in  addition  to  the  many  others  given  by 
Professor  Ganz  in  his  paper,  justify  the  belief  that  the  logical  means 
of  attacking  the  electrolysis  problem  is  at  its  source;  that  is,  by  pro- 
viding means  that  will  reduce,  if  not  substantially  eliminate,  the  flow 
of  stray  current  in  the  earth.  Professor  Ganz  has  in  the  last  section  of 
his  paper  outlined  the  means  which  appear  to  be  the  logical  ones  to  ac- 
complish this  end.  The  writer  had  personally  conducted  and  witnessed 
tests  in  this  country  involving  the  use  of  the  insulated  negative-feeder 
system,  which  left  no  doubt  in  his  mind  as  to  its  effectiveness.  He  had 
also  had  occasion  to  make  electrolysis  investigations  in  Great  Britain, 
where  this  system  has  .been  in  use  for  many  years,  and  which  furnish 
conclusive  evidence  of  the  fact  that  where  this  system  is  employed  the 
electrolysis  difficulty  has  been  practically  eliminated. 


Paper  No.  140 
ON  THE  PRODUCTION  OF  HIGH  PERMEABILITY 

mmoN. 


By 

ERNEST  WILSON 

William  Siemens  Professor  of  Electrical  Engineering 

King's  College,  London,  England 


I.    BY  THE  METHOD  OF  MAGNETIC  SHIELDING/ 

This  part  of  the  present  paper  deals  more  particularly  with 
the  permeability  exhibited  by  a  3  per  cent  silicon  alloy  of  iron, 
known  as  '*Stalloy",  over  a  range  of  the  magnetic  induction  B 
from  about  0.5  to  100.  It  is  shown  that  if  a  ring  consisting  of 
laminae  of  the  material  is  placed  within  a  special  magnetic  shield 
and  then  subjected  to  a  process  of  careful  demagnetisation,  the 
permeability  can  be  largely  increased. 

The  specimen  is  built  up  to  an  axial  length  of  38.8  cm.  of 
stampings  having  internal  and  external  diameters  of  7.6  and 
12.75  cm.,  respectively,  and  thickness  varying  from  0.34  to 
0.14  cm. 

The  shield  is  built  up  to  a  length  of  47  cm.  of  stampings  of 
transformer  iron  0.62  mm.  thick.  The  internal  and  external 
diameters  of  each  stamping  are  30.5  and  40.6  cm.,  respectively. 
At  each  end  are  discs  of  soft  iron  40.6  cm.  diameter,  which,  to- 
gether with  two  square  end  plates,  make  up  an  overall  length  of 
56  cm.  The  laminae  are  firmly  clamped  together  by  four  bolts 
passing  through  the  end  plates.  For  the  insertion  of  the  leading- 
in  wires  to  the  primary  and  secondary  windings  on  the  specimen, 
a  few  of  the  stampings  nearest  to  the  end  discs  have  a  small  piece 
cut  away  so  as  to  form  a  narrow  opening  into  the  shield. 

The  specimen  is  supported  symmetrically  within  the  shield, 
and  their  common  axis  is  placed  at  right  angles  to  the  magnetic 

•  Proceedings  of  the  Royal  Society  of  London  A.,  Vol.  90,  1914, 
p.  179. 
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meridian.  Throughout  the  experiments,  the  ballistic  galvanom- 
eter has  been  used.  An  alternator  was  used  for  the  purpose 
of  demagnetising  the  specimen,  the  frequency  being  50.  The 
current  was  gradually  reduced  by  variation  of  resistance  until 
the  magnetic  force  H  was  of  the  order  lO*  C.  G.  S.  units,  the 
alternator  being  finally  allowed  to  come  to  rest  with  its  excitation 
left  on. 

Reference  can  now  be  made  to  Figure  1,  in  which  the  per- 
meability is  plotted  against  magnetic  induction.  Before  being 
placed  in  the  shield,  the  specimen  was  demagnetised  from  a  force 
of  0.3  C.  G.  S.  units,  and  experiment  1,  corresponding  to  curve 

1,  was  made.  When  in  the  shield,  the  specimen  was  demagnetised 
from  a  force  of  0.59  and  experiment  2,  corresponding  to  curve  2, 
was  made.  Up  to  this  time  it  should  be  noted  that  the  highest 
force  so  far  applied  has  been  0.59,  and,  at  the  close  of  experiment 

2,  the  specimen  was  left  magnetised  as  the  result  of  a  force  0.0935, 
and  eight  days  elapsed  before  further  experiments  were  made. 
At  the  end  of  this  time,  a  magnetising  force  0.8  C.  G.  S.  units, 
due  to  a  continuous  current,  was  applied,  reversed  a  few  times, 
and  removed. 

A  force  of  such  magnitude  as  0.8  applied  to  a  demagnetised 
specimen  has,  in  ordinary  magnetic  testing,  the  effect  of  causing 
the  magnetic  induction  corresponding  to  a  given  smaller  force 
to  be  lower  than  it  would  have  been  had  the  iron  been  in  a  de- 
magnetised state  originally.  In  the  shield  the  reverse  is  the  case, 
as  is  shown  by  experiment  3,  corresponding  to  curve  3.    Curve 

4  was  obtained  after  demagnetising  from  a  force  1.2,  and  curve 

5  was  obtained  after  demagnetisation  from  a  force  of  2.97.  Then 
followed  a  number  of  experiments  on  the  effect  of  testing  the 
specimen  after  varying  periods  of  rest  in  (1)  a  magnetised  con- 
dition, and  (2)  a  demagnetised  condition.  Curve  17  shows  the 
effect  of  resting  in  a  demagnetised  condition  for  13  days,  and 
a  rest  of  6  weeks  gives  no  further  diminution  in  permeability. 
Further  experiment  shows  that  this  high  permeability  still  per- 
sists when  the  specimen  is  removed  from  the  shield. 

The  dissipation  of  energy,  due  to  magnetic  hysteresis,  corre- 
sponding to  a  given  maximum  value  of  the  magnetic  induction, 
is  considerably  reduced  by  the  above  method  of  treatment.  The 
following  table  gives  detailed  information  obtained  from  experi- 
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ments  1  and  18,  in  the  latter  of 
highly  permeable  state,  closely 
Fig.  1. 


which,  the  material  was  in  the 
corresponding  to  curve  4  in 
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11.  BY  THE  METHOD  OF  HEAT  TREATMENT. 

In  this  section  the  permeability  exhibited  by  iron  under  the 
higher  forces  is  studied,  more  especially  the  maximum  value  of 
the  permeability.  It  has  been  shown  that  if  a  specimen  of  iron 
in  laminated  ring  form  is  allowed  to  cool  through  the  tempera- 
ture at  which  it  regains  its  magnetic  properties  during  the  ap- 
plication of  a  magnetising  force,  due  to  either  an  alternating  or 
continuous  current,  the  maximum  value  of  the  permeability  can 
be  greatly  increased. 

(a)    Alternating  Current.* 

In  Figure  2  the  curve  1  shows  the  relation  between  the  per- 
meability and  magnetic  induction  in  the  case  of  silicon  alloy 
sheet  having  the  following  composition:    C.  0.06,  Mn.  0.13,  P. 

*  Pender  and  Jones,  Physical  Review,  2nd  Series,  April,  1913,  Vol.  1, 
No.  4 
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0.04,  S.  0.02,  Si.  3.46.  The  specimen  weighed  2.95  kg.,  and  con- 
sisted of  100  stampings  in  the  form  of  hollow  squares,  having 
7.62  cm.  and  12.7  cm.  internal  and  external  diameters,  respec- 
tively. The  maximum  temperature  to  which  the  specimen  was 
raised  was  870°  C,  and  the  maximum  force  18.5  C.  G.  S.  units, 
due  to  an  alternating  current  of  60  frequency,  was  applied  to 
the  specimen  during  cooling  from  870°  C.  to  160°  C. 

In  the  case  of  another  specimen  containing  C.  0.09,  IMn.  0.17, 
P.  0.05,  S.  0.03,  Si.  3.95,  with  magnetic  induction  B  7500,  a 
maximum  permeability  of  11,500  was  obtained  on  heating  to 
a  maximum  temperature  of  795°  C,  and  applying  a  maximum 
force  of  29.6  during  cooling  from  795°  C.  to  400°  C.  at  60 
frequency. 

In  the  case  of  low  carbon  steel,  with  magnetic  induction  B 
9100,  a  maximum  value  of  the  permeability  of  12,100  was  ob- 
tained by  raising  the  temperature  of  the  specimen  to  835°  C. 
and  impressing  upon  it  a  maximum  magnetising  force  of  18.5 
C.  G.  S.  units  during  cooling  from  835°  C.  to  200°  C.  After 
ageing  at  100°  C.  for  865  hours  this  specimen  exhibited  a 
maximum  permeability  of  10,900. 

As  regards  hysteresis  and  eddy  current  loss  in  watts  per 
lb.  at  60  frequency  and  magnetic  induction  B  10,000,  the  3.46 
silicon  alloy  gave  1.30  as  received,  and  0.63  after  treatment  at 
870°  C.  The  3.95  silicon  alloy  gave  1.55  as  received,  and  0.60 
after  treatment  at  795°  C.  The  low  carbon  steel  gave  1.28  when 
in  the  state  of  maximum  permeability. 

The  original  paper  should  be  studied  by  those  interested  in 
this  subject,  as  it  contains  much  useful  information.  The  loss 
and  regaining  of  magnetic  properties,  as  the  specimen  is  heated 
and  cooled,  shows  that  these  high  values  of  the  permeability  are 
not  acquired  at  the  high  temperatures,  but  that  the  permeability 
more  or  less  gradually  rises  to  its  maximum  value  as  the  tempera^ 
ture  reaches  that  of  the  atmosphere.  The  effect  of  the  initial 
temperature  of  magnetisation,  as  the  specimen  cools  from  a  given 
temperature,  has  also  been  studied.  For  instance,  in  the  case 
of  cooling  from  800°  C,  it  is  shown  that  the  ultimate  maximum 
permeability  has  a  higher  value  if  the  magnetisation  is  applied 
at  700°  C.  than  if  applied  at  750°  C.  Then  again,  it  is  shown  that 
the  percentage  increase  in  the  maximum  permeability  due  to  this 
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treatment  is  greater,  the  greater  the  value  of  the  magnetising 
force,  until  this  reaches  a  value  of  about  18,  when  no  further 
increase  is  experienced.  The  authors  show  how  the  hysteresis 
loop  is  affected  by  the  treatment  above  described.  Their  remarks 
agree  with  those  already  made  by  the  Author  of  this  paper, 
namely,  that  the  diminution  in  the  loss  is  due  to  a  diminution 
in  the  coercive  force  rather  than  in  the  residual  magnetism. 
That  is  to  say,  the  loop  is  more  upright  and  narrower. 

(b)     ContmuouB  Current.* 

In  Figure  2,  the  curves  2  and  3  show  the  relation  between 
the  permeability  and  the  magnetic  induction  in  the  case  of  a  3 
per  cent  silicon  alloy  (the  exact  composition  of  the  alloy  is  not 
known  to  the  Author):  The  specimen  was  built  up  of  about 
100  gm.  of  stampings  0.042  cm.  thick,  each  having  internal  and 
external  diameters  of  3.2  cm.  and  4.5  cm.,  respectively.  The 
maximum  temperature  to  which  the  specimen  was  raised  was  in 
the  neighbourhood  of  800°  C,  and  it  was  allowed  to  cool  with  a 
magnetising  force,  due  to  a  continuous  current,  applied  through- 
out the  whole  duration  of  cooling.  In  the  case  of  curve  2,  the 
magnitude  of  this  force  was  3.12  C.  G.  S.  units,  and  in  the  case 
of  curve  3,  14  C.  G.  S.  units.  About  five  hours  were  required 
for  cooling  in  each  case.  It  will  be  noticed  that  a  maximum 
permeability  of  over  10,000  is  obtained  in  each  case,  and  that  this 
maximum  (as  mentioned  under  Ila)  is  greater,  and  occurs  at  a 
larger  value  of  the  magnetic  induction,  when  the  force  applied 
during  cooling  is  14  C.  G.  S.  units. 

As  regards  the  dissipation  of  energy  due  to  magnetic  hys- 
teresis, it  has  already  been  pointed  out  (under  Ila)  that  when  in 
the  state  of  high  maximum  permeability,  it  is  smaller  for  a  given 
value  of  the  maximum  magnetic  induction  than  in  the  normal 
specimen.  The  same  remark  holds  good  with  continuous  cur- 
rent magnetisation.  Figure  3  shows  the  relation  between  the 
ergs  per  cycle  per  cu.  cm.  and  the  maximum  magnetic  induc- 
tion B. 

The  foregoing  remarks  refer  to  material  which  has  been 
tested  in  the  form  of  laminated  squares  or  rings,  and  as  iron  is 
largely  used  in  the  form  of  strips  which  are  built  up  to  form  the 

*  Royal  Society  of  London  A.,  Vol.  90,  p.  343;  also 
Royal  Society  of  London  A.,  Vol.  91,  p.  104. 
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cores  of  transformers,  etc.,  it  becomes  a  question  as  to  whether 
this  increased  value  in  the  permeability  is  capable  of  being  pro- 
duced in  and  retained  by  the  strips.  It  may  be  mentioned  that 
even  in  the  ring  form  the  high  permeability  is  easily  lost  if  the 
stampings  are  subjected  to  severe  mechanical  disturbance,  such 
as  bending.  A  number  of  experiments  made  with  straight  strips 
8  cm.  long,  1.5  cm.  wide,  and  0.053  cm.  thick,  built  into  the  form 
of  test  pieces,  by  taking  a  number  of  them  side  by  side,  show 
that  the  improvement  is  not  maintained,  and  that  with  the  ordi- 
nary handling  which  such  strips  undergo  in  practice,  the  speci- 
men is  speedily  reduced  to  the  normal  state. 
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Commercial  electric  lighting  is  only  about  thirty-five  years 
old  and  yet  a  complete  historical  statement  describing  the  de- 
velopment and  growth  of  all  the  various  types  and  forms  of 
electrical  illuminants  that  have  been  used  commercially  and  the 
apparatus,  accessories  and  equipment  necessary  for  their  opera- 
tion and  maintenance  would  cover  a  large  part  of  the  whole 
field  of  electrical  engineering;  and  the  principles  of  Illuminat- 
ing Engineering  would  be  also  largely  defined  by  a  considera- 
tion of  effective,  aesthetic  and  efficient  methods  for  utilizing 
such  illuminants  for  artificial  lighting  of  all  kinds. 
Series  Open  Arc  Lamp. 

Although  the  results  of  the  work  of  many  early  scientists 
and  inventors,  both  in  Europe  and  America,  made  possible  the 
development  of  electric  lighting  for  practical  use,  its  transi- 
tion from  an  unsettled,  experimental  state  to  that  of  a  promis- 
ing and  successful  commercial  aspirant  was  brought  about  by 
the  invention  and  exploitation,  in  1878,  of  the  series  direct- 
current  arc  lamp,  utilizing  the  shunt  principle  for  regulation. 
This  event  thus  virtually  marks  the  birth  of  the  electrical  in- 
dustry. Previous  to  this  time  various  arc  lighting  sets  had  been 
made,  consisting  mostly  of  dynamos  designed  to  operate  a  single 
lamp  each,  which  were  used  quite  successfully  for  lighthouses, 
for  exhibition  and  experimental  purposes,  and  in  some  few  cases 
for  store  and  street  lighting. 

The  first  series  lamps  were  operated  from  constant-current 
D.  C.  arc  machines  originally  built  to  run  six  lamps  in  series, 
then  ten,  sixteen,  etc.,  until  ultimately  they  were  made  in  sized 
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capable  of  carrj'ing  one  hundred  and  twenty-five  9.6-amp.  lamps 
at  an  arc  voltage  of  about  45  volts  per  lamp.  Many  different 
types  of  lamps  were  built,  some  differential,  some  plain  shunt, 
some  with  ** floating"  mechanisms  and  others  of  the  fixed  arc- 
gap  type.  There  was  an  early  controversy  between  the  advo- 
cates of  ** short  arcs'*  and  **long  arcs",  the  point  being  that 
more  of  the  former  could  be  operated  in  series  with  a  given 
voltage.  The  ** short  arc"  lamps  were  wound  for  about  20 
amperes  and  arc  voltage  was  adjusted  for  about  25  to  30  volts. 
They  were  unsteady  in  operation,  made  a  sizzling,  frying  noise 
and  consumed  the  electrodes  rapidly,  while  due  to  the  high  cur- 
rent the  line  losses  with  this  system  were  excessive.  The  **long 
arcs",  which  were  mostly  of  the  ** floating"  arc  type,  operated 
at  about  9.6  amperes,  45  to  50  volts  at  the  arc.  They  were  quieter 
than  the  other  type,  although  slightly  bluer,  gave  steadier  light, 
were  more  economical  of  electrodes,  and  in  a  few  years  entirely 
displaced  the  ** short  arc"  type.  Two  other  terms  that  were 
commonly  used  were  **full  arcs"  and  **half  arcs",  the  former 
name  referring  to  the  9.6-amp.  size  of  lamp  and  the  latter  to  a 
6.6-amp.  lamp  that  was  used  where  smaller  units  were  desired. 
These  two  sizes  of  arcs  were  originally  rated  as  2000  and  1200 
candle-power,  respectively,  with  the  idea  of  indicating  appar- 
ently the  maximum  candle-power.  Since  these  values  are  nearly 
double  the  correct  maximum  candle-power,  the  terms  '*  nominal 
2000  c.p."  and  **  nominal  1200  c.p."  were  afterwards  used  in 
referring  to  these  original  ratings.  The  actual  mean  spherical 
candle-powers  of  these  lamps  are  about  450  for  the  9.6  amp. 
and  280  for  the  6.6  amp.,  dependent  upon  carbons,  adjust- 
ments, etc. 
Alternating  Current  Open  Arc. 

Attempts  were  early  made  to  run  arcs  in  series  on  alter- 
nating current.  In  fact  the  so-called  Jablochkoff  candles  that 
were  exhibited  at  the  Paris  Exposition,  1878,  were  a  type  of 
alternating-current  arc  lamp  without  regulating  mechanisms, 
operated  several  in  series.  After  the  introduction  of  the  D.  C. 
series  arc  system  had  become  well  established,  attempts  were 
made  to  operate  A.  C.  open-arc  lamps  in  series  from  constant- 
current  generators  and  by  means  of  individual  transformers.  Due 
to  lamp  troubles,  poor  light  and  noisy  operation,  particularly  on 
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account  of  the  imperfect  carbons  in  use  at  that  time,  such  lamps 
did  not  prove  successful. 

During  the  first  ten  years  of  commercial  electric  lighting, 
however,  the  growth  was  phenomenal,  and  by  the  year  1890 
statistics  show  that  there  were  in  the  neighborhood  of  250,000 
series  D.  C.  open-arc  lamps,  used  mostly  for  street  illumination, 
installed  in  the  United  States  alone. 
Incandescent  Lamps. 

In  the  meantime,  or  only  a  year  or  two  behind  the  arc  lamp, 
small  unit  electric  lighting  had  been  accomplished  in  1880  by 
the  simultaneous  commercial  introduction  of  the  incandescent 
lamp  and  the  constant-potential  direct-current  dynamo  and 
system  of  operation.  About  the  year  1887  the  system  of  alter- 
nating-current distribution  by  means  of  multiple  transformers 
was  introduced  in  America  (although  it  had  been  under  de- 
velopment abroad  since  1883)  and  incandescent  lamps  were  also 
operated  on  such  circuits.  The  first  incandescent  lamps  ex- 
hibited in  America  took  about  7.6  watts  per  candle,  but  were 
soon  improved  so  that  they  consumed  5.8  w.p.c.  Experimental 
filaments  were  then  made  by  carbonizing  all  sorts  of  materials, 
the  most  satisfactory  proving  to  be  those  constructed  from  strips 
of  paper,  silk,  cotton  thread  and  bamboo  fibre.  The  two  latter 
materials  ultimately  became  standardized  by  different  manu- 
facturers for  the  commercial  production  of  incandescent  lamps, 
an  especially  perfect  variety  of  bamboo,  in  fact,  being  used  for 
fifteen  years  before  it  was  replaced  by  filaments  made  by  the 
"squirting"  method.  The  so-called  ** treating*'  process  whereby 
raw  carbon  filaments  can  be  made  more  uniform  and  stronger 
by  raising  them  to  incandescence  in  an  atmosphere  of  hydro- 
carbon gas  had  been  known  for  many  years,  but  was  not  adopted 
by  all  incandescent  lamp  manufacturers  until  the  early  nineties. 
Although  used  first  because  filaments  were  thus  made  uniform, 
it  eventually  developed  that  the  process  produces  a  surface  that 
can  be  operated  at  higher  temperature  and  consequently  at 
better  efficiency  than  is  possible  with  *'raw  carbon''. 

At  the  end  of  the  first  decade  of  electric  lighting,  there- 
fore, the  general  practice  was  the  use  of  9.6-  and  6.6-ampere 
series  D.  C.  open-arc  lamps  for  street  and  other  outdoor  light- 
ing and  for  the  illumination  of  large  interiors;  while  incan- 
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descent  lamps  taking  from  4  to  4i/^  watts  per  candle  were 
used  in  immense  quantities  for  operation  on  110- volt  cir- 
cuits for  interior  lighting  of  all  kinds,  and  to  some  extent  for 
series  connection.  Most  of  the  important  installations  were 
for  direct  current,  although  a  number  of  alternating-cur- 
rent stations  had  been  started.  These  latter  were  nearly  all 
small  and  located  in  suburban  localities  where  the  economical 
advantage  of  A.  C.  distribution  was  a  prime  factor;  but  due 
to  poor  regulation  and  the  fact  that  alternating-current  arc 
lamps  were  not  then  successful,  these  first  A.  C.  installations 
were  not  generally  considered  entirely  satisfactory.  Prior  to 
this  time,  although  there  had  been  various  more  or  less  satis- 
factory systems  introduced  for  operating  incandescent  lamps 
in  series,  there  had  been  no  commercially  successful  arc  lamps 
produced  for  operation  on  constant  potential  ** incandescent" 
lighting  circuits. 

Ckinstant  Potential  Arc  Lamp. 

In  1890  lamps  for  this  purpose  designed  to  operate  at  about 
8  amperes,  45  volts  at  arc,  two-in-series  on  110  volts  D.  C,  4-  or 
5-in-series  on  220  volts  D.  C.  and  8-  or  10-in-series  on  500  volts 
D.  C,  were  brought  out  and  proved  very  popular.  About  1893, 
lamps  of  similar  type  for  A.  C.  multiple  connection  were  intro- 
duced commercially.  These  lamps  were  used  with  individual 
transformers  and  could  thus  be  operated  either  in  series  or  in 
multiple  from  the  then  standard  1000-volt  A.  C.  circuits  or  from 
incandescent-lamp  circuits,  if  desired.  When  used  on  the  latter 
circuits,  it  was  the  practice  to  run  them  one,  two  or  three  to- 
gether in  connection  with  so-called  economy  coils  (auto-trans- 
formers). These  lamps  were  generally  wound  for  15  amperes 
and  adjusted  for  about  33  volts  at  arc.  Due,  however,  to  the 
noise  of  the  mechanisms  and  the  humming  of  the  arcs,  A.  C. 
open-arc  lamps  never  made  much  progress  in  this  country. 

The  '90 's  was  a  time  of  great  improvements,  particularly 
in  A.  C.  apparatus  and  in  incandescent  lamps.  There  were  no 
radical  changes  in  the  latter  except  the  universal  adoption  of 
the  *' squirting''  process  of  making  filaments  and  the  introduc- 
tion of  many  refinements  in  the  structure  and  manufacture  that 
made  the  efficiency  and  life  more  uniform. 
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Enclosed  Arc  Lamp. 

In  1894  the  enclosed  carbon-arc  lamp  was  first  exploited 
and  marked  the  beginning  of  improvement  of  domestic  carbon 
electrodes  for  arc  lamps.  The  essential  feature  of  this  lamp 
was  the  fitting  of  a  small  glass  bulb  around  the  arc  so  as  to  only 
allow  the  entrance  of  a  minimum  amount  of  oxygen  to  the  arc 
chamber,  thus  causing  the  arc  to  burn  in  an  atmosphere  of 
nearly  inert  gases.  This  enclosure  of  the  arc  has  a  marked 
eflfect  upon  the  character  of  the  arc  itself,  increasing  its  most 
favorable  operating  voltage  on  D.  C.  from  45  to  about  80  and 
its  length  from  %  in.  to  about  i*^  in.  to  %  in. ;  while  on  alter- 
nating current,  the  arc  voltage  is  about  72.  The  arc  is  much 
steadier,  being  shielded  from  air  currents,  and  the  electrodes 
consume  very  much  less  rapidly,  lasting  for  100  to  150  hours 
per  trim  of  electrodes  as  against  10  to  18  hours  with  open-arc 
lamps.  As  with  the  open-arc  lamp,  more  than  90%  of  the  light 
is  emitted  by  the  incandescent  carbon  tips  and  very  little  from 
the  arc  itself.  Due  to  the  restriction  of  carbon  combustion  and 
to  the  lower  current  density  at  the  electrodes,  the  crater  of  the 
enclosed  arc  is  smaller  at  equal  arc  wattage  than  that  of  the 
open  arc,  and  the  intensity  and  amount  of  light  much  lower. 
The  light  from  it  is  bluer  in  color  than  that  from  the  open  arc, 
caused  apparently  by  the  relatively  larger  amount  of  light  radi- 
ated by  the  carbon  vapor  of  the  longer  enclosed  arc. 

Although  the  enclosed-arc  principle  was  first  determined 
in  connection  with  lamps  on  D.  C.  series  arc  circuits,  the  initial 
field  for  this  lamp  seemed  to  be  for  use  in  multiple  on  constant- 
potential  incandescent-lamp  circuits,  and  this  type  of  arc  lamp, 
therefore,  early  gained  the  name  ** incandescent  arc*'.  It  be- 
came very  popular  in  America  on  account  of  its  long  life  and 
consequent  low  trimming  labor  and  electrode  costs.  It  was 
made  for  use  on  both  D.  C.  and  A.  C.  110-volt  lighting  circuits, 
being  commonly  wound  for  5  amperes  on  D.  C.  and  for  6  or  7^2 
amperes  on  A.  C,  and  was  also  adapted  for  series  D.  C,  but  at 
a  current  of  6.6  amperes  instead  of  9.6  amperes  as  with  open  arcs, 
so  as  to  maintain  the  terminal  watts  about  the  same.  Lamps 
of  this  type  were  designed  for  use  singly  and  two-in-series  on 
220-volt  D.  C.  constant  potential,  and  4-  or  5-in-series  on  railway 
circuits. 
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Series  A.  C.  Street  Lighting  System. 

During  the  years  1895  to  1897  very  few  A.  C.  arc  lamps 
were  in  use,  but  about  the  year  1898  the  constant-current  trans- 
former and  the  inductive-type  regulator  were  brought  out,  in- 
troducing the  era  of  the  series  A.  C.  enclosed  carbon-arc  street 
lighting  system.  In  spite  of  the  very  marked  lower  eflSciency 
and  intensity  of  the  A.  C.  enclosed  type  of  lamp,  this  system 
within  ten  years — due  to  the  lower  trimming  expense,  freedom 
from  sparks  and  more  attractive  light  distribution  for  street 
lighting  of  the  lamp  and  the  fact  that  a  number  of  circuits  could 
be  run  from  a  single  generator,  thus  eliminating  the  necessity 
of  operating  many  separate  arc  machines — almost  completely 
displaced  in  America  the  series  open-arc  system  of  street  light- 
ing. Circuits  of  25  and  50  lamps  w^ere  first  operated,  but  ulti- 
mately many  installations  of  75  and  100  lamps  in  series  were 
made. 
Foreign  Practice. 

In  Europe,  where  the  cost  of  powder  was  higher  and  both 
labor  and  high  quality  carbon  electrodes  were  much  cheaper 
than  in  this  country,  the  comparatively  inefiScient  enclosed-arc 
lamp  never  gained  a  foothold  except  to  a  limited  ext^it  in  Eng- 
land. Due  also  to  prejudice  against  the  high  voltage  necessary 
for  series  circuits,  the  practice  abroad  developed  the  use  of 
open-arc  lamps  burning  two-in-series  or  even  three-in-series  on 
110-volt  D.  C.  constant-potential  circuits,  or  five-  or  six-in-series 
on  220  volts.  These  lamps  were  so  highly  perfected,  and  the 
carbon  electrodes  used  were  so  uniform  and  refined,  that  very 
steady  operation  was  secured  with  resulting  white  light  at  at- 
tractive efficiency.  By  using  very  soft  carbon  electrodes,  which 
produced  a  large  amount  of  conducting  vapor,  open-arc  lamps 
for  multiple  connection  on  low-voltage  alternating-current  cir- 
cuits were  produced  that  ran  very  quietly  and  gave  satisfactory 
illumination. 

At  the  end  of  the  second  decade  of  electric  lighting,  multiple 
and  series  enclosed-carbon  arc  lamps  for  both  A.  C.  and  D.  C. 
were  being  used  and  installed  in  large  numbers.  Incandescent 
lamps  of  the  standard  110-volt  16  c.p.  rating  had  a  specific  con- 
sumption of  3.1  watts  per  candle  and  series  incandescents  took 
3.5  w.p.c.     It  is  interesting  to  note  that  up  to  this  time  carbon 
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was  the  only  material  that  had  ever  been  used  commercially  for 
incandescent-lamp  filaments  or  for  arc-lamp  electrodes,  and  the 
useful  light  produced  had  been  entirely  due  to  '* incandescence". 
Nemst  Lamp. 

With  the  beginning  of  the  third  decade,  three  widely  dif- 
ferent forms  of  illuminants  were  being  developed  that  used 
other  material  than  carbon  for  emitting  light;  materials  that 
due  to  the  phenomena  of  ** luminescence''  and  of  ''selective-ra- 
diation" produce  light  more  eflSciently  than  carbon.  These 
three  new  types  of  electric  lamps  were  the  Nernst,  the  Open 
Flame  Arc  and  the  Mercury  Arc.  The  former  is  in  the  nature 
of  an  incandescent  lamp,  although  radically  different  from  any 
other  lamps  of  that  class,  in  that  the  filament,  or  "glower",  as 
it  is  termed,  made  from  some  of  the  so-called  rare  earths  (zir- 
conia,  yttria,  etc.)  is  of  the  ** solid-electrolyte"  conductor  type; 
that  is,  it  is  a  non-conductor  at  ordinary  temperatures  and  re- 
quires a  heating  coil  to  raise  it  at  starting  to  the  necessary  tem- 
perature for  it  to  become  a  conductor.  Another  peculiarity  is 
that  since  the  glower  conducts  by  electrolysis,  the  presence  of 
oxygen  is  required  to  prevent  it  from  rapidly  disintegrating. 
Thus  it  cannot  operate  without  air,  so  that  it  is  not  sealed  up 
in  a  bulb  from  which  the  air  has  been  exhausted,  as  with  other 
types  of  incandescent  lamps.  On  alternating  current,  however, 
this  effect  is  much  less  marked  than  on  direct  current.  Also, 
unlike  ordinary  incandescent  lamps,  its  volt-ampere  character- 
istics over  its  most  eflScient  operating  temperature  range  are 
similar  to  those  of  an  arc,  and  it  is  necessary  to  use  a  steadying 
resistance  consisting  of  iron  wire,  sealed  up  in  a  glass  tube  filled 
with  inert  gas,  to  prevent  deterioration,  which  introduces  a  loss 
of  about  10%  in  operating  Nernst  lamps  on  constant  potential. 
In  Europe,  the  glower  was  made  in  spiral  shape,  mounted  either 
horizontally  or  vertically,  dependent  upon  the  light  distribution 
desired.  In  this  country,  the  most  common  form  was  with  glow- 
ers in  the  shape  of  short,  round  rods  mounted  side  by  side  in  a 
horizontal  position.  With  this  latter  arrangement  the  greater 
part  of  the  light  is  thrown  in  a  downward  direction.  There- 
fore, comparison  with  the  carbon  incandescent  lamp  on  a  mean 
horizontal  candle-power  basis  (carbon  filament  3.1  w.p.m.hor.c.p. 
— American  Nernst  3.75  w.p.m.hor.c.p.)  is  not  as  significant  an 
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iDdication  of  their  relative  illuminating  values  as  a  considera- 
tion of  the  mean  lower  hemispherical  candle-power  figures 
(carbon  filament  lamp  equipped  with  reflector  3.0  w.p.m.Lh.c.p. 
— American  Nemst  2.17  w.p.m.Lh.c.p.). 

This  type  of  illuminant  bums  with  a  steady  light  rather 
whiter  than  the  ordinary  carbon  incandescent  lamp,  and  the 
**life''  of  the  glowers  was  about  600  to  800  hours.  It  was  per- 
fected for  use  on  220-volt  D.  C.  circuits  and  for  any  A.  C. 
multiple  or  series  circuit  by  means  of  suitable  small  individual 
transformers.  The  lamp  was  first  made  in  several  sizes,  utiliz- 
ing from  one  to  six  glowers  in  multiple,  ranging  from  88  to  528 
watts.  The  minimum  size  of  lamp  was  a  one-glower  unit  rated 
at  50  c.p.,  but  later  a  25-c.p.  44-watt  multiple  size  and  a  115- 
watt  series  A.  C.  single-glower  type  were  standardized.  These 
lamps  proved  particularly  effective  in  meeting  **gas''  competi- 
tion and  were  produced  in  large  quantities,  starting  about  1902. 
The  A.  C.  style  was  used  exclusively  in  this  country  at  first; 
while  abroad,  where  the  lamp  was  much  favored,  the  direct- 
current  type  was  equally  popular  with  the  A.  C.  from  the  start. 
Upon  the  advent  of  the  tungsten  lamp,  however,  it  was  impos- 
sible for  the  Nemst  lamp  to  compete. 
Open  Flame  Arc  Lamp. 

The  open-flame  arc  lamp  was  developed  in  Europe  and  con- 
sisted essentially  of  impregnating  or  coring  one  or  both  of  the 
carbon  electrodes  of  an  open-arc  lamp  with  highly  efficient  light- 
giving  salts  (fluorides  of  calcium,  cerium,  etc.),  so  that  by  being 
evaporated  by  the  heat  of  the  carbon  arc  they  are  fed  into  the 
arc  stream  and  make  it  intensely  luminous.  In  order  to  pre- 
vent excess  particles  of  the  flaming  material,  in  the  form  of 
slag,  from  lodging  between  the  electrodes  in  such  a  way  as  to 
insulate  the  carbon  points  from  each  other,  at  starting  or  when 
**feeding",  many  of  the  lamps  are  made  with  the  electrodes 
inclined  towards  each  other  at  an  angle  of  about  30  deg.,  with 
the  arc  maintained  between  the  lower  points.  A  blow  magnet 
is  provided  that  forces  the  arc  downwards  into  a  fan  shape. 
The  ** smoke''  from  arcs  of  this  kind  condenses  as  a  white 
powder,  so  that  effective  means  of  ventilation  must  be  provided 
to  prevent  the  inside  of  the  glass  protecting  globe  from  becom- 
ing heavily  coated  with  such  deposits.     Lamps  with  vertical 
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co-axial  electrodes  were  also  developed  by  some  manufacturers, 
the  lower  electrode  being  positive  in  most  cases,  as  this  arrange- 
ment seems  to  act  better  in  preventing  arc  interruptions  due  to 
**slag"  formations. 

These  open-flame  arc  lamps,  which  give  a  steady,  reddish- 
yellow  light  of  great  intensity,  gained  much  popularity  abroad, 
particularly  in  Germany,  where  several  in  series  were  operated 
from  D.  C.  constant-potential  circuits.  It  is  also  made  for  A.  C. 
connection,  either  in  multiple  or.  from  auto-transformers.  The 
arc  voltage  of  this  lamp  is  about  45  volts  at  10  or  12  amperes, 
and  the  **life''  per  trim  of  electrodes  is  12  or  18  hours,  depend- 
ent upon  the  lengths  used. 

It  was  not  until  about  1906  that  the  open-arc  flame  lamps 
were  marketed  in  America,  being  first  utilized  for  spectacular 
lighting  of  all  kinds,  amusement  parks,  in  front  of  theatres  and 
stores,  for  bill-board  lighting,  etc.  An  increasing  number  were 
then  imported  and  domestic  types  also  produced  for  the  lighting 
of  large  industrial  plants,  docks,  railroad  yards,  buildings  under 
construction,  and  even  to  a  limited  extent  for  street  lighting. 
Due  largely  to  the  fact  that  these  lamps  required  such  frequent 
trimming,  with  very  expensive  carbons  (largely  imported),  and 
to  the  further  fact  that  the  most  attractive  efficiency  can  only 
be  secured  with  yellow  light,  as  white  light  carbons  are  much 
less  efficient,  the  sale  for  these  short-life  open-arc  flame  lamps 
gradually  fell  off  in  America  as  new  types  of  long-life  high 
candle-power  units  with  better  color  values  became  available. 
They  still  remained  popular  abroad,  with  trimming  labor  and 
good  electrodes  so  cheap. 
Enclosed  Flame  Arc  Lamp. 

Many  attempts  were  made,  particularly  in  England,  to  pro- 
duce long-burning  flame  arc  lamps.  Several  types  involving 
multiple-carbon  and  magazine  feed,  but  operating  on  the  open- 
arc  principle,  were  tried  out  commercially  with  slight  success, 
due  to  the  complication  of  mechanism  and  the  tendency  of  the 
moving  parts  to  clog  up  and  stick  from  the  effects  of  the  fumes 
and  deposits  from  the  impregnated  electrodes.  The  first  long- 
burning  lamp  that  was  at  all  successful  was  invented  in  Eng- 
land about  1907  and  worked  on  the  enclosed-arc  principle,  with 
special  arrangements  of  vertical  cooling  tubes  for  condensing 
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the  fumes  so  as  to  prevent  the  deposits  from  them  from  forming 
on  the  inner  surface  of  the  enclosing  globe.  A  more  attractive 
lamp,  also  of  the  enclosed-arc  type  but  with  a  condensing  cham- 
ber above  the  arc  in  a  position  where  it  could  not  obstruct  the 
useful  light,  was  invented  in  Germany  about  1909. 

Both  of  these  lamps  were  later  imported  to  this  country, 
and  several  domestic  designs  similar  to  the  latter  type  were  also 
marketed,  beginning  in  1910.  They  are  made  suitable  for  ser- 
vice on  all  kinds  of  D.  C.  and  A.  C.  commercial  circuits,  except 
A.  C.  circuits  of  less  than  40  cycles.  The  D.  C.  multiple  lamps 
are  wound  for  6  to  6^  amperes  and  adjusted  for  65  to  75  volts 
at  the  arc,  and  the  A.  C.  lamps,  through  self-contained  auto- 
transformers,  take  from  6  to  7%  amperes  from  the  line,  stepped- 
up  to  10  amperes  through  the  arc,  with  50  to  55  volts  at  arc. 
Carbons  are  of  the  homogeneous  type,  of  large  diameter  (about 
%  in.)  and  are  obtainable  for  either  yellow  or  white  light,  the 
yellow  being  much  more  eflScient  than  the  white.  The  electrodes 
are  vertical  and  co-axial  and  give  from  100  to  140  hours  per 
trim. 

These  lamps  have  been  used  in  considerable  quantities  for 
the  same  class  of  lighting  as  was  served  by  the  short-life  flame- 
arc  lamps  (in  fact  replacing  the  older  type  in  many  cases,  as 
the  cost  of  maintenance  is  less  than  one-quarter  as  much),  and 
to  quite  an  extent,  generally  equipped  with  white-light  carbons, 
for  street  lighting.  Since  they  can  replace  series  A.  C.  enclosed- 
carbon  arcs  without  change  of  circuit  wiring  or  of  the  regulat- 
ing apparatus  in  the  station,  they  are  quite  attractive  for  such 
installations.  The  limitation  of  this  type  of  illuminant  is  that 
the  best  results  as  to  steadiness  and  illuminating  qualities  can 
only  be  obtained  with  yellow  light,  which  is  not  popular  in  this 
country  except  for  limited  classes  of  application.  The  introduc- 
tion of  an  inexpensive  white-light  electrode  of  high  eflSciency 
and  good  steadiness  would  do  much  to  increase  the  interest  in 
this  lamp. 
Mercury  Vapor  Lamp. 

The  Cooper-Hewitt  low-pressure  type  of  Mercury  Vapor 
arc  lamp,  looking  very  unlike  the  conventional  arc  lamp,  al- 
though by  its  characteristics  it  essentially  is  a  true  arc,  was 
first  exploited  about  1902.     It  consists  of  a  glass  tube  one  inch 
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in  diameter,  about  2  or  4  feet  long  according  to  the  supply  volt- 
age, enlarged  at  one  end  to  hold  mercury,  which  constitutes  the 
cathode  material,  and  at  the  other  to  form  a  condensing  cham- 
ber for  the  mercury  vapor.  Contact  is  made  through  the  glass 
to  the  mercury  to  form  the  negative  terminal;  an  electrode  of 
iron,  or  of  most  any  other  conducting  material,  at  the  other 
end  of  the  tube  forms  the  anode,  and  the  tube  is  exhausted  so 
that  it  contains  nothing  except  mercury.  Like  other  arcs,  it  is 
necessary  to  use  series  resistance  with  it  in  order  to  make  it 
stable  on  constant  potential.  The  arc  is  started  by  tilting  the 
tube  from  the  inclined  position  in  which  it  is  designed  to  op- 
erate, so  that  the  mercury  momentarily  short-circuits  the  space 
between  the  two  electrodes.  The  arc  fills  the  full  length  of  the 
tube,  due  to  being  confined,  and  the  light  from  it  is  very  steady, 
quite  brilliant,  but  has  almost  no  red  rays,  being  bluish-green 
in  color.  The  feeding  of  the  lamp  results  by  the  condensation 
of  the  mercury  vapor  and  its  return  by  gravity  to  the  cathode 
pool.  Long  tubes  are  designed  to  run  singly,  or  shorter  ones 
two-in-series  across  110  volts  direct  current,  or  either  size  tubes 
can  be  run  several  in  series  for  higher  voltages.  For  alternating 
currents,  tubes  can  be  operated  on  any  desired  voltage  by  means 
of  auto-transformers.  The  depreciation  in  light  amounts  to 
about  20%  in  2000  hours.  These  lamps  all  take  about  400  watts 
and  consume  at  best  about  0.72  watts  per  mean  spherical  candle- 
power. 

Due  to  the  bad  color  value  of  this  type  of  lamp,  it  has  not 
been  suitable  for  use  except  where  color  considerations  are  of 
secondary  importance.  On  the  other  hand,  for  photographic 
work  it  is  peculiarly  well  adapted,  can  be  utilized  strikingly  for 
advertising  purposes  and  is  very  successfully  used  in  certain  in- 
dustrial processes  for  the  detection  of  flaws  and  imperfections 
of  surface  and  structure.  Various  attempts  have  been  made  to 
correct  its  color  deficiency,  but  none  of  them  have  proven  effici- 
ent enough  to  be  attractive. 

Due  to  the  remarkable  efficiency  of  this  type  of  lamp  and 
its  long  life,  it  has  had  extensive  use,  particularly  in  printing 
establishments  and  other  industrial  plants.  Other  types  of  low- 
pressure  mercury-vapor  lamps  have  been  brought  out  abroad, 
but  have  not  been  imported  to  America.     One  type  in  particu- 
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lar  that  has  been  popular  in  England  has  a  much  shorter  arc 
than  that  of  the  Cooper-Hewitt  lamp  and  the  whole  unit  has 
the  appearance  of  an  arc  lamp.  The  ** ballast"  resistance  in 
this  lamp  is  in  the  form  of  an  ** under-run*'  incandescent  fila- 
ment, the  red  and  yellow  rays  from  which  tend  to  correct  the 
light  from  the  mercury  arc. 
Quartz  Tube. 

Another  form  of  mercury-vapor  lamp,  known  both  as  the 
Quartz  Tube  and  as  the  High-Pressure  Mercury  Arc,  was  first 
developed  in  Germany  about  1908,  and  by  1910  lamps  of  this 
kind  were  being  used  commercially  in  France  and  Ghermany. 
This  lamp  is  identical  with  the  glass  (low-pressure)  mercury 
arc,  except  that  by  the  use  of  quartz  instead  of  glass  for  the 
enclosing  envelope  it  is  possible  to  run  the  arc  at  much  higher 
current  density  and  greatly  increased  eflSciency.  Due  to  the 
higher  temperature  thus  produced  and  the  consequent  higher 
vapor  pressure,  the  arc  length  is  reduced  to  only  a  few  inches 
and  the  tube  and  controlling  mechanism  readily  fit  into  a 
casing  rather  larger,  but  of  the  same  general  form,  as  an  arc 
lamp  housing.  The  specific  consumption  of  this  type  of  lamp, 
including  losses  in  ballast  resistance,  is  about  0.59  watt  per 
mean  spherical  candle-power.  It  takes  about  3.5  amperes  and 
operates  best  on  220  volts  D.  C,  although  it  is  also  made  for 
110  volts  D.  C.  The  life  of  a  tube  is  from  3000  to  5000  hours. 
It  has  never  been  produced  commercially  for  alternating  cur- 
rent connection. 

The  light  from  the  quartz  tube  has  more  red  rays  and  is, 
therefore,  superior  to  that  from  the  glass  mercury  arc,  due,  it 
is  thought,  to  the  fact  that  the  high  temperature  of  the  arc 
stream  produces  some  light  by  pure  temperature  radiation  or 
incandescence,  but  its  color  is  still  so  green  as  to  make  it  un- 
suited  for  purposes  of  general  illumination.  There  are,  how- 
ever, useful  applications  for  this  lamp  other  than  for  lighting, 
since  its  arc  is  very  rich  in  ultra-violet  radiations;  so  rich  in 
fact  that  it  is  essential  to  keep  it  covered  by  a  glass  globe  to 
prevent  serious  injury  to  the  eyes.  As  an  ultra-violet  light  pro- 
ducer, therefore,  this  lamp  is  finding  a  variety  of  industrial 
applications — such  as  water  sterilization,  patent-leather  drying, 
deblooming  of  oil,  bleaching  of  flour,  etc.     On  the  other  hand, 
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if  any  of  the  many  attempts  to  efficiently  correct  its  color  value 
ever  prove  successful,  it  will  immediately  become  a  most  at- 
tractive illuminant,  with  its  marked  eflSciency  and  long  life. 

Moore  Vacuum  Tube. 

About  1905,  after  more  than  ten  years  of  experimental  de- 
velopment, during  which  time  various  more  or  less  elaborate 
demonstrations  had  been  made  at  electrical  shows,  etc.,  several 
practical  installations  of  Moore  vacuum  tubes  were  made  around 
New  York,  operating  from  regular  60-cycle  A.  C.  service  mains. 
These  tubes  work  on  the  familiar  Geissler  tube  principle  of  light 
production  by  causing  gases  at  low  pressure  to  become  luminous 
by  the  passage  of  current  through  them.  The  Moore  vacuum 
tube  consists  of  a  continuous  glass  tube  about  1%  in.  in  diameter 
and  from  a  few  feet  to  several  hundred  feet  in  length,  with  in- 
ternal electrodes  of  considerable  size  sealed  into  each  end.  The 
tube  contains  gas  or  vapor  at  low  pressure  and  the  color  and 
efl5ciency  of  the  light  produced  are  dependent  upon  the  character 
of  the  gas  used.  Rarified  air  gives  a  yellowish  light  with  a 
slight  rose  tint,  while  pure  nitrogen,  which  gave  the  most  effi- 
cient results  at  that  time,  produces  light  of  similar  quality,  as  the 
predominant  color  in  both  cases  is  that  of  the  spectrum  of  lu- 
minous nitrogen.  Carbon  dioxide  gas  used  in  the  tubes  emits 
light  that  is  remarkably  close  in  color  to  that  of  well  diffused 
daylight,  but  unfortunately  very  much  less  efficiently  (6.32  watts 
per  mean  spherical  c.  p.)  than  with  the  other  gases.  The  ex- 
tremely low  intrinsic  brilliancy  of  these  tube  sources  of  light 
makes  the  illumination  from  them  appear  very  soft  and  uni- 
form, although  not  so  perfectly  diffused  as  to  appear  flat.  The 
specific  consumption  of  the  best  operating  nitrogen  tubes  is 
about  2.05  watts  per  mean  spherical  candle-power. 

Due  to  the  fact  that  the  gases  in  the  tube  seem  to  gradually 
disappear,  either  by  being  driven  into  or  combining  with  the 
glass  or  electrodes,  the  Moore  tube  is  provided  with  an  ingenious 
carbon  plug  valve  by  means  of  which  gas  is  automatically  fed 
into  the  tubes,  so  as  to  keep  the  enclosed  gas  constantly  at  the. 
proper  pressure.  Simple  auxiliary  chemical  devices  are  pro- 
vided for  generating,  as  required,  the  particular  gas  that  is  be- 
ing used.    By  these  means  the  tubes  will  run  for  several  thousand 
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hours  without  appreciable  reduction  in  candle-power.  The 
tube  is  operated  from  a  constant-potential  transformer  sup- 
plied from  60-cycle  low-voltage  service  lines,  with  its  second- 
ary terminals  connected  directly  to  the  electrodes  in  the  ends 
of  the  tube.  Several  thousand  volts  are  required,  dependent 
upon  the  length  of  the  tube,  but  the  transformer  and  ends  of 
the  tube  are  so  encased  and  insulated  as  to  leave  no  **live"  parts 
exposed.  Fully  30%  of  this  voltage  is  taken  up  by  the  **drop'' 
at  the  electrodes,  and  the  reduction  of  this  large  loss  is  the  great 
diflSculty  to  be  overcome  to  make  this  form  of  light  production 
more  eflScient.  The  power  factor  of  this  outfit  is  about  56%,  due 
to  the  fact  that  the  internal  reactance  of  the  transformer  has  to 
be  made  high  in  order  to  overcome  the  unstable  volt-ampere 
characteristics  of  the  tubes  on  constant  potential. 

On  account  of  the  comparatively  low  efficiency  of  this  form 
of  lighting,  particularly  in  producing  white  light,  it  has  never 
made  much  progress  commercially,  except  for  spectacular  adver- 
tising purposes,  for  photographic  work,  as  the  white  tubes  give 
highly  actinic  radiation,  and  for  color  matching.  For  this  last 
application  an  attractive  and  convenient  500-watt  portable  out- 
fit was  developed. 
Direct  Current  Series  Luminous  Arc  Lamp. 

In  the  fall  of  1903,  the  first  commercial  demonstration  and 
service  test  of  the  D.  C.  Series  Luminous  (Magnetite)  arc  lamp 
was  started.  This  form  of  lamp  was  initially  designed  to  op- 
erate from  4-ampere  constant-current  series  arc  machines,  and  is 
of  the  open-arc  type ;  that  is,  it  does  not  have  an  enclosing  globe 
around  the  arc  to  restrict  the  access  of  air. 

The  upper  and  positive  electrode  is  of  heavy  copper  and  lasts 
several  thousand  hours,  and  the  lower  and  negative  consists  of  a 
tube  of  iron  filled  with  a  mixture  containing  essentially  the 
oxides  of  iron  and  titanium.  The  **life''  of  the  standard  lower 
electrode  is  about  175  hours.  The  arc  stream  is  fed  by  the  ma- 
terials of  this  cathode;  and  the  beautiful  characteristic  white 
light  given  by  this  type  of  arc,  which  is  about  %  in.  long,  run- 
ning at  4  amperes  and  80  volts,  is  largely  due  to  the  high  lumin- 
ous efficiency  of  the  titanium  salts. 

The  lamp  mechanism  is  simple  and  rugged,  working  on  the 
**drop  and  lift'*  principle,  whereby  the  electrodes,  being  nor- 
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raally  apart,  are  brought  together  momentarily  at  starting  to 
** strike'*  the  arc,  immediately  dropping  apart  again  to  the  ad- 
justed ** fixed-are  gap".  Feeding  is  accomplished  by  bringing 
the  electrodes  together  again  and  re-establishing  the  proper  arc 
length  each  time  the  arc  voltage,  due  to  electrode  consumption, 
rises  to  a  pre-determined  value.  In  a  long-burning  lamp  such 
as  this  one,  the  feeding  operation  occurs  infrequently.  This 
method  of  arc  control  was  adopted,  instead  of  the  differentially- 
regulated  ** floating"  mechanism  commonly  used  in  carbon-arc 
lamps,  on  account  of  the  marked  difference  between  the  light 
emitting  characteristics  of  carbon  arcs  and  luminous  arcs.  In 
the  former,  since  the  arc  stream  gives  scarcely  any  light,  the  arc 
length  is  not  of  first  importance;  whereas,  the  light  from  the 
carbon  points,  which  it  is  desired  to  maintain  uniform,  depends 
upon  the  current,  and  the  floating  control  tends  to  keep  the  cur- 
rent steady  by  constantly  changing  the  length  of  arc  so  as  to 
counteract  variations  in  arc  resistance.  In  the  case  of  the  lu- 
minous lamp  where  the  arc  stream  furnishes  all  the  light,  it  is 
not  only  important  to  maintain  the  current  constant,  but  the 
arc  length  as  well,  since  variations  in  either  will  cause  unsteadi- 
ness of  the  light  flux.  This  is  best  accomplished  by  fixed  arc 
length,  since  floating  regulation  working  for  constant  current 
would  tend  to  shorten  the  arc  when  it  was  long  and  least  lu- 
minous, thus  making  light  fluctuations  more  pronounced.  With 
fixed  arc  length  and  constant  current,  the  arc  voltage  varies  over 
a  wide  range,  but  with  many  lamps  in  series  the  average  per 
lamp  is  satisfactory. 

These  considerations  are  of  further  interest  on  account  of 
their  bearing  on  the  designing  of  luminous  lamps  for  multiple 
and  series-multiple  connection  on  constant  potential,  which  has 
never  been  successfully  accomplished  due  to  inherent  unsteadi- 
ness, as  above  indicated.  It  would  seem  to  be  no  more  difficult  to 
make  a  multiple  luminous  lamp  than  a  multiple  flame,  as  they 
both  emit  their  light  from  the  arc  stream,  and  the  reason  seems 
to  be  that  higher  currents  are  used  for  flame  lamps,  and  carbon 
is  used  in  the  electrodes,  both  of  which  expedients  greatly  tend 
to  stabilize  the  arc  by  furnishing  a  large  volume  of  good  con- 
ducting vapor. 

The  4-ampere  series  luminous-arc  lamp,  taking  about  310 
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watts,  was  able  to  displace  open  and  enclosed  carbon  lamps  of 
480  watts,  not  alone  because  of  its  high  efficiency  (about  1  w. 
per  mean  spherical  c.  p.),  its  white  light  and  low  maintenance 
cost,  but  due  also  to  the  fact  that  its  light  distribution  is  a  maxi- 
mum at  10°  below  the  horizontal — ^making  it  ideal  for  street 
lighting.  Therefore,  its  advent  marked  the  beginning  of  the 
decline  of  the  pure  carbon  arc  for  series  lighting. 
Mercury  Arc  Rectifier  System. 

The  one  disadvantage  of  the  luminous  system,  as  first  ex- 
ploited, compared  with  the  method  of  operating  series  A.  C.  en- 
closed-carbon  arc  was  the  necessity  of  using  many  separately 
driven-series  D.  C.  arc  machines  instead  of  being  able  to  connect 
a  number  of  circuits  to  large  constant-potential  transformers 
through  constant-current  transformers  or  regulators.  In  1906 
this  objection  waa  overcome  by  the  introduction  of  the  mercury- 
arc  rectifier,  by  means  of  which  direct  current  is  produced  from 
an  A.  C.  system  similar  to  that  used  for  series  A.  C.  arc  circuits 
by  simply  rectifying  the  current  on  the  lamp  side  of  the  con- 
stant-current transformers.  About  1909,  due  to  an  evident  de- 
mand for  a  higher  standard  of  illumination  in  American  cities, 
a  6.6-ampere  luminous  lamp  (0.65  per  mean  spherical  c.  p.)  was 
put  on  the  market,  the  4-ampere  rating  being  retained  as  well. 
The  **life"  per  trim  of  the  former  is  from  100  to  125  hours. 

This  luminous  arc  system  proved  attractive  to  operating 
companies,  not  only  on  account  of  its  superior  illuminating 
qualities,  as  compared  with  previous  methods,  but  especially 
due  to  its  reliability,  improved  efficiency  and  low  maintenance 
cost,  and  many  thousands  of  these  lamps  have  been  installed. 
Direct  Gurrent  Intensified  Enclosed  Arc. 

Starting  about  1907,  and  for  several  years  after,  due  ap- 
parently to  the  development  and  exploitation  of  the  metallized 
carbon  and  metal  filament  incandescent  lamps  encroaching  upon 
the  field  of  the  older  types  of  multiple  enclosed-type  arc  lamps, 
many  attempts  were  made  to  gain  greater  steadiness,  superior 
quality  of  light  and  better  efficiency  with  carbon  arcs  by  increas- 
ing the  current  density  at  the  points  of  the  electrodes.  This  could 
only  be  accomplished  by  using  carbons  of  extremely  small 
diameter,  since  it  was  also  essential  to  keep  the  imits  as  low  in 
current  consumption   as  possible.     Furthermore,   in  order  to 
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economize  electrode  life  and  avoid  the  complication  of  running 
such  lamps  in  multiple-series  on  constant  potential,  the  lamps  had 
to  be  preferably  of  the  enclosed,  or  at  least  semi-enclosed,  type. 
Many  small  arc  lamps  of  almost  miniature  size  were  built  here 
and  abroad,  some  of  the  European  models  taking  carbons  as  small 
as  Ys  in.  diameter  and  capable  of  running  only  a  few  hours  per 
trim.  Others  used  carbons,  some  of  pure  carbon  and  some  cored 
with  more  efl5cient  light-giving  salts,  ^  in.  and  i/4  in.  diameter, 
with  electrode  lives  of  from  10  to  40  hours.  Many  of  them  gave 
a  beautifully  white,  steady  light;  but  due  to  the  fact  that  they 
had  to  be  trimmed  so  often  and  with  such  care,  on  account  of 
the  trouble  of  aligning  long  thin  carbons,  and  the  further  fact 
that  many  of  them  were  so  small  as  to  present  insufficient  radiat- 
ing surface  to  properly  dissipate  the  heat  from  the  ballast  re- 
sistance and  the  arc  so  that  they  ultimately  destroyed  them- 
selves, this  form  of  illuminant  did  not  gain  permanent  favor. 

The  D.  C.  Intensified  Enclosed- Arc  Lamp,  however,  a  lamp 
of  full  size  and  of  extremely  ornate  appearance,  successfully  en- 
tered this  field  in  1909.  It  produced  a  steady  white  light  of  high 
efficiency,  and  by  means  of  a  novel  arrangement  of  carbons,  gave 
a  life  of  about  60  hours.  Two  inclined  carbons,  ^  in.  in  di- 
ameter, brought  into  abutment  at  their  lower  tips  formed  the 
upper  positive  electrode ;  and  a  single  vertical  carbon,  %  in.  di- 
ameter, actuated  by  the  lamp  mechanism  was  the  negative  elec- 
trode, and  by  its  movement  regulated  the  arc.  This  lamp  had 
a  specific  consumption  of  about  1.76  watts  per  mean  spherical 
candle-power.  It  proved  quite  popular  for  use  in  department 
stores  and  other  places  where  a  steady  white  light  was  required. 
Osmium  Incandescent  Lamp. 

In  the  year  1904,  the  twenty-fifth  anniversary  of  the  inven- 
tion of  the  incandescent  lamp,  Mr.  Edison  stated  that  up  to  that 
time  a  total  of  about  250,000,000  incandescent  lamps  had  been 
produced  in  America.  All  these  lamps  had  filaments  of  carbon 
and  the  efficiency  had  been  brought  some  years  before  to  the 
point  where  a  standard  16-c.p.  lamp  had,  with  satisfactory  use- 
ful life,  a  specific  consumption  of  3.1  watts  per  mean  horizontal 
candle-power;  and  other  ratings,  3.5  and  4  w.p.m.hor.c.p.  It 
seemed  as  if  the  limit  of  efficiency  had.  been  reached  with  the 
carbon  filament;  and  with  no  improvements  in  sight,  except  the 
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Osmium  lamp  under  development  in  Germany,  and  with  the 
Nernst  lamp  (smallest  size,  25  c.  p.)  making  good  headway  for 
both  indoor  and  outdoor  illumination,  the  outlook  for  the  incan- 
descent lamp  just  at  that  time  was  not  of  the  brightest. 
Incandescent  lamps  with  osmium  filaments  were  first  tried  out 
commercially  in  Berlin  and  Vienna  in  1904.  The  lamps 
operated  at  about  1.5  w.p.m.hor.c.p.  with  good  commercial 
life,  but  could  only  be  made  for  low  voltages  of  from  10  to  55 
volts,  and  the  filaments  were  very  fragile.  Due  to  the  fact  that 
the  known  supply  of  osmium  was  extremely  small,  the  cost  of 
the  lamps  was  high,  and  many  of  them  were  rented  rather  than 
sold  so  as  to  recover  the  osmium  after  the  failure  of  the  lamp,  as 
it  could  be  used  over  again. 
Tantalum  Incandescent  Lamp. 

In  1905  the  Tantalum  lamp  was  brought  out  in  Germany, 
and  appeared  in  this  country  the  next  year,  1906.  It  had  a 
strong  filament  that  withstood  shipment  and  vibration  very  well, 
gave  800  to  1000  hours'  life  on  D.  C.  at  2  w.p.m.hor.c.p.,  but  xm- 
fortunately  gave  less  than  half  the  life  on  A.  C.  that  it  did 
on  D.  C. 
Metallized  Carbon  Incandescent  Lamp. 

Also  in  1906  announcement  was  made  in  America  of  the 
discovery  of  the  ** metallized  carbon"  filament,  rated  at  2.5  w.p. 
m.hor.c.p.  The  process  of  making  this  filament  consists  of  heat- 
ing ordinary  carbon  filaments  in  a  furnace  at  a  temperature  of 
over  3000°  C,  both  before  and  after  ** treating"  in  hydrocarbon 
vapor.  By  this  means  the  graphite  coating  of  the  filament  is 
greatly  reduced  in  resistance,  and  its  temperature  coefficient  be- 
comes positive  instead  of  negative,  as  before.  These  changes  in 
characteristics  make  it  capable  of  withstanding  higher  tempera- 
ture, so  that  it  can  be  run  at  better  efficiency  and  still  give  good 
life.  This  lamp,  known  on  the  market  as  the  **Gem",  immedi- 
ately became  a  formidable  competitor  of  the  tantalum  lamp  be- 
cause of  its  cost,  which  was  only  slightly  above  that  of  the  or- 
dinary carbon  lamp,  while  the  cost  of  the  tantalum  was  three 
times  as  much,  and  also  on  account  of  the  poor  life  of  the  latter 
on  A.  C.  circuits.  Still,  with  its  very  attractive  efficiency,  sturdi- 
ness  and  long  life  on  D.  C,  many  hundred  thousands  of  tanta- 
lum lamps  were  sold. 
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"Pasted"  Tungsten  Incandescent  Lamp. 

In  this  same  year  of  1906  the  "pasted"  tungsten  filament 
lamp  was  put  out  abroad,  and  in  this  country  in  1907.  Its  spe- 
cific consumption  at  satisfactory  commercial  life  was  announced 
to  be  1.25  w.p.m.hor.c.p.,  which  was  such  a  wonderful  improve- 
ment as  to  instantly  attract  wide  attention.  The  early  lamps 
were,  however,  so  very  fragile  that  it  was  diflScult  to  even  ship 
them  with  safety.  This  fact,  together  with  their  high  cost, 
which  was  even  more  than  that  of  tantalum  lamps,  somewhat 
restricted  their  use  in  the  beginning. 

High  candle-power,  thick-filament  lamps  were  first  made 
in  this  country,  as  they  stood  up  better  than  the  finer  filament 
lamps  and  also  advanced  the  sizes  of  incandescent  lamps  beyond 
where  they  had  ever  been  with  carbon  filaments.  At  first  it  was 
thought  that  due  to  the  fragility  of  the  fine  tungsten  filaments 
required  for  low- wattage  lamps  at  110  volts,  it  would  be  nec- 
essary to  make  such  sizes  in  low  voltages  and  operate  them  on 
higher  voltages  by  means  of  individual  and  group  transformers, 
but  in  a  year  or  so  tungsten  lamps  for  110-volt  service  that 
would  withstand  reasonable  handling  were  made  in  sizes  from 
25  to  250  candle-power,  and  their  cost  was  consistently  reduced 
as  the  production  increased.  It  was  desirable  to  bum  these 
lamps  in  a  vertical  position  and  not  to  control  them  by  means 
of  the  socket  switch.  In  cases  where  they  were  subject  to  ap- 
preciable vibration,  spring-supported  sockets  were  used  to  ad- 
vantage to  prevent  undue  filament  breakage. 

At  the  end  of  the  third  decade  of  electric  lighting,  the  lu- 
minous-arc system  with  mercury-arc  rectifier  was  getting  more 
and  more  popular  for  street  illumination  and  larger  units  than 
ever  before  were  coming  into  use  for  series  incandescent  light- 
ing. The  Nernst  lamp  had  started  on  the  wane,  due  to  tungsten 
competition,  as  had  also  all  the  enclosed-carbon  arcs,  except  the 
recently  exploited  high  efficiency  arcs.  The  tungsten  lamp  was 
commencing  to  out-distance  the  tantalum  lamp,  although  the 
latter 's  ruggedness  on  D.  C.  was  much  in  its  favor.  The  metal- 
lized carbon  filament  was  making  steady  progress  due  to  its 
good  efficiency,  increasing  reliability  and  low  cost.  The  open- 
flame-arc  lamp  was  about  at  the  highest  point  of  its  popularity 
and  there  was  a  general  feeling  that  a  practical  long-life  flame 
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lamp  should  be  forthcoming,  as  the  frequent  trimming  of  the 
short-life  flame  lamps  made  them  extremely  costly  to  maintain. 
The  mercury  arc  in  a  quiet  way  seemed  to  be  making  favorable 
progress  in  its  somewhat  limited  fields  of  usefulness. 

It  is  again  interesting  to  note  the  extent  to  which  carbon 
was  being  used  at  that  time  in  electric  illuminants,  and  it  ap- 
pears that  it  was  still  indispensably  useful  in  the  many  ** treated*' 
and  '* metallized"  filaments  that  were  being  manufactured  for 
the  electrodes  of  open  and  enclosed  arc  lamps  and  as  the  base 
for  flame  carbons,  but  it  had  lost  the  pre-eminent  position  it 
occupied  during  the  first  twenty  years  of  the  electrical  in- 
dustry. 
Ornamental  Fixtures. 

About  the  year  1910  there  seemed  to  be  a  more  or  less  con- 
sistent inclination  throughout  this  country  in  the  direction  of 
better  lighting  and  more  ornamental  fixtures.  This  feeling  was 
probably  engendered  by  the  great  strides  that  were  being  made 
about  that  time  in  the  perfecting  of  new  illuminants,  each  suc- 
cessively better  than  its  predecessor,  and  the  fact  that  incan- 
descent lamps  advanced  by  their  wonderful  improvement  in 
eflSciency  into  a  broader  field,  and  being  more  susceptible  of  or- 
namentation than  the  old  types  of  arc  lamps,  influenced  the  in- 
troduction of  new  fixtures  more  pleasing  and  ornate. 
Ornamental  Luminous  Arc  Lamp. 

In  the  five  years  since  1910,  tungsten  cluster  pole  lighting 
first  gained  considerable  popularity  and  then  declined,  due  to 
the  fact  that  it  proved  disappointing  from  an  illuminating 
standpoint.  Tungsten  lamps  in  larger  sizes  than  ever  before 
and  in  increasing  quantity  were  used  for  series  and  multiple 
street  lighting.  The  ornamental  luminous  arc  for  pole  lighting 
was  brought  out  in  1910  and  has  met  with  permanent  and  in- 
creasing success  in  the  lighting  of  the  business  streets,  parkways, 
and  boulevards  of  cities,  large  and  small.  It  is  made  in  three 
ratings,  namely,  4,  5  and  6.6  amperes,  and  is  operated  from 
standard  series  rectifier  outfits.  The  beautiful  white  light  given 
by  these  lamps  has  given  rise  to  the  term  ** White  Way"  light- 
ing. The  white  light  from  such  street  lamps  makes  a  pleasing 
contrast  with  the  yellow  light  in  store  windows,  hotels  and 
residences. 


I 

mi 

so"   ii 

top 

lis 

Kit  >.8 

IIP? 

5^3  i( 

«■» 

^ 

■s- 

■^ 

*■-* 

/B 

^o 

do 

7^ -BO 

BO- as 

7B-a3 

7B-e3 

7B-S9 

B7-S3 

s-7-e3 

-^ 

^/O 

.?3(? 

■*o» 

f<?3 

S3a 

•««« 

■*es 

6^ 

B 

3 

s 

£ 

s 

9m 

BS 

•a 

BZ 

»a 

9B 

BA 

c« 

s 

BT.S 

Ba-s. 

BBS 

B9.S 

»T.  * 

BI.S 

BJS 

^ 

^BK 

JBB 

^£» 

■^Stb 

B07 

BOO' 

SOO 

f^^ 

a 

eamo 

/I**-* 

/■BS!* 

/BS1* 

S-*S& 

ao3B 

aoBZ 

o 

/xs 

/BO 

/BB 

ase 

//B 

/BO 

/BO 

/ya 

> 

3e 

za 

S9 

/  7 

Be 

B/ 

■B/ 

L 

««i 

a-<t 

6^ 

a^ 

e^f 

eo 

Q.a 

1 

1 

,,., 

■^B^ 

e^7 

■*S9 

7B'9 

/omo 

/«*-!* 

TC 

o 

/s/o 

^«o 

TBB 

^30 

BBS 

/■^oo 

-/o- 

/a-ao-/s 

S-BS-^' 

7ao-BO 

B-BO-/0 

BB3  -/O 

'BBS-^o 

/■^oo-/o 

o 

B//0 

^&7-0 

7--*  TO 

Boao 

9/ SO 

B9-*o 

//BSO 

7 

/^.9 

/■s./ 

/S.S 

/S.S 

/7./ 

a/.-* 

e*.3 

.o/e« 







oooa 

.o/o 

— 

.OBS 

.OBO 

.OBa 

■  OB7 

k 

0 

.^^^ 
k^ 

sit! 

^            /3               /-^              /^               /  ^             ^'^       \ 

/^v4 

£.2 

^9^*^^  i^9 

^•3S 

^^A 

^.r 

/  /o 

/  /  o 

//^ 

/  /s 

//•5- 

n^y 

^o 

CO 

^OO 

rs-o 

/oao 

> 
/va. 

1 

z/ 

^3.& 

900 

y^sa 

moyo 

?• 

^JB-^Cf" 

^a-^o" 

y<^GO-3^ 

S^CO'3^ 

3^00t3^ 

r 

X^« 

^S9 

£ro3s 

s/sa 

/3030 

^.7 

^.a 

/o./ 

/  0.3 

^3^ 

• 

TOO 

/Goa 

/ooo 

/aoo 

^OOO 

S-a 

GO 

>soo 

r^a 

/ooo 

/.'^ 

/ 

/ 

/ 

/ 

3 


^/^A^^^^^ 


•d^T-vy  y^\ 


-A 


Z-yWi 


I 


C  G/^^/A^^^ 


H 


A^j^J^- 


— ^ 


ELECTRIC  ILLUMINANTS  225 

Neon  Vacuum  Tube. 

In  1911,  exhibitions  were  made  in  America  of  the  Claude 
Neon  Tube  invented  in  France.  This  is  a  tube  similar  to  the 
Moore  tube,  except  that  it  is  supplied  with  pure  neon  gas  in- 
stead of  nitrogen  or  carbon  dioxide.  A  peculiarity  of  this  type 
of  tube  is  that  it  does  not  need  a  valve  arrangement  for  supply- 
ing additional  gas,  as  with  the  Moore  tube.  Even  a  slight  per- 
centage of  nitrogen  impurity  with  the  neon  greatly  reduces  the 
eflSciency.  The  light  from  this  tube  is  rich  in  red  rays,  with 
entire  absence  of  blue  and  violet,  and  when  operated  with  mer- 
cury arc  lamps  the  resultant  quality  of  light  is  nearly  white.  A 
tube  20  ft.  long  takes  1000  volts  to  operate  it. 
Drawn-Wire  Tungsten  Incandescent  Lamp. 

In  1911  the  first  drawn-wire  tungsten  lamps  of  1  w.p.m.hor. 
c.p.  specific  consumption  were  put  out,  looking  more  like  tanta- 
lum lamps  than  like  '^pasted"  filament  tungsten  lamps.  Tungs- 
ten units  of  400  and  500  watts  were  introduced  and  largely 
used  for  replacing  multiple  arc  lamps  in  department  stores, 
industrial  plants,  etc.,  as  the  efiiciency  of  these  new  lamps 
was  superior  to  that  of  most  multiple  arc  lamps,  and  the  incon- 
venience, dirt  and  expense  of  trimming  is  eliminated. 
Oas-Filled  Tungsten  Incandescent  Lamp. 

In  1913  the  remarkable  innovation  of  making  tungsten  fila- 
ments in  tightly  wound  spiral  coil  form  and  enclosing  them  in  an 
atmosphere  of  nitrogen  or  other  suitable  gas  was  introduced. 
The  gain  in  eflBciency  from  this  procedure  is  more  pronounced 
with  large  diameter  filaments  than  with  thin  ones,  as  the  loss 
of  heat  by  convection  is  relatively  less  with  the  thick  filaments 
than  with  the  smaller  ones.  For  this  reason,  lamps  of  a  specific 
consumption  of  0.45  to  0.5  w.p.m.hor.c.p.  are  now  being  pro- 
duced, with  large  filaments  taking  20  amperes  in  300-,  600-  and 
1000-watt  sizes,  and  lamps  taking  6.6  and  7.5  amperes  at  0.6  to 
0.7  w.p.m.hor.c.p.,  all  for  series  connection.  The  20-ampere 
lamps  are  operated  by  means  of  auto-transformers,  which  lower 
the  eflBciency  of  the  1000-watt  combined  unit  to  about  0.47  w.p. 
m.hor.c.p.,  and  the  others  accordingly.  Lamps  for  multiple  110 
volts  are  made  in  500-,  750-  and  1000-watt  sizes,  taking  from 
0.6  to  0.8  w.p.m.hor.c.p.  These  lamps,  particularly  the  high- 
current  type,  give  a  fine  quality  of  light  that  appears  white  un- 
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less  compared  with  a  source  like  the  luminous  arc  or  Moore 
white-light  tube,  when  it  looks  slightly  yellowish.  Step  by  step 
with  these  wonderful  developments  in  incandescent  lamps,  Im- 
provements have  been  made  in  arc  lamps,  especially  with  the 
series  luminous.  By  means  of  new  materials  and  mixtures,  so- 
called  **high-eflBciency"  electrodes  have  been  produced  that  have 
greatly  increased  the  light  production  of  these  units.  Rear- 
rangement of  lamp  designs  so  as  to  lessen  the  amount  of  light 
lost  by  obstructions,  and  the  use  of  prismatic  refractors  for  gain- 
ing better  distribution,  have  resulted  in  the  salvage  of  much 
light  heretofore  absolutely  lost. 

At  the  present  time,  therefore,  the  illuminants  that  are  most 
successful  are  the  gas-filled  incandescent  and  the  luminous  arc. 
For  interior  lighting,  the  incandescent  lamp  is  practically  su- 
preme ;  while  for  street  illumination,  arc  and  incandescent  lamps 
each  have  their  most  suitable  applications,  the  former  for  the 
business  sections  of  cities  and  towns,  where  white  light  is  most 
dignified  and  effective,  and  for  boulevards  and  parks,  due  to 
superior  light  distribution,  and  the  latter  for  residential  streets 
and  suburban  districts  where  a  variety  of  sizes  of  units  is  de- 
sirable and  the  color  of  light  is  not  contrasted  with  store-window 
lighting.  From  an  installation  and  operative  standpoint,  the 
incandescent  lamp  system  has  lower  first  cost,  since  it  requires 
no  rectifying  apparatus,  but  this  advantage  is  rather  more  than 
offset  by  the  better  efficiency  and  lower  maintenance  cost  of  the 
luminous  arcs. 

It  is  interesting  to  note  that  electric  lighting  started  with 
an  open  arc  lamp  and  an  incandescent  lamp,  both  using  incan- 
descent carbon  as  the  light  source.  We  have  arrived  after  many 
wanderings  where  we  are  again  largely  served  by  the  same  two 
types  of  lamps,  with  the  difference  that  one  uses  metal  oxides  and 
the  other,  metal,  as  the  light  producers.  Another  point  of 
similarity  is  that  these  arc  lamps  will  only  run  on  direct  current, 
although  efforts  have  long  been  made,  with  appreciable  success, 
to  perfect  a  similar  type  for  alternating  current. 

It  is  both  dangerous  and  futile  to  try  to  look  into  the  future, 
but  results  already  accomplished  and  work  now  progressing 
serve  to  indicate  what  paths  new  developments  may  quite  pos- 
sibly follow.    For  example,  the  flame  lamp  has  latent  possibilities 
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that  may  well  put  it  far  ahead  of  all  other  large  sources,  if  new 
materials  suitable  for  introduction  into  the  electric  arc  can  be 
found  capable  of  producing  steady  light  (preferably  white 
light)  more  efficiently  and  economically  than  by  present 
methods.  It  does  not  seem  impossible  that  such  discoveries  may 
be  made.  On  the  other  hand  it  really  seems  that  the  incandes- 
cent lamp  has  about  reached  the  limit  of  its  possible  efficiency, 
as  at  the  melting  point  of  tungsten  its  specific  consumption  is 
about  0.2  watt  per  mean  spherical  candle-power.  It  has  sur- 
prised us  so  often  in  the  past,  however,  that  it  is  not  safe  to 
discard  it  from  consideration,  as  some  day  carbon  may  be  con- 
verted into  still  another  form  that  will  enable  it  to  be  used  at 
higher  temperatures  than  tungsten.  Possibly  the  small  glass- 
bulb  unit  of  the  future  will  have  a  vapor  path  instead  of  a  solid 
conductor,  now  that  we  are  getting  near  the  melting  points  of 
available  filament  materials.  The  real  attractive  and  promising 
field  for  improvements  seems  to  be  in  the  utilization  of  luminous 
gases  and  vapors.  Considerable  progress  has  already  been  made 
and  it  seems  not  unreasonable  that  further  successful  develop- 
ments will  follow.  There  does  not  appear  to  be  such  hard  and 
fast  limitations  to  light  production  by  gaseous  conductors  as  by 
our  old  familiar  methods,  although  this  feeling  may  be  due  to 
the  fact  that  we  do  not  know  so  much  about  the  laws  governing 
such  phenomena. 
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APPENDIX. 

CLASSIFICATION  OF  ELECTBIC  ILLUMINANTS. 

All  electrical  illuminants  may  be  classified  broadly  into  two 
divisions : 

First — Those  in  which  the  light-producing  element  is  a 
** solid  conductor". 

Second — Those  in  which  the  light-producing  element  is,  in 
part  at  least,  a  ''gaseous  conductor". 

A  more  complete  classification  is  as  follows : 


Solid  Conductor 
(Incandescent 
Lamps) 


Glass    Enclosed. 


■I 
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Carbon   Filament \  Treated 
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( Claude  Neon  Tubes 

Light  Production. 

Electric  illuminants  may  also  be  grouped  according  to 
whether  the  light  they  produce  is  due  entirely  to  **  incandes- 
cence", or  whether  part  of  it  is  due  to  "luminescence",  as 
follows : 


Incandescence ^ 
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Size  of  Unit  and  Divisibility. 

Another  important  consideration  regarding  electrical  illu- 
minants  is  the  size  of  units  as  to  candle-power  in  which  they 
are  capable  of  being  produced  without  appreciable  sacrifice  of 
eflSciency.  In  general,  the  ** solid  conductor"  lamps  can  be 
made  in  any  desired  size  of  units,  whereas  the  ''gaseous  con- 
ductor" types  can  only  be  produced  in  minimum  sizes  of  several 
hundred  candle-power. 

INCANDESCENT   LAMPS. 

Operation. 

All  incandescent  lamps  can  be  operated  on  either  A.  C.  or 
D.  C,  and  for  both  series  and  multiple  connection.  In  certain 
cases  the  performance  is  superior  on  one  or  the  other  kind  of 
current  and  practical  considerations  determine  the  most  desir- 
able connections. 

Effect  of  Voltage  Fluctuation. 

The  fact  that  all  the  new  types  of  filaments  have  positive 
temperature  coefficients  is  to  give  the  lamps  considerable  in- 
herent regulation.  Timgsten  lamps  are,  therefore,  much  less 
sensitive  to  change  of  line  volts  than  old  carbon-filament  lamps 
were. 

Effect  of  Frequency. 

The  variation  of  current  through  an  incandescent-lamp  fila- 
ment caused  by  the  periodic  reversals  of  an  alternating  current 
produces  like  fluctuations  in  the  light.  At  60  cycles  this  con- 
tinuous variation  is  hardly  discernible,  even  with  the  smallest 
tungsten  unit,  and  at  40  cycles  it  is  not  objectionable,  but  at  25 
cycles  it  is  quite  perceptible.  For  equal  candle-powers,  the  tung- 
sten lamp  is  more  susceptible  to  this  effect  than  the  old  carbon 
lamp,  due  to  its  much  thinner  filament ;  but  comparing  filaments 
of  the  same  actual  diameter,  tungsten  is  less  affected. 

Efficiency  and  Life. 

Efficiency  as  a  light  producer  and  lamp  **life"  are  inter- 
dependent and  must  necessarily  be  considered  together.  For, 
operating  at  low  efficiency,  a  filament  will  last  indefinitely, 
whereas  the  same  filament  run  very  brightly  will  last  only  a  few 
hours  or  minutes.    By  convention,  therefore,  the  efficiency  of  a 
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lamp  is  understood  to  be  that  at  Mrhich  it  will  operate  for  a  cer-i 
tain  number  of  hours  (500  hours  for  carbon  filaments  and  1000 
hours  for  metal)  without  falling  below  80%  of  its  initial  candle- 
power.  It  has  become  customary  to  express  this  rating  in 
specific  consumption  of  watts  per  mean  horizontal  candle- 
power. 

ARC  LAMPS. 

General  Characteristics  of  Arcs. 

Definition. — An  arc  is  a  bridge  of  conducting  vapor  main- 
tained between  electrodes  included  in  an  electric  circuit. 

Temperature. — The  temperature  of  an  arc  is  apparently 
that  of  the  boiling  point  of  the  cathode  material. 

Influence  of  Cathode  Material. — In  fact,  this  material  in 
general  fixes  the  whole  character  of  the  arc  providing  the 
conducting  vapor,  and  impressing  its  spectrum  as  that  of  the 
arc.  The  only  way  in  which  the  anode  material  can  affect  the 
arc  spectrum  is  when  it  is  carried  into  the  arc  stream  indirectly 
by  evaporation.  Under  such  circumstances,  if  the  anode  ma- 
terial is  more  volatile  than  that  of  the  cathode  and  if  the  vapor 
from  the  latter  is  nearly  non-luminous  when  used  as  an  arc  con- 
ductor, the  spectrum  of  the  arc  may  appear  to  be  only  that  of 
the  anode  material. 

Types  of  Arcs. 

There  are  three  distinct  types  of  arcs,  determined  by  the 
manner  in  which  the  light  is  produced,  as  follows  : 

1. — Light  due  to  incandescence  of  the  electrode  tips,  largely 
caused  by  the  extremely  high  temperature  of  the  anode  crater. 

So-called  ** carbon  arcs''  constitute  this  class,  as  pure  car- 
bon is  used  for  both  electrodes.  Since  carbon  is  the  most  re- 
fractory of  known  materials,  it  will  maintain  the  highest  pro- 
ducible temperature  and  give  light  at  the  best  obtainable  efiici- 
ency  by  incandescence.  The  diameter  of  the  electrodes  is  quite 
an  important  factor  with  this  type  of  lamp,  as  the  smaller  the 
diameter,  at  the  same  current,  the  better  the  efficiency  and  the 
steadiness;  but  these  qualities  can  only  be  obtained  at  the  ex- 
pense of  electrode  '*life".  Since,  however,  the  arc  stream  is 
formed  from  carbon  vapor  which  is  nearly  non-luminous,  over 
90%  of  the  light  comes  from  the  carbon  tips. 

2. — Light  due  to  the  arc  stream  being  made  luminous  by 
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utilizing  the  heat  of  the  anode  crater  to  evaporate  into  it  light- 
giving  mineral  salts  that  have  been  incorporated  into  the  anode 
structure. 

The  so-called  *' flame  arcs"  that  constitute  this  type  always 
have  carbon  as  the  base  of  both  electrodes  due  to  the  fact  that 
it  produces  the  hottest  known  arc,  and  thus  the  salts  of  high 
selective  emissivity  that  are  impregnated  or  cored  into  the 
anode,  and  sometimes  into  the  cathode  as  well,  are  fed  by  evap- 
oration into  the  hottest  available  arc,  with  resultant  high  effi- 
ciency. Various  salts  can  be  used  for  this  purpose,  but  calcium 
in  the  form  of  fluoride,  giving  intensely  yellow  light,  and  cerium 
fluoride,  producing  white  light  but  of  less  efficiency,  are  the 
most  common  ones  utilized.  Great  care  must  be  used  with  flame 
arcs  to  proportion  the  relative  amounts  of  carbon  and  salts  in 
the  electrodes,  so  that  at  normal  consumption  uniform  color  and 
efficiency  of  the  arc  will  be  maintained.  Nearly  all  the  light 
from  a  flame  arc  is  emitted  by  the  arc  stream  and  very  little  by 
the  electrode  tips,  so  that  the  type  may  be  truly  considered  as 
a  ** colored"  carbon  arc. 

3. — Ijight  due  to  the  arc  stream  being  composed  of  the  vapor 
from  such  cathode  material  that  the  passage  of  the  arc  current 
through  it  makes  it  luminous. 

The  so-called  ** luminous  arcs"  and  also  the  "mercury  arcs" 
come  under  this  definition.  The  former  utilize  iron  and  titanium 
compounds  as  the  material  for  the  cathode,  because  they  give 
the  highest  luminous  efficiency  and  produce  light  very  white  in 
color.  The  oxides  of  these  metals  are  used,  as  they  are  stable 
in  the  air,  even  at  very  high  temperature,  and  thus  make  the 
electrodes  have  long  life.  With  D.  C.  luminous  arcs,  the  ma- 
terial of  the  anode,  if  it  is  kept  comparatively  cool,  is  not  im- 
portant, and  may  be  practically  non-consuming,  since  the  light 
from  this  type  of  arc  is  largely  due  to  ''luminescence"  and  is 
not  dependent  upon  very  high  temperature,  as  is  light  produc- 
tion by  "incandescence".  With  A.  C.  luminous  arcs,  the  anode 
must  preferably  be  of  carbon,  as  no  other  material  is  as  effective 
as  carbon  in  maintaining  steady  arcs  with  alternating  current. 
The  spectrum  of  the  vapor  of  mercury,  which  material  consti- 
tutes the  cathode  in  the  mercury-arc  lamps,  gives  to  these  arcs 
their  characteristic  greenish-blue  color. 


232  ELECTRIC  ILLUMINAKT8 

Volt-Ampere  Characteristics  of  Arcs. 

A  distinctive  peculiarity  of  the  arc  is  that  at  constant 
length  the  voltage  decreases  as  the  current  increases,  or,  in  other 
words,  the  resistance  of  the  arc  lowers  with  increase  of  current. 
This  means  that  an  arc  is  inherently  unstable  on  constant  poten- 
tial, although  stable  with  constant  current. 

A  current-limiting  or  -steadying  arrangement  of  some  kind 
is,  therefore,  essential  in  circuit  with  an  arc,  to  make  it  stable. 
Arc  on  Constant  Ourrent. 

For  constant-current  operation  this  stabilizing  is  accom- 
plished by  means  of  the  generator,  transformer  or  regulator  that 
is  designed  to  maintain  constant  current  within  required  limits, 
irrespective  of  changes  in  load  conditions. 

Arc  on  Constant  Potential. 

For  constant-potential  operation  the  arc  is  made  stable  by 
using  enough  series  resistance  for  direct  current,  or  series  re- 
actance for  alternating  current,  so  that  the  total  resistance  or 
impedance  of  the  arc  plus  its  ** ballast"  will  rise  with  increas- 
ing current,  and  vice  versa. 

Alternating  Ourrent  Arc. 

Due  to  the  fact  that  with  alternating  current  an  arc  at  the 
end  of  each  half  cycle  is  extinguished,  and  if  it  is  to  be  main- 
tained must  be  each  time  re-established  in  the  reverse  direction, 
material  of  exceptional  characteristics  must  be  used  for  elec- 
trodes. It  is  necessary  in  order  to  start  a  new  arc  stream  that 
the  temperature  of  the  arc  be  high  enough  so  that  the  vapor 
of  the  particular  material  of  which  the  electrodes  are  composed 
will  remain  volatile,  and  the  arc  gap,  therefore,  conductive,  dur- 
ing the  appreciable  length  of  time  while  the  current  is  revers- 
ing. As  a  matter  of  fact,  carbon  is  the  only  known  material  that 
entirely  fulfills  this  requirement  at  low  voltages.  At  frequencies 
from  40  to  140  cycles,  the  light  from  an  alternating  current  arc 
is  satisfactory.  Below  40  cycles  the  flicker  due  to  the  alterna- 
tions begins  to  get  noticeable,  and  with  lower  frequency  becomes 
more  and  more  objectionable.  At  the  higher  frequencies  the  arc 
develops  a  disagreeable  humming  noise.  The  arc  current  which 
determines  the  size  of  the  unit,  and  also  the  quality  of  the  car- 
bons, influence  these  results. 
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Power  Factor. 

The  power  factor  of  an  A.  C.  arc  is  also  affected  by  the 
grade  of  carbons  used,  not  due  to  actual  phase  shifting,  but  on 
account  of  the  distortion  of  the  voltage  wave  which  at  the  be- 
ginning of  each  half  cycle  *' peeks  up''  in  order  to  overcome  the 
resistance  of  the  vapor  gap  in  restarting  the  arc  stream.  With 
both  carbons  ** solid",  the  distortion  is  most  marked  as  the  ma- 
terial is  less  volatile  and  there  is  a  minimum  of  residual  vapor, 
80  that  the  restarting  voltage  rises  to  a  high  peek;  with  one 
'* solid''  and  one  ** cored"  carbon,  the  voltage  at  starting  is  much 
lower,  while  with  two  '* cored"  carbons  there  is  very  little  dis- 
tortion. With  one  cored  and  one  solid  carbon,  which  was  the 
common  practice  in  running  enclosed-carbon  arcs,  the  power 
factor  of  the  arc  averaged  somewhat  better  than  90%  at  60 
cycles  and  would  vary  5%  either  way  with  different  combina- 
tions of  electrodes. 
Life. 

The  **life"  of  an  arc  lamp  per  trim  of  electrodes  depends 
primarily  upon  the  material  of  which  the  electrodes  are  com- 
posed, because  with  carbon,  for  example,  more  material  is  wasted 
by  combustion  than  is  volatilized  to  feed  the  arc  stream.  Thus 
the  luminous-arc-lamp  electrodes  made  of  metallic  oxides  that 
are  stable  even  at  high  temperatures  are  inherently  long  burn- 
ing, whereas  the  only  way  to  restrict  the  rapid  consumption  of 
carbon  electrodes  is  to  retard  their  combustion  by  limiting  the 
amount  of  oxygen  that  reaches  the  arc. 

The  other  points  that  affect  *'life"  are,  first,  current,  which 
influences  the  temperature  and,  therefore,  the  vaporizing  power 
of  the  arc;  and  second,  naturally,  the  size  of  the  electrodes — 
that  is,  the  amount  of  material  available  for  consumption.  With 
carbon,  particularly,  the  diameter  of  the  electrodes  is  of  great 
importance,  as  long,  slender  sticks  run  hotter  over  a  greater 
surface  and  thus  oxidize  faster  than  shorter,  stubbier  pieces  of 
equal  bulk. 

Luminous  arcs  are,  therefore,  characteristically  long  burn- 
ing; and  carbon  arcs,  comprising  also  flame  arcs,  are  of  two 
kinds,  namely,  **open  arc",  or  short  life,  and  ** enclosed  arc"  or 
'Monglife". 

In  mercury  arcs,  the  cathode  material  does  not  consume,  as 
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after  it  is  vaporized  into  the  arc  stream  it  is  condensed  and  re- 
turned to  the  cathode  pool.  The  conventional  limit  of  **life" 
of  such  lamps  is  considered  to  be  when  the  light-producing 
power  of  the  tube  has  been  reduced  20%  from  the  initial  value, 
due  to  blackening  caused  by  anode  material  depositing  on  or 
combining  with  the  glass  or  quartz  envelope. 

CANDLE-POWER  COMPARISONS. 

Due  to  the  ease  of  comparing  the  candle-power  of  incan- 
descent lamps  (especially  bare  lamps)  with  each  other,  it  early 
became  the  custom  to  rate  such  lamps  in  mean  horizontal  candle- 
power.  In  the  same  way,  arc  lamps  have  often  been  rated  in 
mean  lower  hemispherical  candle-power,  since  they  are  ordin- 
arily judged  by  their  performance  when  fully  equipped  with 
globes,  reflectors,  refractors,  etc.,  for  actual  service.  The  only 
fair  way,  however,  of  putting  all  light  sources  on  a  common  foot- 
ing is  on  the  basis  of  total  light  flux  emitted,  expressed  in  mean 
spherical  candle-power  or  lumens.  Incandescent  lamp  manu- 
facturers generally  give  with  the  standard  horizontal  candle- 
power  rating  of  a  lamp  either  a  reduction  factor  that  enables 
the  mean  spherical  candle-power  to  be  determined  or  the  spheri- 
cal rating  itself  in  candle-power  or  lumens. 

As  mean  spherical  candle-power  ratings  do  not  indicate  the 
characteristic  distribution  of  light  from  diflferent  illuminants,  it 
is  often  customary  to  furnish  such  information  by  stating  the 
angle  at  which  maximum  candle-power  is  produced,  and  the 
candle-powers  at  such  other  angles  as  will  be  of  interest  in  show- 
ing the  suitability  of  the  lamp  for  particular  applications.  The 
most  satisfactory  way  of  recording  these  data  is  by  means  of 
curves  plotted  on  polar  coordinates,  showing  the  distribution 
of  light  in  a  vertical  plane. 

TABULATED  DATA  INDICATING  EFFICIENCY  OF  COMMERCIAL 

ELECTRIC  ILLUMINANTS  SINCE  1878. 

These  data  do  not  take  into  consideration  color  or  distribu- 
tion of  light,  form  of  unit  and  size  limitations,  cost  of  lamps, 
auxiliary  apparatus  and  maintenance,  life,  convenience  of  ap- 
plication and  all  such  practical  conditions  that  must  be  carefully 
analyzed  to  make  a  complete  comparison  of  the  useful  light-pro- 
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ducing  qualities  of  different  sources.  The  figures  serve  to  in- 
dicate, however,  the  progress  in  eflSciency  that  has  been  made 
to  date  since  electric  illuminants  were,  first  commercially  used. 
The  last  three  tabulations  give  more  complete  electrical  and  il- 
lumination data  of  some  of  the  old  distinctive  types  of  lamps 
and  also  of  the  very  latest  practical  lighting  units. 
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THE  EFFECT  OF  HTDBO-ELEOTBIC  POWER  TRANSMIS- 
SION UPON  ECONOMIC  AND  SOCIAL  CONDITIONS, 
WITH  SPECIAL  REFERENCE  TO  THE  U.  S. 
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By 

FRANK  G.  BAUM 
M.  Am.  Soc.  C.  E.y  Mem.  Am.  Soc.  M.  E.,  Mem.  A.  I.  E.  E. 

San  Francisco,  Calif.,  U.  S.  A. 


To  determine  in  any  exact  way  the  result  of  any  particular 
industry  on  any  period  of  progress  is  difficult,  because  usually 
many  influences  contributed  to  the  total  results.  But  we  can  in 
a  way  see  the  effect  of  hydro-electric  power  as  a  progressive 
influence  by  examining  the  general  growth  of  the  country  as 
related  to  the  growth  of  the  electrical  industry. 

In  order  not  to  take  a  narrow  view  of  the  progress,  as 
resulting  from  the  hydro-electric  industry  alone,  it  is  thought 
advisable  to  survey  briefly  the  entire  development  and  the  use 
of  mechanical  and  other  power  as  an  aid  to  man  in  his  quest  for 
the  satisfaction  of  his  necessities,  his  comforts  and  his  luxuries. 
It  will  be  seen  from  this  view  that  the  aid  that  man  is  receiving 
from  hydro-electric  power  is  the  end  of  a  long  period  of  de- 
velopment and  preparation,  from  the  time  when  practically  all 
energy  was  supplied  by  man's  own  efforts  to  the  present  day, 
when  by  far  the  larger  part  of  the  energy  required  by  modem 
civilization  is  being  received  from  water-power  or  from  the 
energy  stored  in  past  ages  in  the  form  of  gas,  oil,  coal  and  wood, 
etc. ;  and,  I  believe,  the  final  and  ultimate  stage  of  this  develop- 
ment is  the  use  of  water-power,  which  is  perennial,  and  not  sub- 
ject to  exhaustion ;  and  the  use  of  electric  transmission  to  trans- 
mit the  energy  over  wide  areas  I  believe  to  be  as  permanent  as 
is  the  present  system  of  distribution  of  water  under  pressure  to 
municipalities.  This  hydro-electric  development  had  its  begin- 
ning about  1891  and  assumed  real  headway  about  1895,  so  that 
the  industry  may  be  said  to  be  about  twenty  years  old. 
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The  remarkable  results  shown  would,  if  understood,  make 
an  optimist  out  of  the  normal  pessimist;  and  it  is  believed  a 
general  understanding  of  the  reasons  for  the  remarkable  de- 
velopments of  the  past  fifty  years,  by  the  nations  that  Vere 
ready  for  the  change,  will  be  of  great  service  in  the  further 
work  along  the  new  line  of  general  electric  transmission  and 
distribution  systems. 

Man  in  his  native  state  requires  certain  necessities  to  sus- 
tain life  and  reproduce  his  kind.  As  he  has  developed  he  has 
added  comforts  to  necessities  to  satisfy  his  higher  development, 
and  as  he  became  able,  he  required  luxuries  to  satisfy  his  vanity 
and  artistic  sense.  The  comforts  of  one  race  or  person  may  be 
luxuries  for  another.  And  the  luxuries  of  one  may  be  largely 
necessary  or  thought  to  be  necessary  for  the  comfort  of  another. 
Thus  we  find  very  great  discrepancies  between  the  consumption 
of  wealth  by  one  race  as  compared  to  another,  and  also  great 
differences  of  fortunes  of  individuals.  That  these  differences 
are  a  result  of  the  different  capacities  of  the  people  and  indi- 
viduals  is  known,  and  naturally  the  differences  are  greatest 
when  the  rapidity  of  development  is  greatest.  (Social  unrest 
should  therefore  become  less  as  time  goes  on.) 

It  is  scarcely  necessary  to  point  out  that  transportation  or 
transmission  in  one  form  or  another  has  always  been  the  great- 
est problem  of  the  world,  and  that  no  great  progress  was  made 
by  the  human  races  until  they  began  to  classify  and  organize 
the  labor  used  in  production,  and  to  organize  the  means  of  dis- 
tributing the  products  of  mind  and  of  labor.  And,  as  a  matter 
of  fact,  no  real,  lasting  progress  by  the  races  was  made  until 
man  began  to  use  other  forces  than  his  own  muscles  to  produce 
the  results  he  wanted. 

The  first  aid  man  used  to  relieve  his  own  labor  was  the 
energy  of  animals.  This  relieved  his  burden  to  some  extent, 
allowing  more  time  and  energy  for  other  work.  But  even  with 
this  aid  there  was  not  the  systematic  and  large  development  as 
we  know  it  today.  Some  races  developed  well  for  a  time  and 
then  decayed.  The  decay  can  not  always  be  attributed  to  lack 
•  of  brains,  for  Marcus  Aurelius  and  Confucius  and  many  others, 
who  lived  centuries  ago,  were  as  sound  in  their  philosophy  as 
we  are  today,  yet  Rome  decayed  and  China  sleeps  with  fatigue. 
Had  Rome  had  modern  systems  of  telephones  and  telegraph 
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and  used  modern  transportation  and  mechanical  power,  she 
probably  would  dominate  the  World  today.  And  if  China  had 
done  the  work  she  put  on  the  backs  of  her  people  by  mechanical 
powd:  and  had  used  the  energy  stored  by  previous  ages  instead 
of  the  energy  of  her  people,  she  would  not  have  gone  to  sleep 
from  sheer  fatigue.  You  can  not  arouse  the  Chinaman  to  our 
normal  action,  because  the  elasticity  has  been  taken  from  his 
muscles  and  brain.  The  same  is  true  of  India,  Egypt,  and  many 
other  countries  who  use  their  people  to  supply  energy  that  can 
be  much  more  eflSciently  supplied  by  drawing  on  nature's  stores. 

The  very  rapid  growth  of  the  wealth  of  the  world  in  the 
past  fifty  years  is  not  then  due,  altogether,  to  our  superior 
brains,  but  due  to  the  fact  that  we  now  do  our  work  largely  by 
energy  other  than  human  energy,  and  the  fact  that  we  can  now, 
through  a  single  head,  organize  and  direct  energies  which  in 
times  past  would  have  meant  the  organization  and  control  of 
millions  of  men.  The  difference  in  results  obtained  is  due  to  the 
fact  that  we  do  not  need  to  support  these  additional  workers, 
but  the  equivalent  energy  is  taken  from  nature's  stores  or  from 
water-power ;  and  also,  due  to  the  fact  that  the  mechanical,  elec- 
trical and  chemical  operations  can  now  be  predicted  and  real-, 
rzed ;  but  no  man  in  times  past  could  direct  the  energies  of  sev- 
eral million  men  and  obtain  consistent  and  efficient  results.  And, 
further,  many  of  the  results  actually  obtained  by  controlling 
the  energies — mechanical,  electrical,  and  chemical — could  not 
be  obtained  at  all  by  human  energy. 

Table  1,  published  by  the  National  Electric  Light  Associa- 
tion, June  convention,  1914,  is  interesting.  Adding  the  iso- 
lated plants,  it  is  estimated  that  there  are  120,000,000  mechani- 
cal horsepower  in  the  U.  S.  (This  excludes  animal  power ;  and 
there  are  about  30,000,000  horses  and  mules  in  the  U.  S.)  To 
exert  one  horsepower  would  require  the  work  of  ten  men  and 
for  twenty-four  hours  it  would  require  at  least  thirty  men, 
allowing  three  eight-hour  shifts.  (A  horse  can  exert  for  eight 
hours  per  day,  about  2/3  of  a  horsepower.) 

The  120,000,000  mechanical  horsepower  in  the  U.  S.  are, 
therefore,  equivalent  to  the  work  of  1,200,000,000  strong  men, 
assuming  only  ten  men  to  produce  the  results  of  one  average 
horsepower.  That  means  an  enormous  increase  in  the  capaci- 
ties of  the  people  and  a  corresponding  reduction  in  the  load 
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carried  by  the  people.  In  other  words,  although  we  have  only 
100,000,000  population,  we  have  the  equivalent  in  human  work- 
ers of  twice  the  combined  population  of  China  and  India.  The 
actual  net  results  obtained  are  really  greater  than  the  figures 
shown  by  the  illustration  indicate. 

And  here  lies,  of  course,  the  fundamental  reason  for  the 
enormous  growth  of  wealth  of  the  United  States  and  other 
countries  using  electrical,  mechanical  and  chemical  means  of 
production,  and  making  use  of  modem  methods  of  supplying 
energy,  in  one  form  or  another,  to  do  the  work  formerly  re- 
quired to  be  done  by  men.  And  here  lies  largely  the  reason  why 
we  can  purchase  so  many  comforts  and  luxuries,  and  it  is  the 
underlying  reason  for  the  large  fortunes  accumulated  in  the 
past  fifty  years. 

Man  requires  shelter,  clothing,  food,  water,  air,  light  and 
heat,  and  energy  to  supply  his  modern  fundamental  require- 
ments. As  long  as  man  depended  on  his  own  energy  and  the 
seasonal  products  of  his  labor  to  supply  his  wants  he  could  not 
get  more  than  his  necessities.  And  often  in  countries  like 
China,  India,  Egypt,  etx;.,— where  there  is  a  large  population 
and  all  products  are  produced  by  human  lab6r,  without  much 
aid  from  mechanical  energy  or  appliances,  and  means  of  trans- 
portation  are  not  available  for  distribution — ^we  have,  and  must 
continue  to  have,  repeated  famines.  That  kind  of  a  country  does 
not  produce  many  large  or  small  fortunes,  and,  necessarily,  they 
never  will  under  present  conditions.  Any  race  which  lives 
merely  on  the  local  products  of  the  seasons  is  liable  and  almost 
certain  to  decay.  These  people  make  use  of  only  a  small  part 
of  what  they  are  **heir  to  from  all  the  ageis*'. 

The  American  Indian  had  enormous  forests,  which  merely 
produced  for  him  food  and  shelter  in  a  limited  way,  and  it  took 
all  of  his  time  to  provide  the  necessities  for  existence.  He 
walked  over  coal  and  oil  beds,  the  products  of  past  ages,  yet 
used  no  coal  to  heat  his  home  nor  oil  to  light  it.  He  planted 
few  crops  and  used  little  energy  except  his  own  for  his  uses. 

The  modern  American  who  displaced  him  is  collecting  *'the 
inheritance  of  all  the  ages''  by  means  of  modern  appliances  for 
utilizing  the  energy  stored  by  past  ages. 

To  furnish  his  shelter,  he  is  using  the  product  of  the  timber 
age,  and  has  established  the  large  lumber  industry  as  a  result 
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of  mechanical  means  of  production,  transportation  and  utiliza- 
tion. 

To  furnish  his  clothing  and  food  he  is  making  use  of  the 
construction  by  nature's  forces  in  past  ages  of  enormous  valleys 
to  produce  his  crops.  The  economical  production  and  trans- 
portation and  utilization  of  these  crops  are  a  result  of  the  use  of 
mechanical  appliances,  and  other  energy  than  his  own  is  used 
to  furnish  the  larger  part  of  the  energy  required. 

To  furnish  light  and  heat  for  his  home  and  mechanical 
power  for  production  and  transportation,  he  is  using  the  prod- 
ucts of  past  and  present  ages,  by  using  the  oil,  gas,  coal,  and 
water-power  to  produce  what  is  needed. 

Table  1  shows  that  there  are  50,000,000  horsepower  in 
motive-power  used  for  transportation  by  steam  railroads.  To 
accomplish  this  work  by  men,  if  it  could  be  accomplished  at  all, 
would  require  about  500,000,000  men.  As  a  matter  of  fact,  we 
can  not  conceive  any  way  of  organizing  human  or  animal  forces 
to  do  this  work. 

In  China,  India,  Egypt,  etc.,  they  use  human  labor,  largely, 
to  do  what  is  done  in  this  country  by  the  railroads,  the  power 
systems,  the  automobiles,  the  horses  and  mules,  and  the  millions 
upon  millions  of  mechanical  appliances.  The  modem  nations 
are  using  the  energy  stored  in  past  ages — ^that  is,  oil,  gas, 
coal,  and  wood — ^to  produce  this  energy.  We  are,  therefore, 
* 'collecting  our  inheritance''. 

A  man,  today,  controlling  and  directing  wisely  the  output 
of  one  thousand  horsepower  of  mechanical  power  for  eight  hours 
per  day  is  directing  the  work  equivalent  of  about  10,000  men.  Is 
there  any  wonder,  when  viewed  from  this  standpoint,  that  many 
fortunes  have  been  produced  in  this  age  of  the  use  of  mechanical 
power? 

That  some  have  been  able  to  produce  larger  fortunes  than 
others  is  largely  due  to  the  fact  that  men  have  different  capac- 
ities for  seeing  new  ideas  and  their  probable  effect.  Some  men 
have  large  imaginations  and  keen  judgment,  and,  above  all,  a 
capacity  for  action,  and  these  men  usually  see  the  application 
of  any  particular  development  more  rapidly  than  others.  These 
differences  of  appreciation  and  knowledge  of  conditions  are  great- 
est, naturally,  during  the  development  stages  of  any  large  move- 
ment, as  the  use  of  mechanically  applied  energy  has  been  in  the 
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past  fifty  years.  Hence,  the  greatest  discrepancies  in  fortunes 
are  liable  to  result  during  the  development  period.  But  all  the 
people  indirectly  gain  as  a  result  of  the  general  increase  in 
wealth.  For  a  wealthy  man  can  use  little  of  his  wealth,  except 
to  use  it  to  build  up  other  industries,  which  again  supply  em- 
ployment for  other  labor.  We  could  not  pay  the  high  wages 
prevalent  in  the  U.  S.  were  it  not  for  the  fact  that  the  develop- 
ment of  industries  has  become  possible  by  using  what  has  been 
stored  by  past  ages.  That  is,  it  is  the  energy  of  past  ages  that 
is  buying  our  comforts  and  luxuries,  and  making  us  all  well  off, 
relatively,  to  what  our  condition  would  be  if  we  did  not  use  this 
stored  energy.  There  is  no  reason  to  believe  that  we  would  be 
any  ** better  off"  than  some  of  the  other  nations  except  for  our 
use  of  the  energies  of  past  ages,  made  possible  by  the  genius  of 
a  few  great  men. 

Think  of  the  labor  saved  by  the  modern  farming  appliances 
over  the  original  hand  spade,  scythe  and  flail.  Is  it  any  wonder 
that  fortunes  were  made  by  men  like  McCormick  and  others, 
who  saw  the  solution  of  the  problem  and  did  something  to  solve 
it?  Consider  the  enormous  value  of  an  industry  such  as  the 
manufacture  of  farming  implements. 

Little  of  this  work  would  have  been  possible  without  the 
modern  railroad  to  transport  the  crops  from  points  of  produc- 
tion to  points  of  consumption.  And,  naturally,  men  who  saw 
and  solved  our  railroad  problems  completely  made  large  for- 
tunes. But  what  is  the  fortune  of  James  J.  Hill  compared  to  the 
fortunes  he  has  made  for  the  people  of  the  ** Northwest''? 

Consider  the  value  of  the  telephone  and  telegraph,  and  the 
value  of  the  work  of  Morse  and  Bell,  in  the  saving  of  time  and 
labor  and  giving  us  timely  information.  Consider  the  lumber, 
steel,  and  mining  industries,  all  made  practicable  as  a  result  of 
mechanical,  electrical,  and  chemical  appliances.  All  these  indus- 
tries are  collecting  the  fruits  of  past  ages,  in  the  form  of  wood, 
iron,  oil,  coal,  copper,  silver,  gold,  etc.,  by  the  use  of  modern 
chemical,  mechanical,  and  electrical  means  and  appliances ;  and 
by  the  further  use  of  mechanical  appliances,  we  are  enabled  to 
have  these  put  in  such  form  and  places  as  we  desire  for  our 
needs  and  wants. 

Naturally,  as  we  are  taking  out  of  the  storehouse  of  nature, 
we  must  expect  the  store's  stocks  to  become  exhausted  at  some 
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time.  Where  the  stores  are  very  large,  or  the  probability  of 
finding  new  sources  of  supply  is  likely,  or  other  means  of 
supplying  the  same  requirement  are  possible,  we  need  have  no 
fear  for  the  immediate  future.  But  where  we  draw  from  na- 
ture 's  savings  bank,  we  must  consider  what  is  left  for  the  future 
posterity. 

The  fertility  of  our  soil  we  know  we  can  maintain  by  the 
use  of  energy  to  manuf actru-e  fertilizers  to  replace  what  is  taken 
from  the  soil ;  and  by  the  use  of  energy  we  can  supply  the  need 
for  the  larger  part  of  our  work. 

As  long  as  a  nation  can  produce  energy  in  a  useable  form 
cheaply,  I  have  no  fear  for  its  decay.  Hence,  conversely,  the 
best  assurance  against  decay  is  a  continuous  supply  of  energy 
that  can  be  produced  cheaply.  The  use  of  mechanical  appli- 
ances to  replace  human  and  animal  energy  will  largely  multiply 
the  capacity  of  our  farms  and  insure  our  permanence. 

Energies  in  sufficient  quantities  to  be  considered  can  now  be 
produced  by  using  the  energy  of  gas,  oil,  coal  or  water.  (We 
need  not  consider  air  .or  the  sun,  as  these  can  not  be  collected  in 
large  enough  units  to  be  of  any  value.)  The  largest  amount  of 
mechanical  power  is  now  produced  by  coal  or  oil,  as  shown  by 
Table  1.  Energy  produced  by  water-power  is  at  this  time  only 
about  4%  of  the  total,  as  shown  by  this  table.  And  the  power 
transmitted  electrically  is  less  than  10%  of  the  total. 

With  the  development  of  electrical  transmission  of  power 
from  the  point  of  production  to  the  point  of  consumption  a  new 
influence  was  introduced,  which  assures  our  power  supply  for  a 
very  long  period,  if  not  indefinitely.  By  the  means  of  electrical 
transmission,  we  can  produce  the  required  power  at  favorable 
points  and  transmit  the  same  many  miles — and  do  it  eflSciently. 
Thus  water-power,  and  otherwise  useless  coal  beds,  may  be  used  to 
produce  the  power  of  the  present  and  future. . 

Electric  generation  and  transmission  of  power,  be  it  under- 
stood, is  merely  a  medium  for  conveniently  converting  mechan- 
ical power  into  electric  power  and  transmitting  it  from  the  point 
of  production  to  the  point  of  use ;  the  original  power  being  divis- 
ible into  an  infinite  number  of  parts,  each  part  performing  its 
function  at  its  proper  place  in  a  perfectly  predetermined  and 
effi-cient  maimer.    That  is,  electric  power  is  a  medium  of  ex- 
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change  of  mechanical  power,  similar  to  money,  which  is  a  me- 
dium of  exchange  of  property. 

Starting  with  mechanical  power  produced  by  oil,  coal,  or 
water-power  and  converted  into  the  electrical  form,  we  can  go 
on  producing  forever  any  mechanical  operation;  we  can  fertil- 
ize our  lands,  cultivate  them,  harvest  and  transport  the  crops 
into  market,  cook  our  meals,  light,  cool  and  heat  our  homes, 
etc.,  and  do  it  efSciently. 

The  great  problem  of  all  the  ages  has  been  to  connect  the 
producer  and  the  consumer,  and  the  greatest  loss  in  efficiency 
is  in  this  step  between  the  producer  and  consumer.  If  we  could 
produce,  distribute,  and  consume  all  other  products  as  efficiently 
and  as  simply  as  we  can  electricity,  this  great  loss  between  pro- 
ducer and  consumer  would  largely  disappear.  For  this  reason, 
the  electrical  method  of  doing  a  thing  will  always  be  the  ideal, 
and  some  time  in  the  future  a  nation 's  civilization  will  be  meas- 
ured largely  in  terms  of  kilowatt-hours  consumed  per  capita, 
just  as  the  measure  of-  civilization  today  is  to  be  largely  meas- 
ured by  the  amount  of  mechanical  power  used.  For  as  the  me- 
chanical power  is  large,  so  the  inefficient  labor  is  small;  and  a 
large  burden  is  taken  from  the  people  by  electric  and  mechanical 
power. 

As  the  permanence  of  water-power  and  modern  electric 
transmission  is  assured  (we  need  not  consider  wireless  trans- 
mission, as  the  fraction  of  one  per  cent  efficiency  precludes  it) 
and  the  sources  of  production  of  power  by  means  of  oil  or  coal 
is  assured  for  a  long  time — and  is  assured  forever  by  water- 
power  at  high  efficiency — we  may  inquire  into  the  growth  of  the 
electrical  industry  and  what  has  been  the  effect  of  this  industry 
on  the  economic  and  social  conditions  of  the  people. 

Table  1  shows  the  use  of  about  12,000,000  horsepower  in 
electric  generators  for  central  stations  and  electric  railways; 
this  is  equivalent  to  the  work  of  120,000,000  men.  The  above  is 
only  about  10%  of  the  total  mechanical  power  used  in  the  U.  S., 
as  shown  by  the  table,  and  shows  our  possibility. 

The  electrical  generator  capacity  in  the  United  States  in 
1912,  as  shown  by  the  tables,  was  nearly  four  times  as  great  as 
that  in  1902,  showing  the  high  rate  at  which  this  form  of  power 
is  growing.  The  tables,  2  and  2-b,  taken  from  the  U.  S.  Census 
for  1912,  show  the  growth  of  the  business  since  1902  by  in- 
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stalled  capacity  and  output,  etc.  Table  3  shows  the  gross  in- 
come from  these  plants. 

Mr.  T.  C.  Martin,  an  authority  on  electrical  statistics,  makes 
the  estimate  of  the  gross  income  from  electrical  industries  for 
1914  as  equal  to  $2,265,000,000,  as  given  in  Table  4-a.  It  will  be 
noted  that  the  Central  Stations  income  for  the  United  States  is 
about  $4.00  per  capita,  assuming  100,000,000  people. 

Table  4-b  shows  the  motors  manufactured  in  the  U.  S.  as 
equal  to  2,733,418  horsepower  for  1909.  Table  4-c  shows  the 
kilowatt  capacity  of  steam  turbines  sold  by  one  manufacturer  in 
the  United  States  during  the  years  1902  to  1914  inclusive.  Table 
5  shows  the  summary  for  all  central  stations  for  the  United 
States  and  Table  7  shows  the  corresponding  growth  for  Califor- 
nia hydro-electric  plants.  A  comparison  of  the  tables  is  inter- 
esting. Table  6-b  shows  the  horsepower  installed  in  the  United 
States  and  in  California  in  central  stations  for  1912. 

Table  8  showing  the  available  water-power  in  the  United 
States  is  extremely  interesting.  California,  Washington,  and 
Oregon  have  possible  water-power  of  over  10,000,000  horse- 
power, which  at  50%  load  factor  can  do  the  equivalent  work  of 
more  than  150,000,000  men.  Niagara  has  a  possible  6,000,000 
horsepower,  or  at  50%  load  factor,  the  equivalent  of  more  than 
90,000,000  workers.  Future  generations  will  not  toil  while  this 
power  is  kept  idle  mainly  for  a  few  tourists.  At  least  the  water 
should  be  put  to  work  six  days  in  the  week,  and  the  sight  of  the 
increasing  and  decreasing  quantity  as  it  changed  on  Sunday 
would  give  a  very  wonderful  effect. 

California  is  variously  estimated  to  have  water-power  re- 
sources of  between  3,500,000  to  6,000,000  horsepower,  and  now 
has  developed  about  600,000  horsepower.  The  amount  de- 
veloped is  equivalent  to  9,000,000  workers,  or  two  workers  for 
each  inhabitant,  assuming  50%  load  factor.  But,  as  this  was 
derived  from  600,000  horsepower  in  California  and  there  is  a 
possible  use  of  over  100,000,000  horsepower  in  the  United 
States,  we  see  that  electrical  power  is  truly  in  its  infancy.  Table 
8  shows  available  water-power  in  the  United  States. 

From  Table  2-b  it  is  noted  that  the  United  States  consumed 
175.8  kilowatt-hours  per  capita,  which  may  be  increased  to  200 
kw.-hours  per  capita  on  account  of  isolated  plants  not  given. 
The  kw.-hours  output  for  California,  as  shown  by  Table  7,  was 
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practically  10%  of  the  above  total  for  the  United  States ;  and  as 
the  population  is  less  than  3%  of  the  total  for  the  U.  S.,  it  is 
seen  at  once  that  the  kw.-hours  consumed  per  capita  in  Califor- 
nia is  over  600  kw.-hours  per  capita.  And  we  know  that  in 
California  saturation  has  not  been  reached. 

It  is  also  noted  that  the  kw.-hours  output  for  the  United 
States  has  increased  about  four  times  from  1902  to  1912,  but  has 
increased  in  California  nearly  twelve  times  during  the  same 
period.  As  California  has  been  the  leader  in  electric  transmis- 
sion, the  hydro-electric  growth  in  California  for  the  past  twenty- 
two  years,  as  given  in  Table  6,  will  be  of  interest.  This  shows 
an  increase  from  643  horsepower  in  1892  to  584,511  horsepower 
in  1914,  surely  a  remarkable  result.  Table  6-b  shows  comparison 
of  horsepower  installed  in  central  stations  in  United  States  and 
California. 

A  study  of  Table  1  will  show  where  the  opportunity  for  fur- 
ther business  for  the  electric  station  is  to  be  found.  Only  about 
10%  of  the  total  shown  by  the  table  is  now  supplied  by  electric 
power.  The  steam  railroads  total  50,000,000  horsepower  and  the 
automobile  about  one  half  that  amount.  That  shows  wonderful 
possibilities.  How  much  of  the  business  shown  in  Table  1  is  pos- 
sible to  make  electric  during  the  next  ten  or  one  hundred  years 
can  only  be  conjectured. 

We  are  certain  that  at  the  time  when  all  coal,  oil,  wood,  etc., 
have  been  consumed  that  the  only  form  of  power  available  will  be 
water-power.  Water-power  is  the  only  permanent  useful  power 
which  will  ultimately  be  available  to  us,  and  as  electricity  is  the 
ideal  system  of  distributing  this  power,  we  see  that  ultimately 
all  transportation  systems  will  be  merely  electrically  operated 
mechanical  devices  for  moving  those  things  that  can  be  so 
moved.  That  time  is  close  at  hand  in  some  localities  and 
further  away  in  others,  but  I  expect  to  live  long  enough  to 
see  practically  all  trunk  line  railroads  in  this  country  ope- 
rated by  electric  power,  the  power  being  generated  by  water- 
power,  or  steam  power,  using  waste  coal  at  large  central  sta- 
tions. One  example  of  this  is  now  being  put  into  effect  in  the 
Northwest.  The  roads  may  not  be  driven  to  this  condition  so 
much  by  the  cost  of  moving  a  given  train,  but  by  the  fact  that 
the  volume  of  traffic  will  necessitate  that  the  speed  of  traffic 
be  increased. 
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Just  as  the  reciprocating  engine  men  fought  in  vain 
against  the  supremacy  of  the  steam  turbine,  so  the  railroad 
men  will  fight  in  vain  against  the  replacement  of  the  steam 
locomotives  by  electric  traction.  The  end  of  the  reciprocat- 
ing engine  came  in  a  period  of  a  little  over  ten  years,  and 
when  the  electric  traction  really  begins  to  be  applied  to  rail- 
roads, I  expect  to  see  the  end  come,  not  as  rapidly  perhaps, 
but  as  surely  as  in  the  case  of  the  reciprocating  engine,  so  far 
as  main  trunk  lines  are  concerned  where  trafl&c  is  heavy. 

The  automobile  business  for  pleasure  cars  and  trucks  has 
been  estimated  by  Dr.  Steinmetz  to  be  able  to  use  1500  to  3000 
million  kilowatt-hours. 

The  farmer  can  also,  in  many  cases  with  great  advantage, 
use  mechanical  power  where  he  is  now  using  horses  and  mules. 
The  30,000,000  horses  and  mules  in  the  United  States  are  not 
an  asset  where  the  work  done  by  them  can  be  done  by  mechan- 
ical means  at  less  cost — ^by  doing  work  with  energy  taken 
from  oil,  coal,  or  water-power — and  it  makes  room  for  that 
many  cattle,  which  are  needed  for  food.  It  has  been  esti- 
mated that  farm  horses  work  only  about  11%  of  the  time 
during  their  normal  life  of  90,000  hours. 

We  will  now  apply  our  attention  to  analyzing  some  more 
local  California  results  in  order  to  lead  us  to  understand  the 
cause  and  probable  effect  of  hydro-electric  and  other  power. 

Tables  9-11  show  the  effect  of  hydro-electric  power  on 
particular  industries  in  California.  Particular  attention  is 
called  to  Tables  9,  10  and  11  showing  the  investment  and 
earnings  of  power  company  and  consumer's  land  values  as  a 
result  of  hydro-electric  power  applied  to  agricultural  develop- 
ment. Tables  10  and  11  show  interesting  statistics  on  pump- 
ing loads. 

As  the  available  arable  lands  in  California  have  been  esti- 
mated at  20,000,000  acres,  a  large  part  of  which  must  be  irri- 
gated by  water-power,  we  see  here  what  enormous  values  will 
be  produced.  Assuming  one  half  of  the  above  lands  irrigated 
by  power  and  using  one  horsepower  to  ten  acres,  we  see  that 
a  total  of  1,000,000  horsepower  will  be  ultimately  required. 

The  production  of  cement  in  California  has  increased 
from  9500  bbls.  in  1896,  valued  at  $28,250,  to  6,167,806  bbls. 
in  1913,  valued  at  $7,743,024.    Electric  power  was  used  in  the 


EFFECT  OF  HTDROELECfTRIO  POWER  TRANSMISSION  251 

manufacture  of  all  the  cement  produced  in  the  latter  year' 
The  production  of  gold  in  California  amounted  to  $20,406,958 
in  1913.  Of  this  amount,  gold  to  the  value  of  $8,090,294  was 
produced  by  the  dredging  operations,  and  the  remainder, 
$12,316,664,  came  from  the  mines.  All  of  the  dredges  and 
most  of  the  mines  used  electric  power  in  their  operations. 

In  California  one  system  has  grown  to  have  an  average 
load  of  over  100,000  average  horsepower  since  1897,  serving 
more  than  1,000,000  people  in  thirty  out  of  the  fifty-eight  coun- 
ties of  the  state,  covering  an  area  of  nearly  40,000  square 
miles,  or  about  one-half  the  size  of  all  the  New  England 
States. 

I  am  quite  sure  that  the  300,000  average  horsepower  now 
being  supplied  in  California  is  making  a  profit  for  the  con- 
sumers of  more  than  $50.00  per  horsepower  or  $15,000,000 
per  year.  This  profit  to  the  consumer  is  as  large  as  the  gross 
revenue  derived  from  the  power  plants  proper  by  all  the  com- 
panies. The  cost  of  power  to  the  consumers  has  been  reduced 
in  California  to  about  one  half  the  cost  of  twenty  years  ago. 
Further  than  this,  the  capital  saved  by  the  consumers,  assuming 
600,000  horsepower  in  motors  installed  (instead  of  having  to 
install  engine  plants),  has  been  at  least  $30,000,000.  This 
much  capital  is  then  available  by  the  power  users  of  Califor- 
nia for  the  development  of  the  industries  of  the  consumers. 

Table  4  gives  the  value  of  motors  manufactured  in  the 
United  States  in  1909  as  equal  to  $32,087,472  for  2,733,418 
horsepower.  Assuming  that  each  horsepower  in  motors  in- 
stalled represents  a  saving  of  capital  for  the  consumer  of 
$50.00,  the  total  capital  saving,  as  a  result  of  installing  motors 
instead  of  engines,  represents  a  capital  saving  of  $136,655,000 
for  the  one  year  of  1909.  Think  of  the  tremendous  advantage, 
especially  to  the  small  manufacturer. 

Statistics  might  be  quoted  almost  indefinitely,  but  enough 
has  been  shown  to  indicate  the  value  of  electricity  in  this  new 
era  of  development.  Cost  of  electric  lighting  has  been  re- 
duced about  75%  in  the  past  20  years,  as  a  result  of  a  reduc- 
tion of  power  production  due  to  water-power  and  steam  tur- 
bine improvements  and  increase  of  lamp  efficiency.  In  the 
same  time,  cost  of  living  and  farm  labor  incf eased  about  50%. 

It  has  been  shown  by  these  statistics  that  these  large  elec- 
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trie-power  systems  are  to  the  advantage  of  the  community  as 
a  whole,  and  a  few  simple  considerations  have  shown  that  elec- 
tricity is  one  of  the  greatest  influences  for  the  stability  of  a 
country ;  for,  as  is  well  known,  to  be  stable,  a  country  must  be 
efficient,  and  it  is  now  being  more  and  more  recognized  that 
to  be  efficient  it  must  use  electric  power.  Also,  it  is  now  be- 
coming recognized  that  the  most  stable  country  is  one  in 
which  the  industries  are  diversified  and  widely  distributed, 
and,  especially,  one  having  a  prosperous  and  stable  farming 
interest.  To  bring  about  this  diversification  and  distribution 
of  interests  and  population  the  influence  of  the  electric-power 
systems  (and  especially  the  water-power  systems)  is  probably 
as  great  as  that  of  the  railroads. 

The  stability  of  any  civilization  depends,  also,  on  the  fact 
that  it  consumes  less  than  it  produces;  and  as  it  is  necessary, 
with  an  increasing  population  (the  natural  resources  of  a 
country  being  fixed  and  limited  and  its  population  increas- 
ing), to  operate  more  and  more  efficiently  in  order  to  produce 
more  than  is  consumed,  the  most  efficient  methods  must  be 
employed  for  all^  operations.  Nature's  naturally  replenished 
sources  of  power  must  be  used  instead  of  consuming  wood, 
coal,  oil.,  etc.;  and  the  most  natural  source  of  power  is  falling 
water,  which  nature  is  annually  reproducing. 

This  Avater-power,  converted  into  the  electric  form  for 
distribution  and  supplied  to  electric  appliances  for  conversion 
into  the  form  desired,  at  the  place  desired,  is  the  most  efficient 
and  convenient  system  imaginable;  and  the  electric  method  of 
doing  a  thing  also  tends,  inherently,  to  remain  efficient,  for 
inefficiency  makes  its  appearance  as  heat,  and  heat  means 
trouble  in  the  electric  system,  and  as  the  human  being  wants 
to  avoid  trouble  there  is  inherent  reason  for  efficiency. 

Let  us  repeat,  the  great  problem  of  all  ages  has  been  to 
connect  the  producer  and  the  consumer,  and  the  greatest  loss 
in  efficiency  has  been  in  this  step  between  the  producer  and 
the  consumer.  If  we  could  produce,  distribute,  and  consume 
all  other  products  as  efficiently  and  as  simply  as  we  can  elec- 
tricity, this  great  loss  between  production  and  consumption 
would  be  largely  reduced.  For  the  reason  of  the  high  inher- 
ent efficiency,  the  electrical  method  of  doing  a  thing  will 
always  be  the  ideal;  and  some  time  in  the  future,  a  nation's 
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civilization,  as  has  been  said,  will  be  measured  largely  in  terms 
of  kilowatt-hours  consumed  per  human  being  per  year,  be- 
cause as  the  kilowatt-hours  are  large,  so  the  non-productive 
inefficient  labor  will  be  small.  Therefore,  a  nation  having 
large  natural  water-power  need  never  fear  decay.  Hence  we 
see  the  general  benefits  accruing  to  all  the  people — an  un- 
earned increment,  so  to  speak — as  a  result  of  the  electric 
transmission  systems.  The  electrical  transmission  systems  will 
ultimately  form  a  net  work  all  over  the  country,  just  as  the 
railroads  have  gridironed  the  states  in  the  past,  and  electric 
service  will  be  necessar^^  for  economic  farming,  manufactur- 
ing, mining,  etc. 

The  result  of  a  general  electric-power  system  will  be  that 
the  same  service,  in  electric  power,  will  be  available  at  the 
mining  camps  in  the  mountains,  at  the  small  towns,  and  to  the 
industries  in  the  larger  cities.  Aside  from  the  economies  men- 
tioned of  such  a  system,  resulting  from  the  concentration  of 
the  facilities,  the  power  conditions  throughout  the  country 
will  tend  to  become  equalized,  resulting  in  a  distribution  of 
population  and  industries  not  otherwise  possible;  and  result- 
ing, also,  in  adding  to  the  general  stability  of  the  country  and 
in  great  saving  in  capital  and  operating  expenditures  for  the 
industries  and  cities  served.  Very  often  it  will  enable  the 
establishment  of  an  industry,  for  example,  a  small  factory,  a 
rock  quarry,  a  cement  plant,  a  farm,  at  a  point  otherwise 
prohibited,  thus  adding  to  the  economic  value  of  the  district. 
The  tendency  will  also  be  to  equalize  rates  for  light  and  power 
and  to  reduce  rates  to  the  lowest  level,  as  is  evidenced  by  the 
fact  that  in  small  California  cities  the  consumer  of  electric 
light  or  power  gets  a  much  lower  rate  than  is  ordinarily  ob- 
tained in  Eastern  cities  having  local  power  stations.  Electric 
service  to  farmers  is  almost  unknown  in  the  East. 

In  consequence  of  this  electrical  development,  industries 
will  be  established  in  many  of  the  smaller  towns  and  outlying 
districts  where  the  employees  can  live  more  advantageously, 
as  is  being  done  in  California ;  and  the  natural,  effective  result 
is  a  healthy  growth  of  all  parts  of  the  state  and  country;  a 
large  saving  in  operating  expenses,  capital  and  resources;  a 
general  equalizing  of  opportunities;  and  on  the  whole,  a  tre- 
mendous  economic   gain   for  the   communities,   increasing   in 
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geometric  ratio.  It  is  naturally  to  the  interest  of  the  people 
that  the  power  systems  be  extended  as  rapidly  as  conditions 
warrant,  as  the  resultant  economies  from  the  extension  of  the 
business  will  of  necessity  redound  to  their  benefit.  For  this 
reason,  as  I  have  said  before,  California  or  any  other  state  or 
nation  having  available  cheap  power  need  never  fear  decay. 

Also  a  nation  using  science  and  mechanical  power  to 
solve  its  problems  tends  to  become  exact,  and  draw  conclus- 
ions as  to  probable  results;  and  if  anything  will  teach  a  man 
that  action  is  necessary  to  get  results,  it  should  be  obtained 
from  mechanical  and  electrical  power  appliances. 

The  transmission  and  distributing  systems  are  gradually 
covering  the  entire  state  and  will  ultimately  form  an  electrical, 
metallic  screen  over  the  entire  country.  This  will  be  a  screen 
of  equal  and  constant  potential,  under  which  service,  oppor- 
tunities, and  rates  tend  to  become  equal.  By  building  the 
transmission  systems  across  and  through  valleys  of  California, 
there  was  formed  a  system  which  makes  for  the  uniform  and 
stable  development  of  the  state  as  a  whole;  the  same  will  oc- 
cur in  other  sections  of  the  United  States.  Not  only  this,  but 
the  hydro-electric  companies,  and  those  using  waste  coal,  use 
a  waste  to  reduce  a  want,  and  in  using  this  waste  energy  to 
lift  the  burdens  of  humanity  they  make  a  net  gain  for  civiliza- 
tion and  do  not  merely  transfer  a  burden  from  one  set  of 
shoulders  to  another.  That  is,  electric  power  tends  to  make 
masters  of  men  and  to  eliminate  slavery.  This  gives  us  assur- 
ance for  the  future,  for  an  increasing  population  requires 
progress,  progress  requires  profits,  profits  require  efficiency — and 
we  may  claim,  in  all  modesty,  that  modem  business  could  not  be 
carried  on  efficiently  without  electric  power. 

The  statistics  given,  with  a  backward  look  over  the  road 
which  has  been  traveled  in  the  past  fifty  years,  make  one  hes- 
itate to  predict  the  ultimate  effect  of  a  general  electric-power 
transmission  on  the  future  civilizations.  We  have,  however, 
summed  up  the  general  benefits  to  be  derived. 

The  great  benefits  derived  by  the  people  as  a  result  of  the 
electric  railways  in  making  it  possible  for  people  to  live  in 
suburbs  instead  of  in  the  tenement  houses  in  cities,  is  only 
comparable  to  the  general  benefits  derived  by  all  in  the  use 
of  electricity  in  the  home  as  well  as  in  the  factory  and  farm. 
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The  further  extension  of  the  electric  railways  depends  largely 
on  the  establishment  of  the  large  central  stations  and  trans- 
mission systems. 

In  a  paper  on  "High  Potential,  Long  Distance  Transmission 
and  Control' '  which  I  read  at  the  International  Electrical 
Congress  at  St.  Louis  in  1904  I  said,  "At  the  present  time 
60,000  volts  can  be  safely  handled  and  80,000  volts  is  not  out 
of  reach  by  those  experienced;  and  judging  the  future  by  the 
past  we  may  expect  to  reach  100,000  operating  voltage  in  a 
few  years". 

We  are  already  50%  in  excess  of  the  above  voltage,  and 
there  is  no  reason  to  believe  we  could  not  design  a  system  for 
double  present  voltage  if  there  was  the  demand  for  it,  and  I 
believe  the  demand  is  inevitable  in  the  near  future. 

I  expect  to  see  central  stations  of  100,000  kw.  with  25,000 
kw.  units  become  common,  and  I  expect  to  see  trunk  transmis- 
sion lines  constructed  to  connect  a  large  number  of  these  sta- 
tions throughout  the  country,  with  branch  substations  and 
lines  extending  practically  over  the  entire  country.  The  prime 
movers  for  the  generators  will  be  so  large  as  to  exclude  recip- 
rocating engines  of  every  kind,  limiting  the  prime  movers  to 
water-wheels  located  at  favorable  water-power  sites  and  steam 
turbines  located  at  sources  of  cheap  fuel,  coal,  oil  or  gas. 

When  this  is  accomplished  and  the  energy  we  require 
comes  from  water-power  and  waste  fuel  sources,  we  will  have 
reached  the  age  of  the  wise  use  of  * '  our  inheritance '  *.  The  curve 
of  human  efficiency  must  become  flattened  and  become  asym- 
ptotic to  the  line  representing  100%,  and  as  this  100%  line  is 
known,  and  we  are  approaching  it  with  the  electric  system,  I 
believe  the  electrical  age  to  be  the  ideal  end  of  the  remarkable 
series  of  steps  of  human  progress  that  has  taken  place  in  the 
past  100  years. 

I  expect  to  see  the  consumers  in  small  towns  and  the  farmers 
in  our  Western  valleys  not  only  light  their  homes  and  cook  their 
meals  with  electric  power,  but  also  cool  their  homes  in  summer 
and  heat  them  in  winter  by  the  use  of  a  system  of  energy  stor- 
age. With  the  addition  of  the  modern  highways  and  the  use  of 
automobiles,  the  rural  life  will  then  have  enough  attractions  to 
solve  the  **back  to  the  farms*'  movement. 
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APPENDIX. 

Table  1.    U.  B,  Mechanical  Hoxsepower 

From  Bulletin  N.  E.  L.  A.  by  T.  C.  Martin. 

Manufactures: 

Steam  16,400,000 

Water 1,900,000 

Other   ^ 1,100,000 

Total    19,400,000 

Central  Electric  Light  and  Power  Stations: 

Steam  ^ 5,000,000 

Water 2,600,000 

Gas  100,000 

Total    7,700,000 

Street  and  Electric  Railways: 

Steam  3,100,000 

Water    300,000 

Total    3,400,000 

Steam  Bailroads  (locomotives  only) 50,000,000 

Steam  and  naval  vessels.. ~ 4,000,000 

Mines  and  quarries 5,000,000 

Custom  flour,  grist  and  saw  mills  (not  included 

in  U.  S.  Census  of  manufactures) 1,000,000 

Irrigation    400,000 

Total    90,900,000 

Automobiles    22,500,000 

Total  including  automobiles 113,400,000 

"The  closeness  of  these  figures  may  be  guaranteed  in  a  way  by  the 
fact  that  the  United  States  C!ensus  figures  for  central  stations  in  1912  show 
a  total  of  7,526,938  horse-power  and  those  of  the  electric  railways  3,680,051, 
or  a  grand  total  of  11,206,989". 
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Table  2-b.    Central  Electric  Stations  and  Electric  Ballways.   Outpnt  of 

Generating  SUttons:  1912,  1907,  and  1902. 

U.  S.  CensuSy  page  17. 

Kilowatt  Hours 

1912                         1907  1902 

Total  17,585,662,014        10,621,406,837  4,768,535,512 

Central   stations,   total....  11,532,963,006          5,862,276,737  2,507,051,115 

Commercial 10,995,436,276          5,572,813,949  2,311,146,676 

Municipal  537,526,730             289,462,788  195,904,439 

Electric  Railways  6,052,699,008          4,759,130,100  2,261,484,397 

Percent  of  Increase. 

1912                         1907  1902 

Total  268.8                         65.6  122.7 

Central   stations,   total....                  360.0                         96.7  133.8 

Commercial 375.8                         97.3  141.1 

Municipal  174.4                          85.7  47.8 

Electric  Railways  167.6                          27.2  110.4 
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Table  4-a.     Gross  Income,  Electrical  Industries,  1914. 

(T.  C.  Martin,  Elec.  World,  Jan.  2,  1914.) 

Electrical  manufacturing  $450,000,000.00 

Electric  railways  730,000,000.00 

Central  stations 400,000,000.00 

Telephone  service  350,000,000.00 

Telegraph  service  85,000,000.00 

Isolated  plants  125,000,000.00 

Miscellaneous   125,000,000.00 


Total    $2,265,000,000.00 

The  total  value  of  agricultural  products  in  1910  was  about  four  times 
the  above.  The  gross  earnings  of  the  railroads  in  the  United  States  in 
1907  was  about  equal  to  the  above  earnings  of  the  electrical  industries  in 
1914  and  thirty  years  earlier,  or  in  1878,  the  earnings  were  about  $490,- 
000,000  for  the  railroads.  In  1830,  there  were  but  23  miles  of  railroads 
in  the  U.  S.  The  total  value  of  leading  manufactured  products  was  about 
20,000  milUon  dollars  in  1909.  See  statistical  Atlas  U.  S.  Plate  414.  The 
total  electrical  manufactured  products  being  about  $221,000,000.00  for  1909. 
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Table  4-b.    Number,  Capacity  and  Value  of  Electric  Motors  Manufactured 

in  1900,  1004,  1800. 

U.  S.  Census,  Bulletin  Manufactures,  1910. 

Census      Number     Horsepower  Value 

1909         504,030         2,733,418         $32,087,482 
1904        206,343         1,493,012  22,370,626 

1899         159,780         1,221,482  19,505,504 


Motors,  total 


For  industrial  power. 


1909         243,423         1,683,677  18,306,451 

y     1904  79,877  678,910  13,120,948 

1899  35,604  515,705  7,551,480 


1909  53,710  795,652  9,847,487 

1904  20,779  750,001  7,290,266 

1899  23,179  678,061  8,182,724 


For  railways  and  miscel- 
laneous uses,  including 
value  of  parts  and  sup- 
plies for  all  motors 

The  number,  capacity,  and  value  of  motors  for  transforming  electric 
current  into  mechanical  power  were  very  much  larger  in  1909  than  in  1899. 
The  number  of  motors  of  all  kinds  produced  increased  215.5  percent  during 
the  decade,  their  capacity  123.8  percent,  and  their  value  64.5  percent.  The 
largest  increases  are  shown  in  the  case  of  the  motors  operating  stationary 
machinery,  which  are  designated  in  the  table  as  motors  for  industrial  power. 
During  the  decade  ending  with  1909  the  number  of  these  motors  for  dis- 
tributing power  to  be  used  industrially  increased  583.7  percent,  and  their 
value  142.4  percent.  The  average  capacity  of  these  motors  decreased  from 
14  horsepower  in  1899  to  7  horsepower  in  1909.  Of  the  motors  designated 
to  be  used  for  industrial  purposes  the  largest  increases  are  shown  in  the 
case  of  those  operated  by  alternating  current.  The  total  capacity  of  such 
motors  increased  from  137,376  horsepower  in  1899  to  1,006,995  in  1909, 
though  the  average  capacity  per  machine  decreased  from  23  horsepower  in 
1899  to  7  horsepower  in  1909. 

Table  4-c.    Kilowatt  Cap.  Steam  Turbines  Sold  by  One  Manufacturer  in 

the  United  States. 

• 

1902 97,000  1909 325,797 

1903 101,230  1910 721,338 

1904 94,855  1911 375,728 

1905 239,780  1912 700,160 

1906 274,460  1913 610,117 

•   1907 286,320  1914 302,183 

1908 241,134 

The  cost  of  steam-power  installations  decreased  about  33%  from  1905 
to  1915. 

The  cost  of  operation  decreased  about  30%  in  the  same  period. 

The  above  was  due  to  the  steam  turbine  improvements  and  naturally 
hydro-electric  power  must  be  sold  for  less  than  steam-power. 
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Table  6-a.    Horsepower  In  Hydro-electric  Plants  in  California. 


1892 1  plant 

1893 ,..  2  plants 

1894 2  *' 

1895 4  " 

1896 7  *  * 

1897 9  ' ' 

1898 15  * ' 

1899 19  ' ' 

1900 20  ' ' 

1901 23  " 

1902 27  ** 

1903 33  * ' 

1904 41  '* 

1905 50  " 

1906 54  *< 

1907 58  * ' 

1908 67  '* 

1909 69  " 

1910 71  '* 

1911 71  '' 

1912 72  '' 

1913 78  ** 

1914 79  '* 


480  K.W.  equal 


1,230 

1,230 

5,730 

8,190 

12,440 

20,715 

27,175 

28,695 

38,015 

51,565 

65,075 

88,465 

100,115 

122,265 

161,465 

238,985 

248,285 

293,095 

293,095 

308,295 

420,045 

436,045 


643  H.P. 
1,649 
1,649 
7,681 

10,978 

16,676 

27,768 

36,427 

38,478 

50,958 

69,122 

86,232 
118,586 
134,216 
163,894 
216,441 
320,355 
332,808 
392,889 
392,889 
413,264 
563,063 
584,511 


Table  6-b.    Commercial  Central  Electric  Stations  in  United  States  and 

California:  1912. 


United  States  California     %  Calif. 

Total  horsepower 6,969,320  838,693           12% 

No.  of  units : 9,317  365 

Total  steam  engines 1,585,583  103,296             6.5% 

No.  of  units 4,898  98 

Total  steam  turbines 2,954,283  303,105           10.5% 

No.  of  units 922  54 

Total  water-wheels  and  turbines..  2,340,820  430,312           18.4% 

No.  of  units 2,664  202 

Total  gas  and  oil  engines 88,634  1,980             2.6% 

No.  of  units 833  11 

Note:  California  had  less  than  3%  of  United  States  population  in  1912. 
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Table  8.    Potential  Water-power  in  the  United  States. 

As  computed  by  the  United  States  Geological  Survey  and  as  revised  by 

the  Bureau  of  Corporations.    Page  55. 

Potential  horsepower  on      Potential  horsepower  on 

basis  of  90  percent  basis  of  75  percent 

efficiency  efficiency 

Minimum         Assumed        Minimum        Assumed 
maximum  maximum 

United  States 32,083,000  61,678,000  26,736,000  51,398,000 

Summary 

North  Atlantic  States....  2,670,000  4,910,000  2,223,000  4,092,000 

South  Atlantic  States 2,813,000  5,107,000  2,344,000  4,256,000 

North  Central  States. 2,079,000  4,270,000  1,733,000  3,558,000 

South  Central  States 1,726,000  3,342,000  1,438,000  2,785,000 

Western  States 22,795,000  44,049,000  18,996,000  36,707,000 

"A  notable  fact  disclosed  by  the  table  is  the  remarkable  natural  cen- 
tralization of  water-power  in  the  United  States.  Approximately  11,500,000 
h.p.  (on  the  75  percent  efficiency  basis),  or  43  percent  of  the  total  estimated 
minimum  power  of  the  country  is  found  in  the  States  of  California,  Oregon 
and  Washington  alone.  If  we  add  to  this  total  the  power  of  the  three  states 
of  Montana,  Idaho,  and  Wyoming,  we  have  in  the  six  states  60  percent  of 
the  total  power,  and  by  including  the  three  states  of  Colorado,  Arizona,  and 
Utah,  we  find  in  the  nine  states  mentioned  70  percent  of  the  estimated 
minimum  power  in  the  United  States.  About  8  percent  of  the  minimum  total 
is  found  in  the  territory  in  the  northeastern  section  of  the  country,  including 
Pennsylvania  and  the  states  to  the  north  and  east.  In  the  area  east  of  the 
Mississippi  Biver  and  south  of  the  Ohio  Biver  there  is  about  12  percent. 
These  three  groups  of  states  contain  about  90  percent  of  the  estimated  mini- 
mum water-power  of  the  country,  and  more  than  one- third  of  the  remainder 
is  in  the  four  states  of  Michigan,  Wisconsin,  Minnesota,  and  Illinois,  bor- 
dering on  the  Qreat  Lakes '  \    Extract  from  Commissioner 's  Beport. 
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Table  9.    System  of  Mt.  Whitney  Power  and  Electric  Company: 

1909,  1914. 

Total  Value  of 
Company 's 

property  De-               Total  Assessed  Gross    Eam- 

cember  31st,                   Valuation,  ings  of 

1915                      Tulare  County  Company 

1909 $3,622,828.46                $41,241,226.00  $278,872.78 

1910 3,751,856.25                  37,445,140.00  336,945.15 

1911 3,896,104.64                  39,552,703.00  388,939.87 

1912 4,559,235.78                  40,271,948.00  445,826.39 

1913 5,150,818.30                  46,842,975.00  562,852.29 

1914 5,615,181.52                  48,840,387.00  643,728.52 

Total                         K.W.H.  Maximum 

K.W.H.                    Generated  Demand 

Generated             Maximum  Month  on  Power  Houses 

1909 14,200,600  1,911,980 

1910 15,415,910  2,147,500 

1911 19,850,678  2,660,000 

1912 25,868,696                    3,357,420  5,548  K.W. 

1913 39,414,770                    5,371,400  9,145      ' ' 

1914 45,687,700                    5,974,700  9,225      " 

The  Census  Bureau  estimated  that  the  gain  in  farm  values  in  Tulare 
County  from  1900  to  1910  was  $56,251,841.    A  large  part  of  this  gain  was 

due   to   the   introduction   of   electric   power  in   the  district   for  pumping 
purposes. 


Table  10.    Acreage  Used  for  Various  Crops.    System  of  Mt.  Whitney 

Power  and  Electric  Company. 


Citrus  21,680%  acres  (10,495  acres  bearing) 

Alfalfa 19,779% 

Miscellaneous  field  crops    3,666% 

Olive  orchards 1,664% 

Vineyards 814 

Miscellaneous  orchards..        792^ 
Peaches 758 


(211%  acres  bearing) 


t  < 


Total  Acres  Irrigated 49,155% 

Total  area  in  district  boundaries..853,700      acres. 
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Table  11.    Percent  of  Horsepower  Used  for  Various  Purposes.     System 
of  Mt.  Wliltney  Power  and  Electric  Company. 

Agricultural 81.0% 

Industrial  8.97o 

Domestic 4.5% 

Railroad  2.8% 

Miscellaneous   2.8% 


100.0% 


The  above  shows  the  possibilities  of  the  application  of  power  to 
pumping  for  irrigation.  Much  larger  areas  have  been  reclaimed  by  pumping 
surplus  water  off  the  lands,  in  other  sections  of  the  state. 

It  is  estimated  that  90,300  horsepower  in  motors  are  sold  yearly  in 
California,  of  which  55%  are  for  agricultural  development. 

Note:  The  system  of  the  Mt.  Whitney  Power  and  Electric  Company 
has  been  chosen  to  illustrate  the  agricultural  development  as  a  result 
of  electric  power  because  of  the  fact  that  it  has  the  largest  percentage 
of  agricultural  load  of  any  system  in  existence.  This  company  illustrates 
the  effect  of  agricultural  loads  on  the  power  business  of  the  company 
as  well  as  the  effect  of  the  electrical  development  upon  agriculture. 

DISCUSSION 

Mr.  Mr.  John  Coffee  Hays,*  Mem.  A.  I.  E.  E.,  desired  to  say  that  the 

Hays.  Mt.  Whitney  Co. 's  figures  in  this  paper  are  not  quite  fair  examples  of 
what  might  be  expected  from  an  ordinary  plant  supplying  an  agricul- 
tural commrnity.  The  hydro-electric  feature  is  only  a  small  factor  in 
the  success  of  the  company.  The  greatest  factor  is  the  ability  of  the 
commercial  department.  Had  the  Mt.  Whitney  Co.  or  the  San  Joaquin 
Co.  been  content  to  take  the  business  as  presented,  they  would  never 
have  made  the  showing  the/  now  make. 

The  Mt.  Whitney  Co.  must  fr.uijently  advance  capital  for  lengthy 
periods  on  the  notes  of  consumers;  that  is,  it  must  act  as  banker.  During 
the  past  two  jears  the  alfalfa  produced  on  20,000  acres  was  a  drug  on  the 
market.  The  citrus  business  also  has  not  been  good.  During  such 
periods,  the  company  must  carry  mary  men  over  on  their  power  bills. 

He  did  not  believe  that  there  is  much  ** cheap''  hydro-electric  power 
in  California.  The  power  house  ready  to  use  is  only  a  very  small  part 
of  the  system.  Professor  Cory  states  that  gross  earnings  of  California 
hydro-electric  power  companies  are  less  than  25%  of  the  investment  and 
reduce  to  less  than  12VJ%  for  the  net  income.  There  is,  therefore,  very 
little  margin,  evidently,  from  which  to  pay  dividends.  He  felt  sure  that 
no  water  power  can  be  developed  in  California  for  less  than  $200  per 
h.p.     None  at  present  have  cosu  less  and  the  cheapest  would  naturally  be 

*  President,  Mt.  Whitney  Power  &  Electric  Co.,  Visalia,  Calif. 
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developed  first.    Today,  the  modern  steam  plant  would  run  water  power     Mr. 
a  close  race.  Hays. 

He  wished  to  call  attention  to  Table  7.  This  shows  843,000  h.p.  cost- 
ing $169,000,000.  The  gross  income  is  16%  and  the  net  income,  available 
for  dividends,  is  only  3%.  Prof.  Cory  gives  figures  from  an  automobile 
plant  receiving  $95,000,000  gross  income  on  a  $15,000,000  investment. 

Mr.  J.  B.  risken,*  Fel.  A.  I.  E.  E.,  wished  to  call  particular  atten-  Mr. 
tion  to  page  251  of  this  paper,  where  Mr.  Baum  tells  of  the  discovery  of  FiaJ^en. 
something  that  the  regulatory  State  Commission  seems  to  have  over- 
looked, namely,  the  profit  to  the  consumer.  If  the  commissions  in  the 
various  states  could  be  made  to  realize  that  there  is  actually  such  a 
profit,  it  is  possible  that  they  might  allow  this  profit  to  be  reflected 
in  the  power  rates,  and  some  utilities  that  are  being  persecuted  almost 
to  the  point  of  bankruptcy  might  be  able  to  live.  The  tying  together 
of  electric  power  systems,  he  states,  is  generally  recognized  as  an 
economic  practice.  His  company  has  already  tied  in  to  one  neighbor 
and  will  soon  tie  in  to  another.  However,  it  will  probably  never  be  tied 
in  with  municipal  plants.  The  sad  fact  is  that  politics  enter  into  every 
operation  and  they  cannot  produce  the  results.  Last  year,  in  talking 
with  business  men  in  Canada,  he  discovered  that  they  regarded  the 
Hydro-Electric  Power  Commission  of  Ontario  as  *' unfortunate ' '  and  an 
economic  failure. 

The  cost  of  supplying  the  power  to  small  consumers  is  largely  in 
the  distribution.  Until  distribution  costs  can  be  reduced,  the  small  con- 
sumer may  be,  and  frequently  is,  supplied  at  a  loss.  The  small  consumer 
cannot  be  supplied  with  a  service  for  less  than,  say,  $1  to  $1.25  per 
month,  whereas  a  70c  per  month  minimum  rate  is  established  by  the 
regulatory  body  for  his  Company.  The  construction  rules  in  Washingr 
ton  are  very  absurd  since  the  1913  code  has  been  enacted,  and  distri- 
bution costs  have  been  increased  about  25  percent,  without  benefit  to 
the  utilities,  the  consumer  or  the  public. 

*  Washington  Water  Power  Co.,  Spokane,  Wash. 
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Electricity  maintains  its  commercial  supremacy  as  a  source 
of  energy,  to  the  general  public,  as  a  convenience ;  to  the  manu- 
facturer requiring  a  source  of  power,  on  account  of  its  adapta- 
bility to  his  respective  needs  and  by  its  economy  in  application ; 
in  the  field  of  traction,  by  its  operative  simplicity,  cleanliness 
and  comparative  silence  and  suitability  to  frequent  short  haul ; 
to  the  electrometallurgist  and  electrochemist,  by  permitting  of 
concentration  of  energy,  simplification  of  processes  and  equip- 
ment, for  its  uniformity  and  control  of  results,  and  from  its 
application  in  the  production  of  materials  unavailable  from 
any  other  source.  In  communication  and  in  therapeutics  its 
field  is  absolute.  Dominating  all  these  elements  of  industrial 
power  supremacy,  cheapness  of  electrical  energy  is  para- 
mount. 

In  the  study,  from  the  Canadian  standpoint,  of  the  use  of 
electric  power  and  its  generation  and  supply,  it  is  necessary 
to  analyse  the  make-up  of  the  typical  power  load,  such  as  may 
be  found  to  comprise  the  greater  portion  of  the  aggregate  loads 
throughout  the  Dominion. 

In  general,  a  mixed  power  load  consists  of  domestic,  in- 
dustrial or  power  load,  municipal  service,  commercial  lighting 
and  street  lighting.  The  domestic  load  has,  by  energetic  cam- 
paigning by  the  power  distributing  companies,  been  constructed 
into  one  involving  no  mean  figures;  the  former  incandescent- 
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lighting  load,  generally  to  be  found  in  meagre  quantities,  even 
ten  or  fifteem  years  ago,  has  been  greatly  amplified,  so  that  the 
unequipped  and  unlighted  residence,  anywhere  throughout  the 
Dominion  within  reach  of  electrical  sources,  has  become  the 
exception ;  the  day  load  of  the  many  household  electrical  acces- 
sories and  conveniences  has  appreciably  added  to  the  consumed 
power,  tending  to  flatten  out  the  peaked  curve  of  this  load  and 
extend  the  service  hours  of  the  distribution  system  and  trans- 
formers over  a  longer  remunerative  period  and,  further,  get 
fuller  advantage  of  power  purchased  on  a  peak  load  basis.  The 
non-load  night  hours  are  now  engaging  the  attention  of  the 
central  station,  with  the  hope  of  commercially  establishing 
electric  heating  accumulators  for  charging  during  such  hours. 
As  yet,  it  is  the  experience  that  lighting  and  domestic  loads 
create  a  peak  in  early  evening,  unapproached  by  any  other 
loads  on  domestic  service  transformers. 

While  the  domestic  service  loads  cannot  be  termed  indus- 
trial loads,  the  subject  this  paper  is  more  properly  confined  to, 
examples  of  loads  to  be  quoted  herein  are  appreciably  composed 
of  domestic  loads,  and,  in  most  cases,  the  present  power  ser- 
vice originated  many  years  ago  from  the  immediate  prospect 
of  this  market  alone.  Today,  it  is  usually  the  personal  aspect 
and  home  convenience  of  electrical  power  that  carries  the  great 
weight  in  the  establishment  of  a  publicly-owned  system  or  in 
the  granting  of  service  franchises.  Directly  and  indirectly, 
domestic  electrical-power  service  bears  a  most  important  re- 
lationship to  electricity  in  industry. 

For  municipal  uses  such  as  pumping  and  street  lighting 
electricity  is  universal.  Oflf-peak-hour  pumping  into  water  res- 
ervoirs has  proven  an  economical  system  when  operated  as  a 
component  of  a  mixed  power  load.  The  enormous  strides  in 
application  and  design  of  street-lighting  units  and  the  great 
efficiency  to  be  obtained  have  placed  electrical  street  lighting 
far  beyond  the  reach  of  any  other  illuminating  source. 

Electric  power  in  industry  has  a  wide  and  practically  lim- 
itless field.  As  a  motive  power  available  in  any  capacity,  con- 
veniently and  economically  applicable  in  every  class  of  ser- 
vice, it  out-ranks  all  its  competitors,  from  the  rolling-mill  steam 
engine,  reversing  its  ponderous  thousands  of  horsepower,  to  the 
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infinitesimal  foot-power  of  a  sewing  machine.  In  the  heating 
and  welding  of  materials,  as  a  part  of  the  process  of  manufac- 
ture, electricity,  by  its  control,  speed  and  concentration  or  dis- 
tribution, enjoys  a  peculiar  field,  distinct  from  either  coal  or 
gas. 

Electric  railways  have  not  reached  beyond  the  industrial, 
urban,  interurban  and  terminal  use.  The  electrification  of 
trunk  lines,  which  awaits  the  supply  of  economic  electric  power 
at  frequent  intervals  along  the  route  and  the  overcoming  of 
the  many  necessary  minor  changes  in  trunk  line  operation,  be- 
sides the  enormous  capital  outlay  required,  comprise  a  com- 
bination of  requirements  not  considered  economically  attrac- 
tive as  yet. 

Electrometallurgy  and  electrochemistry  have  been  respon- 
sible for  the  handling  of  materials  not  workable  by  any  other 
means,  have  made  available  new  materials  and  have  greatly 
cheapened  the  production  of  many  important  materials  of  wide 
use.  Aluminum,  calcium  carbide,  chromium,  cyanamid,  silicon, 
etc.,  are  products  only  from  electrical  processes.  Alkalies, 
hypochlorite,  phosphorous,  magnesium,  sodium,  nitrates,  etc., 
are  produced  electrically  at  the  lowest  cost. 

In  telephony  and  telegraphy ;  radio-telephony  and  radio- 
telegraphy;  radiography  and  therapeutics,  electricity,  while 
possibly  providing  the  greatest  conveniences  and  aids  afforded 
to  mankind  is  not  of  such  power-consuming  magnitude  as  to 
require  further  mention. 

The  source  of  electric  power  for  commercial  purposes  is 
motive  power  produced  by  steam,  oil,  gas  or  water.  In  Canada, 
it  is  notable  that,  without  exception,  all  cities  are  now  supplied 
by  or  are  within  the  economic  distribution  zone  of  hydro-elec- 
tric sources,  and,  further,  commercial  conditions  are  such  that 
power  from  these  sources  is  available  to  the  customer  at  very 
attractive  rates  and  it  is  apparent  that  the  future  of  power- 
consuming  industries  has  its  foundation  in  the  bountiful  and 
wide-spread  water  power  resources  of  the  country. 

The  Dominion  of  Canada  has  an  area  of  3,729,700  square 
miles,  stretching  from  the  Atlantic  to  the  Pacific  and  from 
the  northern  boundary  of  the  United  States  to  the  Arctic 
Ocean. 
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The  Northwest  Territories,  the  vast  northern  portion  of 
Quebec  and  the  greater  part  of  the  Yukon  cannot  be  consid- 
ered, within  our  generation,  to  be  factors  in  the  industrial  field. 
The  possibilities  in  these  districts,  from  the  standpoint  of 
natural  resources,  are  not  as  yet,  with  the  incomplete  investi- 
gations made  up  to  the  present,  capable  of  appreciation ;  water 
power  is  plentiful,  but  so  remote  from  any  present  market  that 
the  capacities  of  the  thousands  of  known  water  powers  are  not 
included  in  statistics;  within  a  limited  area,  the  Yukon  is  an 
exception.  In  the  Provinces  of  Nova  Scotia,  New  Brunswick, 
Prince  Edward  Island,  Quebec,  Ontario,  Manitoba,  Saskatche- 
wan, Alberta  and  British  Columbia,  power  is  available  in  great 
abundance. 

Nova  Scotia  water  powers  are,  in  general,  of  small  dimen- 
sion, as  a  result  of  the  limited  drainage  areas  and  the  low 
available  heads  on  the  various  rivers,  due  to  the  general  topog- 
raphy of  the  country.  New  Brunswick  has  many  rivers  of 
magnitude,  but  with  gradual  drop  and  small  facilities  for  stor- 
age. Prince  Edward  Island  is  very  limited  in  water  powers, 
there  being  no  site  capable  of  the  development  of  over  one 
hundred  horsepower.  Quebec  and  Ontario  and  the  eastern  and 
northern  portions  of  Manitoba  have  enormous  possibilities  in 
power  production,  while  the  southwestern  part  of  Manitoba, 
southern  Saskatchewan  and  southeastern  Alberta  are  quite  lim- 
ited in  capacities,  being  the  prairie,  wheat-growing  **West''  of 
Canada.  The  Rocky  Mountains  and  eastern  foothills  in  Al- 
berta provide  a  notable  source  of  power  and  the  Province  of 
British  Columbia,  comprising  the  western  slope  of  the  Rocky 
Mountains  to  the  Pacific  Ocean,  is  capable  of  enormous  water- 
power  development. 

Within  the  provinces  of  the  Dominion  of  Canada,  and  ex- 
cluding the  Northwest  Territories,  practically  all  of  the  Yukon, 
and  the  northern  and  eastern  portions  of  Quebec,  it  is  estimated 
that  17,764,000  horsepower  are  available,  this  amount  being  in- 
clusive, in  the  case  of  Niagara  Falls,  Fort  Frances  and  the  St. 
Mary's  River  at  Sault  Ste.  Marie,  of  only  the  development  per- 
mitted by  international  treaties,  and,  further,  does  not  con- 
template the  full  possibilities  of  storage  for  the  improvement  of 
capacities.     The  developed  powers,  which  are  inclusive  of  all 
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water  powers,  whether  for  electrical  production,  pulp  grinders, 
for  milling  or  for  the  great  many  other  uses,  aggregate  1,712,- 
193  horsepower,  as  developed  by  turbines,  and  this  amount  is 
distributed  over  the  Provinces  as  shown  in  the  following  table: 

Horsepower 
Province  Developed 

Nova  Scotia  21,412 

New  Brunswick  13,390 

Prince  Edward  Island 500 

Quebec  520,000 

Ontario    789,466 

Manitoba  56,730 

Saskatchewan  45 

Alberta    33,305 

British  Columbia  265,345 

Yukon    12,000 

Total    1,712,193 

The  relation  between  population  and  water  power  de- 
veloped makes  a  very  interesting  study.  It  cannot  be  said  that 
a  definite  relation  exists  or  should  exist,  although  it  is  possible 
that  in  the  future,  as  the  rapidly  changing  commercial  condi- 
tions assume  a  permanent  stability  from  established  markets 
and  universal  demand,  a  constant  may  be  deduced  for  the  equa- 
tion, the  variables  being  environment,  government  policy,  in- 
herent commercial  instinct,  natural  resources  of  materials,  ac- 
cessibility of  market  and,  above  all,  available  sources  of  low- 
cost  electric  power. 

Horsepower  per  capita  of  the  various  manufacturing  coun- 
tries may  be  compared  on  the  present  standing,  and  while  the 
contemporary  industrial  conditions  may  not  readily  admit  of 
the  projection  of  these  values  to  the  next  few  years  to  come,  in 
the  commercial  future  of  the  world  it  must  be  recognized  that 
cheap  power  will  be  the  keynote  of  industrial  advancement. 

As  statements  from  official  sources,  or  as  computed  from 
all  accessible  sources  of  information,  the  amounts  of  water 
power  available  and  developed  and  the  horsepower  per  capita 
have  been  compiled  and  are  here  presented  for  the  various 
industrial  countries  of  Europe  and  America. 
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No  uniform  method  of  obtaining  the  figures  of  horsepower 
available  has  been  employed;  information  as  to  the  extent  of 
possible  storage,  in  the  respective  cases,  not  being  available 
and,  further,  these  amounts  may  be  the  aggregate  of  individual 
estimates,  as  in  the  case  of  Canada,*  or  estimates  of  district 
totals,  as  in  the  case  of  United  States  ;t  both  of  the  latter  cases, 
moreover,  do  not  include  maximum  economic  storage  and  in- 
clude only  such  power  plants  as  may  reasonably  be  included 
within  the  range  of  market  in  the  near  future. 

Notwithstanding  such  possible  discrepancies  in  the  com- 
pilation of  available  power,  the  developed  power  has  permitted 
of  close  totaling,  and  thus,  with  population,}  gives  reliable 
figures  for  the  horsepower  per  capita. 

While  the  United  States  leads  in  available  -capacity  and  in 
power  developed,  and  Norway  leads  in  power  developed  per 
capita,  available  power,  in  Canada  is  enormous,  and  the  de- 
veloped power  now  ranks  second  in  amount  developed  and  in 
amount  per  capita.  The  distribution  of  available  power  in 
Canada  adjacent  to  the  natural  resources  and  to  the  transpor- 
tation routes  ensures  the  continuation  of  rapid  development, 
there  existing  every  indication  that  the  rate  set  between  1911 
and  1914,  of  an  increase  from  1,016,521  horsepower  developed, 
to  1,712,193  horsepower  developed,  will  be  readily  maintained. 

Twenty  years  ago,  the  position  of  the  various  manufactur- 
ing countries,  in  the  scale  of  industrial  production,  undoubtedly 
bore  a  direct  relation  to  the  consumption  of  coal,  and  power 
was  a  major  factor  in  industry.  In  the  present  day,  where  so 
many  factors  are  in  a  transitional  stage,  it  -cannot  be  said  that 
either  coal  consumption,  alone,  or  water  power  developed, 
alone,  is  indicative  of  commercial  standing,  although  the  aggre- 
gate power  equivalent  may  be  so.  All  such  studies  of  power 
economies,  however,  will  disclose  that  low-cost  power  is  the 
underlying  element  of  the  industrial  world. 

Fortunate  as  is  Canada  in  water  power  distribution,  the 
added  advantage  of  a  great  share  in  the  world's  mineral  re- 


*  *  *  Water     Powers     of     Canada ' ',     Commission     of     Conservation, 
Ottawa,  1911. 

t  Forest  Service,  Department  of  Agriculture,  United  States. 

X  Population  compiled  from  Encyclopaedia  Brittanica,  11th  Edition. 
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sources,  with,  moreover,  the  proximity  of  power  to  the  mines, 
will  by  their  interdependence  provide  a  great  stimulus  to  the 
development  of  both.  Coal,  iron,  copper,  nickel,  gold,  silver, 
cobalt,  lead,  asbestos,  mica  and  corundum  are  the  principal 
minerals,  and  the  output  value,  of  these,  aggregating  $186,802,- 
406,  in  1910,  is  one  of  the  chief  elements  in  the  commerce  of 
the  Dominion. 

The  appreciation  of  low  cost  of  power  is  relative  only; 
relative,  in  the  first  place,  to  our  ideas  of  absolute  cost  of  com- 
mercial power  as  produced,  possibly,  by  the  steam  engine,  and 
secondly,  when  cost  of  power  as  a  major  factor  in  production 
is  lower  than  the  critical  power  cost  at  which  manufacture  be- 
comes commercially  feasible.  We  are  apt  to  think  of  low  cost 
of  power  as  something  tangible  and  absolute.  Under  certain 
conditions,  steam  power  at  $100.00  per  horsepower  per  year  is 
low-cost  power,  and  under  certain  conditions,  power  at  $6.00 
per  horsepower  per  year  is  high-cost  power;  $6.00  power  may 
show  a  loss  in  an  extensive  electrochemical  plant,  while  $5.00 
power  may  show  an  attractive  profit. 

In  general,  low-cost  power  is  considered  by  the  majority 
to  be  synonymous  with  hydro-electric  power.  The  constituents 
of  power  cost  may  be  readily  analysed.  In  a  hydro-electric 
generating  plant,  charges  against  capital— the  aggregate  of 
interest,  sinking  fund  to  retire  bonds,  depreciation  fund,  taxes 
and  insurance,  etc. — go  to  make  up  the  greatest  portion  of  the 
total  cost;  water  charge  (if  any),  operation,  maintenance  and 
supplies,  are,  in  general,  the  minor  items.  In  the  steam  plant, 
the  cost  of  fuel  alone  will  generally  greatly  exceed  capital 
charges,  while  capital  cost  of  a  steam  plant  may  readily  com- 
pare with  the  capital  cost  of  an  hydraulic  generating  plant.  In 
the  steam  plant,  the  greater  the  capital  cost  properly  ex- 
pended, the  greater  the  over-all  efficiency;  and  thus  the  in- 
crease in  the  minor  factor  of  capital  charge  may  provide  a  more 
than  proportionate  decrease  in  the  major  item  of  fuel.  In  the 
hydraulic  plant,  efficiencies  are  practically  standardized  and 
fixed;  capital  charges,  however,  vary  greatly,  from  many 
causes,  within  the  wide  limits  of  a  low-cost  plant  with  a  head 
of  several  hundred  feet,  with  small  headworks  and  a  small 
number  of  large  capacity  generating  units,  to  the  high-cost 
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plant  with  low  head,  with  extensive  construction  and  a  multi- 
tude of  small  units. 

Quality  of  power  is  an  element  in  the  cost  of  an  hydro- 
electric plant.  In  the  supply  of  industrial  power,  continuity 
of  service  and  more  or  less  adherence  to  a  definite  standard  of 
electrical  characteristics  of  the  supply  are  the  essentials  of 
quality.  Absolute  continuity  is  impractical,  and  the  safeguards 
required  in  securing  even  an  approximation  of  continuity  in 
generating  plants  and  transmission  and  distribution  systems  are 
usually  so  costly  as  to  prohibit  cheap  power.  The  electrical 
characteristics  of  voltage  and  frequency,  as  representing  the 
factors  of  greatest  appeal  to  the  consumer,  are  dependent  on 
design  and  operation,  and  their  maintenance  is  readily  to  be 
obtained. 

In  the  electrochemical  and  electrometallurgical  field,  the 
lowest  cost  power,  only,  can  be  entertained,  and  such  is  avail- 
able only  from  the  largest  of  plants;  power  at  from  $6.00  to 
$10.00  per  horsepower  per  year  must  be  the  aim,  to  secure 
such  a  market. 

While  abundance  of  water  powers  exist  in  Canada,  today 
only  the  most  cautious  governmental  administration  policies 
can  provide  for  the  anticipated  requirements  of  the  future.  The 
majority  of  water  powers  within  market  range  will  undoubt- 
edly be  developed,  and  the  future  is  one  of  vital  importance. 

It  has  been  fortunate  that,  in  Canada,  the  water  power 
rights  have  mostly  remained  under  the  control  of  the  Dominion 
or  Provincial  Governments.  The  Dominion  Government  con- 
trols navigable  streams,  and  their  water  powers,  throughout 
the  Dominion  and  the  water  powers  of  the  Provinces  of  Mani- 
toba, Saskatchewan  and  Alberta;  the  Yukon  and  the  North- 
west Territories,  Quebec  and  New  Brunswick  have  granted 
powers,  heretofore,  on  broad  leases,  while  Nova  Scotia  has 
many  of  its  water  powers  privately  owned  outright  from  eigh- 
teenth century  Government  land  grants;  these  provinces  are 
now  planning  much  more  efficient  control.  In  the  Province  of 
Ontario,  the  administration  has  become  of  such  exceptional 
nature  that  it  is  worthy  of  a  very  complete  study,  as  being, 
possibly,  the  greatest  of  municipal  power  undertakings. 

The  Dominion  Government's  administration  policy  affords 
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every  reasonable  protection  to  the  public,  as  to  rentals,  periodic 
revisions,  control  of  rates,  limited  grants,  etc.,  and,  at  the  same 
time,  fosters  legitimate  private  enterprise  to  return  reasonable 
profits.  Regulations  are  in  force  affording  all  possible  assist- 
ance to  the  development  of  water  powers  which  have  every 
reasonable  assurance  of  economic  utilization,  and,  further,  be- 
fore the  authorization  to  proceed  with  development  is  given, 
complete  investigations  are  undertaken  to  prove  the  economic 
features  of  design,  capacities  and  costs,  and,  eventually,  super- 
vision is  carried  out  during  construction.  Proper  government 
supervision  and  control  of  the  construction  and  maintenance  of 
all  developments  is  the  only  safe  method  of  intelligently  initi- 
ating construction  and  maintaining  an  adequate  system  of  river 
improvememt  for  power  purposes. 

The  Hydro-Electric  Commission  of  Ontario  has  created  a 
world-wide  interest  as  an  experiment  in  publicly  owned  power. 
The  history  and  results  of  the  undertaking  deserve  fullest  con- 
sideration in  dealing  with  electric  power  in  Canadian  industry. 

For  some  years  previous  to  1906,  several  of  the  energetic 
and  leading  citizens  of  central  southwestern  Ontario  had  en- 
deavoured to  secure  a  working  basis  for  a  comprehensive 
scheme  of  supplying  power  to  the  various  municipalities,  the 
City  of  Toronto  comprising  the  largest  interests  in  the  matter. 
In  1906,  the  Provincial  Government  created  a  Commission  em- 
powered to  investigate  power  conditions  everywhere  in  the 
Province,  and  a  further  Commission  was  established  after  the 
rendering  of  the  preliminary  reports  on  the  situation,  which  re- 
sulted in  by-laws  on  the  question  of  power  supply  being  voted 
upon  by  the  interested  municipalities;  and  an  agreement  was 
entered  into  by  the  cities  and  towns  of  Toronto,  Hamilton,  Lon- 
don, Brantford,  Guelph,  Stratford,  St.  Thomas,  Woodstock, 
Ingersoll,  Berlin,  Gait,  Toronto  Junction,  Hespeler,  St.  Mary's, 
Preston,  Paris,  Waterloo,  New  Hamburg  and  Weston  with  the 
Hydro-Electric  Power  Commission  of  Ontario  for  a  supply  of 
electric  power  to  be  transmitted  from  Niagara  Falls.  The  Com- 
mission is  empowered,  by  Act  of  Parliament,  to  make  expendi- 
tures for  the  carrying  out  of  the  necessary  work,  and  these  ex- 
penditures are  repayable  to  the  Commission  by  the  municipal 
corporations  which  have  entered  into  contracts.    The  price  per 
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horsepower  per  year  that  each  municipality  has  to  pay  for  the 
respective  block  of  power  is  the  cost  to  the  Commission  and,  in 
addition,  (a)  interest  at  the  rate  of  4  percent  upon  the  moneys 
expended  by  the  Commission  on  capital  account  in  the  con- 
struction or  purchase  of  works;  (b)  an  annual  sum  suflScient 
to  form  in  thirty  years  a  sinking  fund  for  the  retirement  of  the 
securities  issued  by  the  Province,  under  the  Act,  for  the  pay- 
ment of  the  cost  of  the  works;  and  (c)  line  loss  and  the  cost 
of  operating,  maintaining,  repairing,  renewing  and  insuring 
the  works.  The  amounts  payable  are  annually  adjusted  and 
apportioned. 

Tenders  were  called  for  the  supply  of  electrical  power  from 
the  producing  companies  at  Niagara  Falls,  Ontario,  and  in 
March,  1908  the  Commission  entered  into  a  contract  with  the 
Ontario  Power  Company  for  amounts  up  to  100,000  horsepower. 
Power  was  obtained  from  this  source  at  the  price  of  $9.40  per 
horsepower  per  annum  for  amounts  up  to  25,000  horsepower, 
and  when  the  power  demand  exceeded  25,000  horsepower,  the 
price  became  $9.00  per  horsepower  per  annum.  This  price  is 
for  12,000-volt,  three-phase,  25-cycle  power  delivered  in  the 
Commission's  transformer  station  at  Niagara  Falls. 

In  addition  to  the  district  served  in  the  Niagara  System, 
the  Commission  buys  power  from  the  Kaministiquia  Power 
Company,  of  Fort  William,  Ontario,  and  sells  to  the  City  of 
Port  Arthur ;  from  the  Ottawa  and  Hull  Light  and  Power  Com- 
pany, selling  to  the  City  of  Ottawa;  from  the  Auburn  Power 
Company,  selling  to  the  City  of  Peterborough;  and  from  the 
York  and  Ontario  Power  Company  for  selling  to  the  group  of 
towns  in  the  St.  Lawrence  System.  Further,  the  Commission 
purchased  the  generating  and  distributing  system  of  the  Simcoe 
Railway  &  Power  Company,  at  Big  Chute,  on  the  Severn  River, 
and  made  considerable  extensions  to  the  distribution  system, 
this  plant  being  arranged  to  tie  in  with  a  generating  plant  be- 
ing built  by  the  Commission  at  Eugenia  Falls,  where  a  542-foot 
head  is  to  be  obtained,  and  which  is  to  supply  power  on  June 
1,  1915.  A  generating  station  and  distribution  system  have  just 
been  completed  at  Wasdell's  Falls,  on  the  Severn  River,  at  the 
outlet  of  Lake  Couchiching,  to  supply  power  to  the  Wasdell's 
Falls  system.     The  Commission  is  at  present  engaged  on  the 
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preliminaries  to  construction  of  radial  electric  railroads  in  the 
vicinity  of  Toronto  and  has  undertaken  the  engineering  and 
construction  of  the  electrification  works  of  the  London  and 
Port  Stanley  Railway. 

A  reference  to  the  map  (Figure  2)  will  well  show  the  ex- 
tent of  the  distribution  area  served  by  the  Commission,  ex- 
cluding the  Port  Arthur,  Ottawa  and  St.  Lawrence  systems. 
The  transmission  lines  today  aggregate  395.7  miles  of  double- 
circuit  110,000- volt  line;  37  miles  of  single-circuit  110,000-volt 
line ;  722  miles  of  single-  and  double-circuit  pole  lines  of  voltage 
from  13,200  up  to  46,000;  and  77  miles  of  low-voltage  circuits. 
All  the  110,000-volt  lines,  and  the  greater  portion  of  the  others, 
are  included  in  the  Niagara  system. 

On  December  31,  1914,  the  number  of  customers  served  by 
the  system  was  96,744.  On  February  28,  1915,  the  power  pur- 
chased by  the  Commission  was  over  100,000  horsepower. 

Three  features  are  outstanding:  First,  the  power  is  in- 
tended to  be  available  for  every  class  of  consumer,  rural  or 
urban;  second,  the  equipment  and  general  design  are  selected 
for  most  permanent  and  effective  service;  third,  the  power  is 
supplied  to  the  municipalities  at  cost. 

Being  assisted  by  complete,  effective  legislation  from  both 
Provincial  and  municipal  standpoints,  these  operations  of  the 
Hydro-Electric  Power  Commission  are  the  broadest  examples 
of  municipal  ownership.  The  field  entered  by  the  Commission, 
wherever  established  municipal  plants  did  not  previously  exist, 
was  quite  fully  covered  by  private  companies. 

The  adverse  criticism  which  a  publicly  owned,  electrical 
power  system  must  expect  when  entering  an  established  com- 
mercial market  was  based,  at  the  inception  of  the  Commission's 
plans,  on  the  monopolistic  tendency;  on  the  possible  effects  of 
the  introduction  of  Provincial  party  politics ;  and  on  the  experi- 
mental nature  of  the  scheme.  The  entire  success  as  a  com- 
mercial system,  as  an  engineering  work,  and  as  a  popular  un- 
dertaking has  entirely  vindicated  the  situation. 

The  sale  of  power  at  cost  eliminates  much  competition. 
This  cannot  be  said  to  be  creating  a  monopoly,  as  several  of  the 
established  companies  were  able  to  reduce  their  rates  to  a  cor- 
responding amount,  and  with  the  decidedly  less  remunerative 
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rates,  have  been  able,  by  a  much  increased  activity  in  the  hand- 
ling of  business,  to  maintain  a  sound  financial  existence.  The 
popular  idea  of  the  effect  of  a  monopoly  is  that  the  public  pays 
more  and  gets  less  in  return,  a  condition  certainly  not  com- 
parable with  the  Commission's  enterprise. 

The  selection  of  the  personnel  of  the  Commission  has  been 
a  very  judicious  one,  quite  beyond  criticism  from  the  party 
standpoint,  and  to  these  men,  of  whom  Sir  Adam  Beck,  K.  B., 
has  been  the  chairman  from  the  beginning,  must  belong  much 
of  the  credit  for  the  present  position. 

The  experimental  features  of  the  engineering  and  com- 
mercial problems,  involved,  particularly,  long  distances,  it  be- 
ing 233  miles  from  Niagara  Falls  to  Windsor;  the  fact  that 
110,000-volt  transmission  at  the  tiine  designs  were  commenced 
was  in  its  earliest  stages ;  that  power  was  to  be  available  to  the 
municipalities  at  25  cycles,  for  use  in  established  markets  using 
60  cycles  and  133  cycles;  the  necessary  duplication  in  many 
cases  of  distribution  systems;  published  power  prices  were 
based  on  estimates,  only,  of  cost  of  construction  and  distribu- 
tion; large  blocks  of  power,  with  corresponding  prices,  were 
apportioned  to  the  respective  municipalities  considerably  in 
excess  of  their  needs  at  the  time,  and  in  reality,  in  most  cases, 
in  excess  of  the  power  consumption  from  all  sources  of  steam, 
water,  gas  and  oil ;  an  appreciably  leavening  factor  was  to  be 
introduced  into  the  industrial  rivalry  of  the  various  communi- 
ties; the  consideration  of  an  aggregate  load  of  100,000  horse- 
power, as  was  anticipated  and  which  was  to  be  an  element  in 
the  ultimate  success,  was  beyond  the  comprehension  of  the 
great  majority ;  and  possibly,  lastly,  no  apparent  provision  was 
made  for  the  development  period  in  acquiring  the  load  con- 
tracted for. 

The  analysis  of  the  foregoing  is  quite  beyond  the  capabili- 
ties of  this  paper.  In  1908,  the  municipalities  entering  into  the 
agreement  subscribed  for  29,335  horsepower;  distribution  of 
power  was  commenced  in  1910;  in  1915,  the  power  will  be  in 
excess  of  100,000  horsepower  in  the  Niagara  system  alone. 
These  figures  may  broadly  suffice  in  place  of  a  complete  analysis, 
as  each  of  the  problems  enumerated  was  eventually  met  by  a 
successful  solution.  The  rate  of  this  growth  in  the  Niagara 
system  is  shown  in  Figure  3,  from  1910  to  1914. 
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The  municipalities  originally  included  in  the  power  agree- 
ments numbered  fifteen ;  on  February  28,  1915,  this  number  had 
increased  to  82,  and  the  growth  in  the  number  of  consumers  is 
well  shown  in  the  following  table: 

Approximate  Number  of  Consnmers  (to  December  31,  1914). 

1912  1913  1914 

Light  33,568  63,157  93,179 

Power  1,399  2,532  3,565 

Total  34,967  65,689  96,744 

The  total  -cost  of  the  Niagara  System  of  the  Commission  to 
October  31,  1914,  is  as  follows: 

Transmission  Lines 

Right-of-way    $    574,806.67 

Steel  Tower  Lines 2,095,050.23 

Telephone   129,706.69 

Belay  System  Lines  54,537.32 

Conduit  Systems,   Ontario   Power  Co.   to 

Niagara  Station 66,844.67         $2,920,945.58 

Windsor  Extension  (Operating  1915) 

Right-of-way    $195,060.87 

Steel  Tower  and  Telephone  Lines 835,734.97         $1,030,795.84 

Duplication  of  Transmission  Lines,  Niagara 
to  Dundas  (Operating  1915) 

Right-of-way    47,264.25 

Steel  Tower  and  Telephone  Lines 258,305.92         $    305,570.17 

Wood  Pole  Line  in  operation 1,047,924.46 

Wood  Pole  Lines  in  course  of  construction        191,572.20         $1,239,496.66 

Welland  and  St.  Catharines  District  Lines  $        8,239.20 

Rural   Line    Construction $    159,382.23 

Transformer  Stations 

Stations   in   operation 1,905,352.25 

Stations  and  extensions  in  course  of  con- 
struction            342,080.83         $2,247,433.08 

Distribution  stations  in  operation 86,674.05 

Distribution    stations    in    course    of    con- 
struction      5,138.18         $      91,812.83 


Total $8,003,675.59 
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The  assets  of  the  69  municipalities  in  the  systems  up  to 
December  31,  1914,  were : 

Lands  and  buildings  $      791,732.20 

Sub-station  equipment  1,476,087.84 

Distribution  system,  overhead 3,422,763.93 

'*               '*         underground  807,153.53 

Line  transformers   787,613.52 

Meters 1,172,475.11 

Street  lighting  equipment,  regular  1,071,255.37 

'<           <*               '*             ornamental   270,386.55 

Miscellaneous  equipment  and  construction 

equipment    2,062,035.90 

Steam  or  hydraulic  plant 420,108.33 

Old  plant  478,881.56 

Other  miscellaneous  assets 140,631.56 

$12,901,125.40 

The  table  in  Figure  4  shows  municipal  power  rates  for  the 
year  1914  and  covers  cost  to  municipality  per  horsepower  per 
year,  power  rates,  domestic  and  commercial  lighting  and  street 
lighting. 

The  rates  at  which  the  Commission  sells  to  the  municipality 
consider  the  distance  from  the  Niagara  or  other  generating 
source,  cost  of  110,000-volt  and  13,000-volt  local  systems  of 
supply,  and  the  amount  and  load  factor  of  power  consumed. 
The  Commission  recommends  the  rates  to  be  applied  by  the 
municipality  for  the  consumers,  and  the  municipalities,  in  gen- 
eral, adopt  them.  The  rates  for  sale  are  now  on  a  uniform  basis 
and  involve  a  service  charge,  which,  in  case  of  power,  consists 
of  a  fiat  rate  of  $1.00,  a  special  rate  of  approximately  12  times 
the  standard  rate  for  the  first  fifty  hours  of  service  each  month, 
and  of  approximately  8  times  the  standard  rate  for  the  second 
fifty  hours  of  service  each  month,  the  balance  being  at  a  stan- 
dard rate  per  kilowatt  hour.  Domestic  lighting  rates  bear  a 
service  charge  of  3  or  4  cents  per  100  square  feet  of  floor  area 
per  month,  and  a  standard  rate  of  from  2.5  to  7  cents  per  kilo- 
watt hour.  Commercial  lighting  rates,  in  general,  have  a  ser- 
vice charge  involving  the  first  30  hours  per  month,  and  a  stan- 
dard rate  for  all  additional  time.  Discounts  for  prompt  pay- 
ment apply  throughout.    The  average  rate  paid  for  domestic 
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service  is  calculated  to  be  3.7  cents  per  kilowatt  hour.  Street 
lighting  rates  are,  in  general,  flat  rates  applied  to  the  particu- 
lar type  of  street  lighting  units  used  by  each  respective 
municipality. 

Power  is  bought  from  the  Ontario  Power  Company  on  a 
20-minute  peak  basis  and  is  taken  by  the  municipalities  in  a 
similar  manner.  The  oversale  of  power,  by  the  Commission,  re- 
sulting from  the  time  distribution  of  the  respective  superim- 
posing pay  peaks  is  quite  an  appreciable  amount,  and  is  in 
excess  of  the  line  and  transformer  losses,  etc.,  which  has  justi- 
fied the  Commission  in  excluding  loss  costs  from  power  rates; 
the  flattening  of  the  load  curve,  however,  over  the  24-hour 
period  is  gradually  reducing  the  oversale. 

As  examples  of  the  nature  of  daily  load  curves,  typical 
summer  and  winter  loads  are  shown  in  Figure  5.  The  individ- 
ual loads  are  typical  commercial,  domestic  and  municipal  loads 
and  do  not  include  any  electrochemical  or  electrometallurgical 
loads.  The  municipal  nature  of  practically  all  the  loads  con- 
cerned has  shown  the  possibilities  of  flattening  the  24-hour  load 
curve.  Pumping  to  reservoirs  is  undertaken  on  off-peak  hours 
and  is  responsible,  to  a  great  extent,  for  the  magnitude  of  night 
loads,  as  shown;  and  again,  the  pumping  equipment  usually 
includes  synchronous  motors,  which,  when  necessarily  operat- 
ing as  day  loads,  have  a  power-factor  corrective  value  favour- 
ably comparative  with  their  energy  consumption.  The  load 
factor  on  the  Niagara  system  is  said  to  average  about  80%. 

The  Ontario  Power  Company,  at  Niagara  Falls,  the  source 
of  power  for  the  Niagara  system,  has  an  installed  capacity  of 
160,000  horsepower  in  14  generator  units,  and,  in  addition  to 
the  Hydro-Electric  Commission  of  Ontario,  has  a  very  large 
market  established  in  New  York  State,  through  the  Niagara, 
Lockport  and  Ontario  Power  Company,  and  a  considerable 
market  in  Ontario  adjacent  to  the  generating  plant*. 

The  big  Chute  generating  station,  owned  by  the  Hydro- 
Electric  Commission  and  which  serves  the  Severn  system,  is 
shown  in  plan  in  Figure  6. 

Previous  to  the  use  of  the  Commission's  power,  the  indus- 
trial market  for  steam-generating  central  electric  stations  was 

•  See  Publications  issued  by  the  Ontario  Power  Company. 
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limited,  as  the  rate  for  power  from  the  water  power  companies 
bore  a  recognizable  relation  to  cost  of  power  from  isolated  steam 
power-plants  of  corresponding  capacities.  The  municipalities 
served  by  the  Commission  represent  the  major  portion  of  the 
industrial  centres  of  the  Province,  and  amongst  these,  consider- 
able rivalry  has  existed  as  to  their  industrial  growth. 

The  practice  of  granting  of  municipal  bonuses — of  fixed 
taxation  or  water  rates,  debenture  or  bond  guarantees,  free 
sites,  money  grants,  etc.,  greatly  in  vogue  several  years  ago — 
is  gradually  disappearing,  and  aside  from  these  inducements 
the  individuality  of  the  community  was  chiefly  based  upon 
transportation  facilities,  labor  economics  and  cost  of  power. 
The  elimination  of  cost  of  power  as  a  selective  factor,  by  the 
application  of  comparatively  similar  rates  over  a  wide  area, 
and  the  discouragement  of  bonusing  have  led  to  a  more  fruitful 
and  substantial  competition  among  the  municipalities;  the 
active  improvement  of  all  public  services  directly  influencing 
the  conditions  of  transportation  and  labor. 

The  powers  of  the  Commission  are  very  wide  and  extend 
far  beyond  the  distribution  of  power.  Bates  throughout  the 
Province  may  be  investigated  and  controlled  on  application  of 
any  municipality ;  existing  systems  and  undeveloped  sites  may 
be  bought  or  expropriated;  systems,  in  part  or  complete,  may 
be  designed,  financed  and  constructed ;  rivers  may  be  improved 
for  storage  purposes,  and  so  forth.  These  are  particularly  men- 
tioned, as  they  have  been  included  in  the  actual  work  of  the 
Commission  to  date.  Further,  by  its  administration,  conjointly 
with  the  Provincial  Department  of  Lands,  Forests  and  Mines, 
of  all  water-power  matters  under  Provincial  jurisdiction — ^that 
is,  excluding  only  such  affairs  as  arise  under  the  Dominion  Gov- 
ernment's rights  on  navigable  streams — ^the  interests  of  the 
municipalities  are  fully  guarded. 

The  existing  competitors,  in  such  portions  of  the  Province 
as  are  not  directly  served  by  the  Commission's  system,  either 
by  influence  of  the  Commission  or  by  respect  for  its  powers  sell 
at  quite  comparable  rates. 

As  examples  of  two  conditions  of  development  quite  differ- 
ent in  aspect  to  the  Hydro-Electric  Commission,  but  which, 
also,  are  well  worth  study,  reference  is  made  herein  to  the 
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Shawinigan  system,  in  the  Province  of  Quebec,  and  to  the  de- 
veloped and  undeveloped  sites  on  the  Winnipeg  River,  in  the 
Province  of  Manitoba.  Special  attention  must  be  directed  to 
the  curves  of  the  Hydro-Electric  Commission,  to  the  curves  of 
the  Shawinigan  system,  and  to  the  loads  in  the  City  of  Winni- 
peg, as  denoting  the  rapid  growth  in  power  consumption.  It 
is  to  be  found  that  throughout  the  whole  of  Canada  the  loads 
of  the  power  systems  have  been  increased  in  a  like  manner. 
The  consideration  of  such  rates  of  increase  as  being  applicable 
to  the  future,  creates  a  most  striking  condition,  and  the  de- 
velopment to  meet  such  demands  can  only  be  supplied  by  the 
most  careful  utilization  of  water  power  sources. 

The  Shawinigan  Water  and  Power  Company,  at  Shaw- 
inigan Falls,  Quebec,  has  an  interesting  system  for  study  as  to 
industrial  use  of  electric  power.  This  plant  is  noted  for  several 
reasons:  First,  its  magnitude;  second,  its  extent  of  distribu- 
tion ;  third,  its  creation  of  an  industrial  centre  from  the  power 
standpoint  alone;  and  fourth,  its  supplying  of  power  for  sev- 
eral electro-chemical  plants. 

Shawinigan  Falls  is  situated  on  the  St.  Maurice  River, 
about  20  miles  north  of  the  St.  Lawrence  River  and  about  80 
miles  east  of  Montreal.  The  St.  Maurice  River,  on  completion 
of  the  storage  works  now  under  construction,*  will  have  a 
capacity  of  204,000  horsepower  at  the  minimum  flow  period, 
which  practically  corresponds  to  the  present  capacity  of  the 
installed  machinery  at  Shawinigan  Falls.  The  water  is  used  in 
the  two  electric  generating  stations  of  the  Company,  and,  in 
addition,  water  is  sold  to  the  Northern  Aluminum  Company 
for  use  in  their  turbines  and  to  the  Belgo-Canadian  Pulp  and 
Paper  Company.  The  Northern  Aluminum  Company  uses 
water  to  generate  33,000  horsepower  for  use  in  their  reduction 
furnaces ;  the  direct-current  generators  are  installed  connected 
to  the  hydraulic  turbines,  the  water  rates  being  on  the  basis  of 
direct-current  output.  In  the  Belgo-Canadian  Pulp  &  Paper 
Company,  14,000  horsepower  is  delivered  by  turbines  on  the 
pulp  grinders.  In  addition,  the  Canadian  Carbide  Company,  at 
Shawinigan  Falls,  utilizes  12,000  horsepower,  and  a  cotton  fac- 

*  See  *  *  Canadian  Hydraulic  Power  Development  * ',  Mechanical  Section, 
International  Engineering  Congress,  1915. 
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tory,  550  horsepower;  so  that,  besides  a  miscellaneous  local 
load,  industries  have  been  created,  consuming  nearly  60,000 
horsepower,  at  a  site  where  but  a  few  years  ago  no  community 
existed  and  transportation  was  entirely  absent. 

Figure  7  shows  the  large  field  which  this  Company  serves 
with  its  675  miles  of  high-voltage  lines  and  105,000  horse- 
power transmitted. 

The  Shawinigan  Power  Plants  are  two  in  number,  aggre- 
gating approximately  150,000-horsepower  capacity.  No.  2 
Plant*  contains  5  units,  each  of  20,000-horsepower  capacity. 
The  hydraulic  bay  and  electrical  bay  of  No.  2  generating  sta- 
tion are  shown  on  Figures  8  and  9  respectively. 

The  greatest  load  of  the  power  transmitted  is  at  the  City 
of  Montreal,  which  is  served  with  four  transmission  cir- 
cuits, direct  from  Shawinigan  Falls ;  this  being  but  one  source 
of  the  horsepower  consumed  in  that  city.  A  market  for  6000 
horsepower  has  been  built  up  at  the  City  of  Three  Rivers,  on 
the  St.  Lawrence  Biver,  a  location  which  affords  excellent 
facilities  for  transcontinental  railway  service  and  lake  and 
ocean  transportation.  The  asbestos  district  in  southern  Quebec 
consumes  several  thousand  horsepower,  and  the  many  munici- 
palities in  the  various  districts  are  also  supplied. 

The  growth  of  power  load  and  equipment  of  the  Shawini- 
gan Company  affords  an  excellent  example  of  the  industrial 
growth  of  the  country.  Figure  10  shows  the  comparative  val- 
ues of  generating  capacity,  length  of  transmission  lines,  horse- 
power output  and  kilowatt  hours  generated.  Optimism  as  to 
the  future  of  the  industrial  situation  is  indicated  by  the  excess 
of  generator  capacity  over  the  present  load. 

On  the  Winnipeg  River,  in  Manitoba,  two  generating  plants 
have  been  built  to  deliver  power  to  the  City  of  Winnipeg.  The 
city  itself  has  constructed  a  generating  plant  and  transmission 
system,  having  a  present  capacity  of  51,500  horsepower,  at  Point 
du  Bois,  77  miles  distant  from  Winnipeg,  and  the  Winnipeg 
Street  Railway  Company  has  a  plant  of  28,200-horsepower  ca- 
pacity on  the  Pinawa  Channel,  near  Lac  du  Bonnet.  These 
plants  have  developed  a  large  market  in  what  is  at  present  a 
non-manufacturing  city  (for  other  than  local  needs)  of  210,000 

•See  "Electrical  World",  Vol.  59,  p.  953. 
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population.  The  magnitude  and  character  of  these  loads  may 
be  realized  from  the  curves  shown  in  Figure  11,  which  shows 
the  curve  of  growth  of  the  combined  loads  from  year  to  year. 

On  the  Winnipeg  River,  within  easy  reach  of  three  trans- 
continental railways  and  at  the  gateway  to  the  agricultural 
West,  is  a  series  of  power  sites,  which  are  being  the  subject  of 
considerable  study  on  the  part  of  the  Dominion  Government  as 
to  the  storage  facilities  and  the  economic  possibilities  in  the 
development  and  market.  Storage  regulation  is  feasible  to 
increase  the  minimum  flow  from  12,000  second-feet  to  20,000 
second-feet,  which  will  result  in  several  sites  being  well  adapted 
for  power  purposes,  the  aggregate  capacity  of  electrical  power 
being  262,000  horsepower,  in  addition  to  76,800  horsepower 
available  at  Point  du  Bois  and  28,200  horsepower  at  the  Winni- 
peg Electric  Railway  Company's  site. 

Western  Canada  is  the  granary  for  a  world-wide  market 
and  the  artificial  replenishing  of  the  notably  fertile  prairie  soil 
is  a  problem  for  the  future,  to  be  solved  only  by  abundant 
water  supply.  The  communities,  rapidly  increasing  in  number 
and  population,  and  the  manufacturing  now  commencing  for 
the  local  market  will  demand  enormous  quantities  of  power. 
The  water  powers  must  be  developed  for  this  purpose. 

As  companion  curves  to  those  included  herein  which  show 
the  growths  in  the  loads  of  the  Shawinigan  Power  Company, 
the  Hydro-Electric  Commission  and  the  plants  supplying  the 
City  of  Winnipeg,  the  curves  of  the  Calgary  Power  Company 
(Figure  12)  and  the  British  Columbia  Electric  Railway  Com- 
pany (Figure  13)  are  shown  herewith.  The  latter  companies 
serve  the  cities  of  Calgary  and  Vancouver  respectively,  the 
British  Columbia  Electric  Railway  Company  representing  but 
one  of  the  hydro-electric  systems  supplying  Vancouver. 

In  these  curves,  the  record  of  the  principal  cities  across  a 
continent,  it  is  remarkable  that  the  growth  of  each  has  pro- 
ceeded under  such  paralleling  circumstances;  truly  this  is  the 
electrical  age. 
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DISCUSSION 

Mr.  Mr.  L.  T.  Bobin8on,t  Fel.  A.  I.  E.  E.,  desired  to  ask  if  Fig.  5  was  a 

Robinson,  i^^^  curve  plotted  from  hourly  readings. 

Mr.  Mr.  H.  &.  Smmnerhayes/*  Assoc.  A.  I.  E.  E.,  wished  to  know  just 

Summerhayes.  ^hat  items  of  cost  are  included  in  the  rates. 

Mr.  Mr.  P.  H.  Mitcbell,*  Assoc.  A.  I.  E.  E.,  replying  for  the  author,  said 

Mitchell.  |;iiat  curves  were  obtained  from  the  grraphic  meter  readings  at  Niagara 
Falls.  From  year  to  year  the  Commission  makes  reports  embodying  such 
typical  curves  as  these.  Regarding  the  rates,  these  include  items  A,  B, 
and  part  of  G  but  do  not  include  the  line  loss.  Oversale  pays  for  the 
line  loss.  At  present  the  load  curves  are  flattening  out  in  all  muni- 
cipalities due  to  various  causes,  for  example,  night  pumping.  In  the 
future,  line  loss  will  have  to  be  included  in  the  rates. 

t  Engr.,   General   Electric   Co.,    Schenectady,   N.   T. 

**  Aaa't  Engr.,  General  Electric  Co.,  Schenectady,  N.  T. 

*  Consulting  Engineer,  Toronto,  Ontario,  Canada. 
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By 


SVEN  LUBECK,^ 

Consult.  Eng.,  Capt.  Corps  of  Eng.,  M.  P. 

Stockholm,  Sweden. 


The  following  article  intends  to  describe  the  available  water 
power  of  Sweden,  and  to  what  extent  it  has  been  put  to  use,  and 
also  the  conditions  under  which  water  power  can  be  utilized, 
specially  in  the  northern  part  of  Sweden,  where  undeveloped 
power  still  exists. 

We  are  attaching  separately  brief  descriptions  of  the  more 
interesting  technical  features  of  Swedish  water-power  plants, 
and  also  some  notes  regarding  legislation,  governing  authorities, 
and  organizations  that  act  on  questions  concerning  development 
of  water  power. 

AVAILABLE  WATEB  POWEB. 

The  total  available  water  power  in  Sweden  has,  during  the 
last  few  years,  been  the  subject  for  calculations  on  several  occas- 
ions.f  The  calculations  have  been  based  on  fairly  satisfactory 
records  of  observations  and  show  that  for  a  mean  period  of  nine 
months  of  the  year,  power  that  is  available  and  can  be  utilized  in 
the  whole  country  amounts  to  approximately  4.5  million  turbine 
horsepower;  of  this,  three  fourths  is  north  of  Dalalfven.  Dur- 
ing the  low-water  period,  the  theoretical  power  available  from 
the  water-courses  in  present  condition  amounts  to  approximately 
one  half  of  the  above  figure.    The  usual  amount  of  installation 

♦  Translated  by  Carl  J.  Bhodin,  M.  Am.  Soc.  C.  E. 

t '' Scandinavian  Water  Power  and  Its  Future  Prospects",  Sven 
Lubeck,  1906. 

**The  Capital  Value  of  the  Water  Power  of  Sweden",  Mauritz 
Serrander,  1913. 
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up  to  this  time  has  been  40  percent  over  the  nine  months'  average ; 
the  total  installation  required  would  consequently  amount  to 
6.3  million  turbine  horsepower  for  utilization  of  all  the  available 
water  power. 

Sweden  is  one  of  the  most  fortunate  countries  in  Europe  in 
regard  to  water  power.  It  is  about  on  a  par  with  Norway, 
Prance,  Italy  and  Austria. 

By  virtue  of  a  great  number  of  lakes,  the  run-oflP  from  the 
rivers  in  Sweden  is  relatively  uniform  in  natural  conditions  and 
the  freshets  and  torrents  that  are  so  common  and  troublesome  in 
Alpine  countries  are  practically  entirely  absent.  The  lakes  also 
oflfer  natural  possibilities  for  effectual  and  relatively  cheap  regu- 
lation of  the  run-off.  This  regulation  has  taken  place  in  a  num- 
ber of  localities,  and  more  is  contemplated.  On  the  most  im- 
portant water-courses,  large  lakes  influence,  on  an  average  not 
less  than  75  percent  of  the  run-off,  and  the  area  of  the  lakes  ap- 
proximates 10  per  cent  of  the  drainage  area.  In  addition  to  this, 
the  large  lakes  are,  as  a  rule,  located  on  high  plateaus,  so  that 
their  regulating  effect  is  of  value  for  relatively  long  and  import- 
ant parts  of  the  water-course.  Lakes  and  water-courses  have,  as 
a  rule,  steep  shores,  and  regulation,  therefore,  only  seldom  results 
in  land  damage  of  consequence.  An  estimate  shows  that  if  all 
the  principal  lakes  of  the  country  were  regulated,  an  area  smaller 
that  1/1000  part  of  the  tillable  soil  would  be  submerged.  On 
ten  projects  for  regulation  of  large  lakes,  some  of  which  have 
been  carried  out  and  some  of  which  are  contemplated,  the  total 
cost  of  storage  is  0.2  ore  ($0.00054)  per  cubic  meter  of  water, 
and  these  lakes  are  200  meters  (656  ft.)  above  sea-level.  Six 
other  large  lakes,  in  Norway,  carry  an  expense  for  this  item  of 
0.5  ore  ($0.0013),  but  in  this  case  the  lakes  are  650  meters  (2132 
ft.)  above  sea-level.  The  capital  cost  of  storage  per  effective 
horsepower  remains  approximately  the  same,  ordinarily  fluctuat- 
ing from  50  to  100  crowns  ($13.50  to  $27.00). 

In  this  connection  the  extensive  investigations  of  Mr.  Axel 
Wallen  should  be  mentioned.  These  have  been  carried  out  dur- 
ing the  last  year,  and  treat  the  periodical  fluctuation  of  water 
levels  and  water  quantities,  and  establish  a  possibility  of  calcu- 
lation and  prognostication  for  the  future.    It  is  evident  that  such 


THE  WATER  POWER  OP  SWEDEN  301 

calculations  are  of  great  practical  value  for  water-power  develoj)- 
ment  and  for  the  industries  that  depend  thereon. 

DEVELOPED  WATER  POWER. 

Since  centuries,  the  great  amount  of  available  water  power 
has  been  a  most  beneficial  factor  in  the  development  of  indus- 
tries in  Sweden ;  especially  in  connection  with  the  utilization  of 
the  two  principal  natural  resources  of  the  country — the  minerals 
and  the  forests. 

As  early  as  1400,  water  power  was  developed  for  use  in  the 
famous  manufacturing  of  iron.  At  the  present  time,  this  industry 
is  located  in  the  central  part  of  the  country.  The  next  great  de- 
velopment period  commenced  about  1870,  in  connection  with  the 
wood  pulp  industry,  largely  located  in  the  southern  and  central 
parts  of  western  Sweden,  but  also  to  an  increasing  extent  in 
Norrland  as  far  up  as  Lule&.  The  textile  industries  and  the  mill- 
ing industries  also  utilize  a  considerable  amount  of  water  power. 

The  developments  of  the  two  last  decades  in  power  transmis- 
sion and  in  electrochemical  and  electrometallurgical  processes 
have  also  carried  important  advances  with  them.  Nowadays,  the 
southerly,  the  southwesterly  and  the  central  parts  of  the  country 
are  fairly  well  covered  by  electric  distributing  systems,  that 
carry  power  principally  from  waterfalls  for  industrial  and  mu- 
nicipal purposes.  These  distributing  systems  belong  largely  to 
private  corporations  but  some  of  them  are  owned  by  the  state  or 
by  the  municipalities.  The  principal  distributing  systems  are 
the  following,  beginning  from  the  south : 

Hemsjo  Kraft  Aktie  Bolag. 

Sydsvenska  Kraft  Aktie  Bolag. 

Tngredsfors  Kraft  Aktie  Bolag. 

Trollhatte  Works  (Qovemment  owned). 

Gullsp&ngs  Kraft  Aktie  Bolag. 

Varmlands,  Svartalfvens,  Orebro,  K.  A.  B.,  etc.,  in  central 
Sweden. 

Forsse  Power  Station,  and  the  state-owned  Alfkarleby 
Works  and  Porjus  Works. 

The  total  length  of  the  more  important  transmission  lines 
in  Sweden  is  about  5000  km.  (3107  mi.) .    Electric  smelters,  using 
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the  method  of  the  Electric  Metal  Company,  are  being  operated 
at  Domnarfvet  and  Hagfors  and  at  TroUhattan,  and  are  con- 
templated at  several  other  steel  works.  Other  electrochemical 
works  have  been  built  for  the  manufacture  of  carbide  and  car- 
bide-nitrogen at  Alby  and  Ljunga ;  also  for  the  manufacture  of 
silicon  iron,  manganese,  etc.,  at  Gullsp&ng  and  at  Vargon  and 
TroUhattan,  zinc  at  TroUhattan;  and  chlorates  at  M&nsbo  and 
Alby.  Finally,  this  year,  general  electrification  of  railroads  is 
being  commenced  by  the  installation  of  electric  traction  on  the 
Kiruna  Ore  Line  of  the  Government  Railways,  with  power  de- 
livered from  Porjus. 

The  following  table  shows  the  principal  water-power  instal- 
lations : 

Turbine  H.P. 
Name  Owner  Installed 

TroUhattan /. State  80,000     (110,000) 

Alfkarleby State  (52,000) 

Untra City  of  Stockholm  (38,000) 

Porjus State  37,500 

Bullerfors St.  Kopparbergs  Bolag  30,000 

Laga  Alf Sydsvenska  K.  A.  B.  27,800 

(4  works) 

Kvarnsveden St.  Kopparbergs  Bolag  20,000 

Mockf jard Vasterdalalfvens  K.  A.  B.  20,000 

GuUsp&ng Gullsp&ng-Munkfors  K.  A.  B.  18,000 

Ljunga  Werk Stockholm  Superphosphate  A.  B.      18,000 

Grouped  according  to  size,  the  water-power  plants  in  opera- 
tion or  under  construction  in  1915  are  as  follows : 

Total  Installation 
Size  Number         Turbine  H.P. 

50,000  H.P.  and  over 2  132,000 

25-50,000    H.P 3  108,000 

10-25,000    H.P 6  109,000 

5-10,000    H.P 18  116,000 

1-  5,000    H.P 128  253,000 

200-1,000    H.P 296  132,000 

453  850,000 

The  use  of  hydraulic  power  in  1915  is  shown  by  the  follow- 
ing tabulation.    The  amoiints  are  approximate. 
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Turbine  H.P.  % 

Iron  industry  235,000  28 

Timber  and  pulp  industry 260,000  30 

Textile  industry 40,000  5 

Electro-chemical  industry  90,000  11 

General  power,  etc 225,000  26 

850,000  100 

Power  carried  by  distributing  lines  in  1915  amounts  to  a 
total  of  415  thousand  horsepower  (this  includes  the  State 
works) ;  in  the  tabulation  the  largest  consumers  have  been  shown 
in  their  relative  groups.  The  total  utilized  water  power  in  1915, 
including  small  installations,  represents  approximately  900  thou- 
sand turbine  horsepower  and  can  be  said  to  correspond  to  ap- 
proximately 15  percent  of  all  available  water  power.  Power 
developed  at  present  from  burning  oil  or  coal,  principally  in 
steam-power  developments,  amounts  to  400  thousand  horsepower. 
About  60  percent  of  all  installed  water  and  steam  power  is  trans- 
posed into  electric  power.  About  one  half  of  the  total  annual 
value  of  products  (estimated  as  1,500  million  crowns  or  $400,- 
000,000.00)  of  Swedish  industry  can  be  said  to  be  created  by 
means  of  water  power  as  motive  power.  From  this  it  may  be 
seen  that  direct  steam  power  usually  is  used  for  industries  with 
less  economic  value. 

Of  the  total  energy  produced  in  the  country  during  1913, 
96  percent  was  utilized  for  major  industries  and  only  4  percent 
for  municipal  and  domestic  usage,  such  as  household  use,  on 
farms,  and  by  railways  (according  to  investigations  by  Mr.  Axel 
Enstrom). 

It  should  be  noted  that  the  domestic  demand  is  usually  to 
be  found  in  the  more  compact  communities.  Domestic  consump- 
tion outside  of  cities  is  only  a  fraction  of  one  percent.  It  is  of 
interest  to  note  that  of  the  100  cities  in  Sweden,  no  less  than  72 
are  now  supplied  or  about  to  be  supplied  with  hydro-electric 
power,  and  these  water-power  cities  contain  90  percent  of  the 
total  population  in  cities,  and  they  also  represent  the  same  ratio 
in  the  value  of  products  manufactured  in  cities. 

It  is  apparent  that  only  a  small  fraction  of  the  available 
power  in  the  northern  part  of  the  country  has  been  utilized. 
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Upper  Norrland  utilizes  only  3  percent;  Lower  Norrland  utilizes 
only  16  percent,  but  South  and  Central  Sweden  utilize  about  60 
percent  of  the  available  water  power.  This  is  graphically  shown 
on  Plate  I. 

In  Sweden  the  state  owns  about  16  percent  of  all  available 
water  power.  This  is  principally  located  in  Norrland,  but  also 
in  the  south  of  Sweden,  namely,  the  whole  fall  distance  in 


,t  Dam  and  Fawn  HonM. 


Gotaalf  between  Lake  Yanem  and  the  sea,  and  some  other 
waterfalls  that  have  been  purchased  with  a  view  of  utilization 
in  the  future  for  electrification  of  the  state  railroads. 


We  are  not  going  to  discuss  here  utilization  of  electricity  for 
domestic  usage,  that  is,  for  light  in  the  homes  and  for  auxiliary 
machines  for  farming,  or  minor  industries.  These  branches  of 
use  are,  on  account  of  high  distributing  cost  and  short  time  of 
usage,  of  a  kind  for  which  water  power  does  not  play  any  par- 
ticularly important  role.     Electric  heating  and,  still  more,  elec- 


306  THE  WATER  POWER  OP  SWEDEN 

trie  cooking,  are  very  convenient ;  but  especially  electric  heating 
is  a  very  thankless  economic  problem.  It  has  been  shown  that 
in  order  to  heat  up  only  the  city  of  Stockholm  with  its  382,000 
people,  it  would  be  necessary  to  gather  together  all  available 
water  power  in  the  middle  of  the  country  and  up  to  the  Indal 
River — a  total  of  one  million  horsepower. 

It  is  however  of  interest  to  note  that  efforts  are  being  made 
in  the  country  districts  to  organize  mutual  power-using  com- 
panies for  distributing  electric  power,  aiding  in  providing  cap- 
ital and  establishing  the  possibility  of  getting  power  at  a  lower 
price.  The  economic  importance  of  electric  power  for  farming 
purposes  is,  however,  being  overestimated  at  the  present  time. 
Plowing  by  electricity  is  an  unsolved  problem  that  will  never 
be  of  great  importance  in  this  country.  For  other  farm  uses, 
Alfred  Ekstrom*  considers  that  electric  distribution  is  possible 
in  localities  where  the  tilled  soil  amounts  to  at  least  one  third  of 
the  total,  or  where  the  density  of  the  population  amounts  to  at 
least  25  persons  per  square  kilometer ;  this  is  the  case  only  in  a 
few  territories  in  the  south  of  Sweden.  This  is  based  on  the 
assumption  that  the  farmer  can  afford  to  pay  an  average  price 
of  20  to  25  ore  per  kilowatt-hour,  (5.4  to  6.8  cents). 

Coming  now  to  the  use  of  electric  power  for  the  metal  indus- 
tries, we  may  here  mention  the  beginning  of  use  of  electric 
motors  in  rolling  mills.  From  a  water-power  point  of  view,  the 
epoch-making  developments  are,  however,  to  be  expected  within 
the  electro-chemical,  metallurgical  and  electrolytic  industries, 
and  specially  within  the  field  of  electric  furnaces.  It  is  an  im- 
portant advantage  to  Sweden  that  electric  smelting  of  charcoal 
iron  has  been  technically  solved  and  is  economically  profitable 
under  favorable  conditions.  This  is  shown  by  the  before-men- 
tioned installation  at  Domnarfvet,  which  is  now  in  operation, 
and  other  plants,  and  also  by  a  number  of  proposed  installations. 
By  the  method  of  electric  smelting  the  shortage  of  charcoal  is 
relieved  for  a  long  time  to  come.  So  far,  no  practical  solution 
has  been  offered  for  smelting  of  iron  with  coke  in  an  electric 
furnace.     This  does  not,  however,  interest  Sweden  as  much  as 

•"Electricity  on  the  Farm",  lecture  before  Royal  Academie  of 
Husbandry,  Sept.  22,  1913. 
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the  coal-producing  countries;  but  for  Norway,  it  would  be  of 
importance. 

In  order  to  find  use  in  the  future  for  a  greater  portion  of  the 
3  or  4  million  horsepower  that  are  available  in  Norrland,  we 
therefore  depend  first  and  foremost  on  the  development  of  the 
steel  and  iron  industry.  This  conclusion  is  warranted  by  the 
great  supply  of  minerals  in  Central  Sweden  (Grangesberg,  etc.) 
and  in  the  Northerly  Sweden  (Gellivare,  Kiruna,  etc.).  In  both 
localities  there  are  important  water  powers  in  the  immediate 
vicinity  of  the  ore  fields.  In  the  pulp  and  paper  industry,  no 
great  expansion  is  to  be  expected  of  the  pulp  mills,  but  rather  a 
development  in  the  manufacture  of  a  higher  grade  of  product, 
by  turning  to  paper  production.  However,  the  major  quanti- 
ties of  power  must  find  use  in  electro-chemical  developments,  not 
only  in  the  manufacture  of  chlorides,  carbide,  cyanamide,  iron 
alloys  and  zinc,  but  also  in  the  manufacturing  of  nitrates,  nitric 
acid,  alkalies,  aluminum,  etc. 

What  are  then  the  chances  of  a  realization  of  these  possi- 
bilities for  the  northerly  water  powers  in  Sweden?  Cost  of 
power  and  transportation  are  prime  factors  for  all  major  indus- 
tries. Additional  factors  of  importance  are  import  duties  and 
trade  relations.  Here,  a  small  country  with  limited  consump- 
tion possibilities  may  easily  have  great  difficulties.  Finally,  the 
location  of  the  industrial  center  is  of  importance,  inasmuch  as 
the  climate  and  the  situation  affect  the  well-being  of  the  em- 
ployees and  the  availability  of  help,  and  the  demand  for  high 
wages. 

The  power  cost  from  the  better  Swedish  water-power  proj- 
ects is,  as  a  rule,  not  any  higher  than  the  cost  that  must  be  car- 
ried elsewhere  in  the  world.  The  transportation  problem  is,  how- 
ever, most  important.  Transportation  affects  raw  materials  first, 
and  secondly,  it  affects  the  cost  of  transportation  of  the  finished 
product.  It  is  consequently  evident  that  the  problem  may  es- 
sentially differ  for  a  water-power  industry  using  materials  found 
within  the  country  as  against  one  using  imported  materials. 
The  great  electro-chemical  water-power  developments  of  North 
Sweden  are  and  will  remain  international  in  this  sense,  that 
they  are  depending  for  the  sale  of  their  products  on  the  markets 
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of  the  world ;  they  are  also  generally  dependent  on  foreign  sup- 
ply of  certain  portions  of  the  raw  materials. 

Under  these  conditions,  it  is  without  doubt  a  handicap  that 
the  Norrland  water  powers  have  a  confined  situation  between 
Norway  in  the  west  (with  its  favorably  located  water  power) 
and  a  coast  on  the  east  where  the  harbors  are  locked  by  ice  dur- 
ing five  or  six  months  of  the  year. 

However,  we  are  hoping  that  the  Swedish  water-power  in- 
dustry will  develop"  on  a  large  scale.  Lately  the  methods  of 
developing  water  power  have  been  properly  adjusted  to  existing 
difficulties  through  engineering  enterprise  (see  Appendix  2) ; 
we  have  available  important  domestic  raw  materials,  and  we 
can  command  a  pioneering,  sturdy  and  hardy  race  of  leaders  and 
workmen.  In  addition  to  this,  transportation  facilities  to  the 
northern  part  of  the  country  are  continually  being  improved  by 
means  of  new  railways,  by  keeping  the  harbors  open  in  winter 
by  the  use  of  icebreakers,  etc. 

Water  power  development  has,  since  centuries,  in  its  various 
forms,  been  altogether  to  the  advantage  of  the  country.  It  still 
has  all  the  essentials  of  importance  in  our  economic  future.  The 
water-power  plants,  with  their  distributing  systems  and  their 
utilizing  industries,  yield  profit  in  many  ways  to  the  economic 
benefit  of  the  community.  They  are  important  taxpayers  to 
State  and  municipality.  They  produce  freight  for  domestic  and 
foreign  channels  of  commerce  and  they  offer  new  fields  of  labor 
for  the  people — an  offset  against  emigration.  Such  communities 
as  Domnarfvet,  Avesta,  Bergvik,  Ljusne,  Alby  and  Ljunga  pri- 
marily depend  on  water-power  industries.  They  are  important 
centers  and  have  development  possibilities  as  long  as  the  indus- 
trial works  on  which  they  depend  can  grow  and  develop  without 
restriction. 

Last  but  not  least,  the  water-power  industry  is  the  one  and 
only  source  that  can  give  large  economic  development  to  north- 
em  Sweden.  It  is  generally  conceded  that  it  is  very  important 
to  improve  the  economy  of  the  Norrland  farmer  by  increasing 
his  possibilities  of  marketing  his  products,  etc.;  but  it  is  fre- 
quently overlooked  that  a  flourishing  industrial  development  is 
the  only  permanent  consumer  that  can  be  counted  upon. 
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APPENDIX  No.  1. 


No.  1,  l^davenska  Knit  A.  B.  (Soath  Swedish  Power  Cor- 
poration). 

This  company  at  present  owns  and  operates  four  power  sta- 
tions— Majenfors,  Bassalt,  Ofre  Knared  and  Nedre  Knared — on 
the  River  Lagan.  All  the  plants  have,  by  a  chance,  the  same 
hydraulic  head,  about  10  meters   (32.8  ft.) ;  they  are  located 


Tig-  S.     Otrt  Snlrad  Dun  ud  Tout  Honw. 
along  a  stretch  of  cascades  9^  kilometers  (5.9  mi.)  in  length. 
The  four  plants  develop  power  for  transmission  to  the  cities  of 
Malmo,   Land,   Landskrona,   Helsingboi^,   Halmstad,   etc.,  who 
own  the  enterprise. 

The  power  plant  at  Ofre  Knared  is  also  a  central  station  to 
which  the  power  from  the  other  stations  is  first  conducted,  and 
then  distributed.     By  virtue  of  forebays  of  considerable  size 

*  Tbe  detailed  descriptions  of  the  power  plants  which  are  here  enu- 
merated are  to  be  found  in  tbe  publieatioos  of  tbe  Water  FbIIb  Direction, 
tbe  Water  Power  Auoeiation  of  Sweden  and  Vattenbjggnadsbjrftn  (The 
Hydraulic  Engineeriiig  Bureau,  Inc.).  The  location  of  each  plant  is  shown 
a  the  text. 
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above  the  diversion  dams,  it  is  possible  to  practice  great  economy 
at  low  water  time,  using  water  to  correspond  with  the  consump- 
tion of  power  only. 

The  dams  at  Majenfors,  Bassalt  and  Ofre  Enared  are  built 
largely  of  concrete  on  solid  rock  foundation.  They  have  eight 
upper  sluiceways,  each  with  4  meters  (13.12  ft.)  clear  width  and 
3.2  meters  (10.50  ft.)  depth  below  high  water.  In  addition  to 
these  openings,  there  are  arrangements  for  fish  ladders  for  the 
salmon  and  a  ladder  for  young  eels,  and  an  opening  for  washing 
.out  ice.  The  main  openings  are  closed  by  gates  built  of  buckled 
plates  5  millimeters  (0.196  in.)  thick,  on  an  iron  frame.  For 
operation  of  the  gates,  there  is  an  electric  hoist  running  on  rails 
along  the  length  of  the  dam.  The  openings  for  the  gates  can  be 
closed  in  emergency  by  timber  needles. 

In  the  dams  at  Bassalt  and  Enared  there  are  in  the  bottom 
five  openings  3  meters  (9.84  ft.)  wide  and  2.2  meters  (7.22  ft.) 
high,  by  which  the  water  was  diverted  during  construction. 
These  openings  were  afterwards  closed — ^three  permanently  and 
the  other  two  by  means  of  shutters  which  will  permit  emptying 
the  dam  for  repairs  or  alterations.  These  shutters  can  be  ope- 
rated by  means  of  the  hoist  for  the  main  gates.  Along  the  whole 
front  of  the  dam  and  300  millimeters  (11.81  in.)  from  the  edge, 
there  is  a  drainage  gallery  consisting  of  51  millimeters  (2  in.) 
unglazed  terra  cotta  pipe.  These  stand  vertically  on  top  of  each 
other  at  a  distance,  center  to  center,  of  600  millimeters  (23.62 
in.).  The  pipes  reach  from  the  top  of  the  dam  down  to  about 
%  meter  (1.64  ft.)  from  the  bottom.  For  inspection  of  the 
drains,  and  also  for  inspection  of  the  body  of  the  dam,  there  is  a 
tunnel  1.8  meters  (5.91  ft.)  high  and  0.9  meter  (2.95  ft.)  wide, 
plastered  with  cement  on  the  inside;  into  this  tunnel  drain  the 
vertical  pipes,  and,  also,  76  millimeter  (3  in.)  pipes,  2  meters 
(6.56  ft.)  center  to  center,  leading  from  the  under  body  of  the 
dam. 

All  four  power  stations  are  equipped  alike  with  three  tur- 
bines of  2000  hp.,  in  open  chambers  of  reinforced  concrete.  From 
Ofre  Knared  the  water  is  conducted  by  means  of  a  diversion 
canal  along  the  side  of  the  river  to  Nedre  Knared. 

The  total  cost  of  all  four  power  stations,  including  purchase 
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of  the  water  rights,  has  amounted  to  5.8  million  crowns  ($1,- 
566,000).    Constructing  Engineers :  Vattenbyggnadsbyr&n  (The 
Hydraulic  Engineering  Bureau,  Inc.). 
No.  2,  Trollhattan. 

This  power  development  is  the  property  of  the  State  of 
Sweden  and  utilizes  the  Trollhattan  Falls  in  Gota  River. 

The  hydraulic  head  is  about  30  meters  (98.42  ft.)  and  the 
power  developed  is  principally  transmitted  to  the  City  of  Gothen- 
burg and  other  places.  It  is  also  used  for  electro-chemical  in- 
dustries in  the  vicinity  of  Trollhattan. 

The  water  is  diverted  at  the  uppermost  fall,  where  a  sub- 
merged diversion  dam  has  been  built.  The  water  is  then  con- 
ducted through  a  diversion  canal  about  1300  meters  (4265  ft.) 
long,  along  the  west  shore  of  the  river  to  a  f orebay  where  grizzlies 
and  regulating  gates  are  located.  From  the  forebay  the  water  is 
carried  through  tunnels  blasted  in  solid  rock  and  sheeted  with 
iron  plate  to  the  turbines,  which  are  placed  in  the  power  house 
itself.  The  power  house  is  located  on  the  shore  of  the  so-called 
Glide  Hole,  into  which  the  water  is  discharged  after  having 
passed  the  turbines.     (See  Plate  II.) 

The  forebay  is  located  on  solid  rock  ledge ;  it  has  four  gates, 
separated  by  piers  of  solid  granite.  The  two  central  openings 
each  have  a  free  width  of  20  meters  (65.62  ft.)  and  are  closed 
by  rolling  dams  3.6  meters  (11.81  ft.)  high.  The  first  opening  to 
the  right,  located  along  the  side  of  the  river,  is  19.7  meters  (64.6 
ft.)  wide  and  is  closed  by  means  of  five  shutters  3.7  meters  (12.14 
ft.)  in  width.  The  shutters  are  supported  by  the  gang-way  and 
by  a  footing  in  the  foundation.  They  have  frames  of  iron  and 
covering  of  planks.  They  are  split  in  two  horizontally  and  can 
be  either  pulled  up  or  pushed  down.  The  last  opening  furthest 
to  the  left  is  3  meters  (9.84  ft.)  wide  and  has  a  similarly  con- 
structed shutter.  Both  the  rolling  dams  and  the  shutters  can  be 
operated  either  by  electric  power  or  by  hand,  and  all  openings 
can  be  shut  temporarily  by  means  of  needles,  constructed  from 
steel  pipe,  that  rest  against  a  footing  and  the  runway.  To  ensure 
operation  during  winter  time,  the  rolling  dams  are  provided  with 
heating  elements  inside,  by  which  the  plate  can  be  heated  so 
that  ice  will  not  adhere. 


312  THE  WATER  POWER  OP  SWEDEN 

The  main  inlet  on  the  river  has  six  openings  with  a  free 
width  of  12  meters  (39.37  ft.),  supported  by  granite  piers.  There 
is  no  discharge  gate  in  the  headworks.  For  protection  against 
drift  ice  there  is  a  timber  ice  fender  securely  anchored  and  pro- 
vided with  an  apron  90  centimeters  (35.43  in.)  deep  under  the 
water  surface.  The  inlet  can  be  closed  by  means  of  movable  shut- 
ters, 4  meters  (13.12  ft.)  wide,  which  are  supported  by  heavy 
benches  placed  in  shoes  and  resting  against  the  runway.  These 
shutters  are  operated  by  means  of  an  electric  hoist  on  wheels. 

The  inlet  canal  is  partly  blasted  out  in  solid  rock  and  partly 
built  of  stone  masonry.  About  350  meters  (1148  ft.)  below  the 
inlet  there  is  a  Stoney  gate  17  meters  (55.77  ft.)  wide  and  9 
meters  (29.53  ft.)  high,  weighing  approximately  60  tons.  (See 
Fig.  3.)  This  gate  is  located  at  the  place  where  a  branch,  in  the 
future,  will  divert  water  to  an  increased  development.  On  the 
lower  portion  of  the  inlet  canal,  for  a  distance  of  approximately 
35  meters  (115  ft.),  the  sides  are  vertical  and  are  built  of  vitri- 
fied brick  below  the  water  surface  and  cut  granite  above  the 
water  surface.  In  this  portion  of  the  canal  the  rating  for  the 
efiSciency  tests  of  the  turbines  is  made  according  to  the  dia- 
phragm method  devised  by  the  late  Prof.  E.  Anderson  o.^  the 
Technical  University  of  Stockholm.*  The  canal  walk  are  built 
of  granite  masonry  when  6  to  7  meters  (19.7  to  23  ft.)  high,  and 
of  concrete,  1 :5 :7,  for  greater  heights.  Back  of  the  water-proof 
surface  are  placed  51  millimeters  (2  in.)  terra  cotta  drainage  tile, 
spaced  on  0.5  meter  (1.64  ft.)  distance,  connected  by  similar  out- 
let pipes.  In  order  to  prevent  the  occurrence  of  temperature 
cracks,  there  are  expansion  joints  of  tongue-and-groove  pattern 
packed  with  canvas  in  asphalt. 

The  turbine  intake  (see  Fig.  4)  directly  connected  to  the 
f orebay,  is  located  on  the  brow  of  the  mountain  above  the  Glide 
Hole.  In  order  to  guard  against  water  flowing  over  the  power 
house,  in  case  of  closure  of  all  or  several  turbines,  the  sides  of  the 
forebay  are  arranged  as  weirs,  from  which  the  water  is  led  to  the 
river.  There  is  also  a  discharge  opening  for  ice  on  each  side  of  the 
turbine  intake.  Gates  and  grizzlies  in  front  of  the  turbines  are 
erected  within  a  building  of  granite  and  concrete;  each  turbine 

*  For  a  detailed  description  of  this  method  see:    Weidner,  Bulletin 
Univ.  of  Wisconsin,  No.  672,  1914.    (Translator.) 
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is  supplied  by  means  of  a  separate  tube  coming  from  a  separate 
chamber  that  can  be  shut  off  either  by  a  gate  or  by  a  movable 


Fig,  3.     TroUUttoD  Davelopnunt.     Bloney  OaU  in  InlM  Ouil. 

shutter.  The  grizzlies  are  inside  of  the  controlling  gates  and  it  is 
consequently  possible  to  clear  the  intakes  from  obstructions  in- 
dependent of  each  other.    In  order  to  insure  against  clogging  by 
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station  has  two  unite  and  a  discharge  canal.  The  coustniction  of 
the  pipe-line  and  its  support  on  saddles  is  of  special  interest  and 
is  shown  on  Fig.  8.  Construction  cost  for  hydraulic  develop- 
ment, 1.1  million  crowns  ($297,000) ;  for  machinery  equipment, 
260,000  crowns  ($70,200). 

Constructor:     Vattenbyggnadsbyrin   (The   Hydraulic  En- 
gineering Bureau,  Inc.). 
No.  4,  QuUsp&ng. 

This  power  plant  is  the  property  of  the  GulLsp&ng-Munkfors 
Power  Co.  and  is  intended  for  general  power  distribution,  and 
also  for  electro-ehemical  industry.  The  principal  features  of  the 
installation  are  a  dam  in  the  GuUsp&ng  River,  a  supply  canal 
about  150  meters  (492  ft.)  in  length,  power  station,  draft  tube 


Tig.  7.  Habj  town  Boqh.  Pip*  Lin*  uid  Fnamia  Towar, 
and  tail  race;  the  hydraulic  head  is  approximately  23  meters 
(75.46  ft.).  On  the  west  side  of  the  river  the  diversion  dam  is  a 
straight  rock  dam.  On  the  other  portion  of  the  river,  rock  foun- 
dation is  at  great  depth  and  it  was  decided  to  construct  an  arch 
dam  of  40  meters  (131.2  ft.)  span,  6.5  meters  (21.32  ft.)  radius, 
and  3  meters  (9.84  ft.)  thickness  of  the  arch.  (See  Figs.  9,  10 
and  11.)  The  dam  is  built  of  concrete  reinforced  in  the  upper 
portion.  The  outlet  openings  are  closed  by  wooden  shutters 
divided  into  ten  groups,  supported  by  piers;  each  opening  is  4.6 
meters  (15.09  ft.)  wide  and  there  are  five  gates  for  each  open- 
ing.   The  dam  has  also  a  fish  ladder  and  two  eel  ladders.    A  tun- 
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The  powerhouse  ia  intended  to  take  six  main  units  of  5000 
horsepower  and  two  exciter  units.  At  present,  four  main  units 
are  installed. 

The  turhin*  chamhers  are  built  of  reinforced  concrete  pro- 
vided with  expansion  joints.  At  the  lower  end  they  are  con- 
nected with  vertical  steel  cylinders  which  are  for  the  main  units, 
13  meters  (42.65  ft.)  deep  and  5.5  meters  (18.04  ft.)  in  diameter. 


Fig.  10.     D«m  on  OnUiplns  KItm. 

Each  ehamher  has  in  front  a  grizzly  and  buckle-plate  regulating 
gates.  The  draft  tubes  from  the  turbines  discharge  into  the 
tail-race  which  enters  under  the  power  house.  The  floor  of  the 
power  house  rests  directly  on  rock  foundation.  The  walls  are 
separated  from  the  turbine  chambers  in  order  to  obviate 
dampness. 

This  development  has  cost  approximately  3.5  million  crowna 
($945,000). 

Constructor:  Vattenbyggnadshyr&n  (The  Hydraulic  En- 
gineering Bureau,  Inc.). 


i^ 
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No.  7,  Bnllerforsen. 

This  installation  belongs  to  Stora  Kopparbei^  Berfpslags  A. 
B.,  and  consists  of  a  dam  in  Dalalfven  in  connection  with  a 
power  station  on  the  right-hand  bank  and  a  short  discharge 
canal,  all  of  which  is  on  rock  foundation.  (See  Figs.  14  and  15.) 
The  dam  is  constructed  on  a  curve,  so  as  to  get  a  sufficient  length 
to  carry  off  flood  waters  at  relatively  small  depth  of  submerg- 
ence. At  times,  floods  amount  to  2000  cu.  meters  (70,630  cu.  ft.) 
per  second.     The  dam  is  constructed  of  concrete,  and  the  main 


Flf.  14.     Dun  and  Fowar  Honw.  BnllertorMii  Dnalapmant. 

body  of  the  dam  consists  of  arches  supported  on  piers.  The  dis- 
charge openings  are  closed  by  shutters  of  wood  between  movable 
supports  of  I-beams.  In  this  locality  as  much  as  16  million  pieces 
of  timber  are  passed  during  the  timber-driving  season,  and  this 
timber  is  usually  carried  through  by  means  of  a  center  opening 
25  meters  (82.02  ft.)  wide;  the  opening  is  reinforced  with  rails 
to  prevent  abrasion.  When  the  water  supply  is  insufficient  for 
driving  through  the  center  gate,  the  timber  is  taken  past  the 
installation  by  means  of  a  flume. 

The  power  station  contains  six  quadruple  turbines,  each  4000 
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horsepower.  The  turbinea  are  erected  in  open  chambers,  which 
may  be  closed  by  large  iron  shutters  operated  by  motor-driven 
hoists.  There  are  two  exciter  units,  each  of  450  horsepower,  with 
the  turbines  erected  in  separate  chambers  supplied  with  water 
by  means  of  tubes  coming  from  two  intakes  alongside  the  main 
intake.  The  generator  room  and  the  gate-regulating  house  are 
constructed  of  brick  with  concrete  roofs. 

The  power  is  used  for  the  Company's  own  iron  works  and 


Fig.  IS.    InUrloi  of  Fo««r  Plant,   BnllailoiMii  Dardopmant. 

paper  mill.    The  total  cost  for  the  power  station  was  3.6  million 
crowns  ($972,000). 

Constructors:    L.  Yngstrom  and  0.  Forsgren,  Falun. 
No.  8,  Untra. 

The  River  Dalalfven,  below  the  Untra  Bay,  forms  a  great 
number  of  branches  and  these  branches  cut  through  the  glacial 
drift  formation  in  a  number  of  waterfalls.  The  Untra  Power 
Station  collects  all  the  water  of  the  river  and  utilizes  the  power 
of  all  the  separate  waterfalls  in  the  power  plant  for  the  city  of 
Stockholm.     To  effect  the  diversion  of  the  water,  the  branches 
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of  the  river  are  closed  by  masonry  dams  and  long  earthen  dykes ; 
the  open  waters  of  the  Untra  Bay  submerge  the  delta  lands  and 
are  carried  to  a  power  station,  where  the  turbines  are  installed 
with  open  intakes.  The  discharge  canal  has  a  length  of  approxi- 
mately one  kilometer  (3280  ft.).  Considerable  work  was  nec- 
essary for  the  clearing  and  lowering  of  that  branch  of  the  river 
wherein  this  canal  discharges.  The  location  of  the  impounding 
works  and  the  general  arrangement  of  the  power  project  are 
shown  on  the  location  map.     (See  Plate  III.) 

The  dykes  are  of  particular  interest;  they  were  erected  by 
using  the  waste  material  from  the  excavation  work.  Broadly 
speaking,  they  consist  of  a  well-puddled  mass  that  is  covered  by 
a  stone  revetment,  upstream,  and  on  the  downstream  side  sup- 
ported by  a  heavy  bank  of  quarried  rock.  Where  the  earth  rests 
against  the  rock-fill,  the  surface  has  been  spalled  and  covered 
with  concrete.  The  puddle  material  came  from  the  powerhouse 
excavation  and  was  a  mixture  of  clay  and  glacial  drift.  The 
downstream  supporting  rock-fill  came  from  waste  way  excavation 
in  the  rock  and  boulder  formation.  Detailed  construction  is 
shown  on  Plate  IV. 

The  project  will  develop  ultimately  40,000  horsepower  and 
is  intended  to  be  completed  in  1917,  together  with  the  transmis- 
sion line,  150  kilometers  (93.2  mi.),  to  Stockholm. 

The  estimated  cost  is  8.6  million  crowns  ($2,322,000)  for 
grading  and  buildings  and  2.4  million  crowns  ($648,000)  for 
powerhouse  equipment. 

Constructors:    The  City  Engineer's  Office;  Mr.  F.  Enblom, 
and  Vattenbyggnadsbyrin. 
No.  9,  Alfkarleby. 

The  Alfkarleby  Falls  are  separated  by  two  islands  into  three 
branches:  the  Stor  Falls  and  the  Mellan  Falls,  which  are  very 
steep,  and  the  Kings  Vein  branch,  which  runs  down  in  a  series 
of  cascades.  (See  Fig.  16.)  These  latter  have  always  been  kept 
open  for  a  fish-way.  The  right  of  damming  these  branches  has 
been  acquired  and  fish-ways  have  been  installed.  The  power 
station  and  the  distributing  system,  which  are  located  in  the 
eastern  portion  of  central  Sweden,  have  been  built  by  the  State, 
under  the  direction  of  the  Water  Falls  Direction.  It  was  opened 
in  June,  1915.     The  main  features  of  the  project  are  dams  clos- 
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ing  the  three  river  branches  aad  some  minor  dykes  on  the  island 
and  the  shores  of  the  river;  also  an  inlet  canal  approximately 
250  meters  (820  ft.)  long  on  the  right  hand  side  of  the  river  near 
Stor  Falls,  a  power  station  with  open  turbines,  and  a  tail-race 
approximately  100  meters  (328  ft.)  long  to  the  river.  The  orig- 
inal height  of  the  falls  was  15  meters  (49.2  ft.) ;  this  has  been 
increased  to  18  meters  (59.06  ft.)  by  impounding  dams. 

The  foundation  of  the  dams  is  largely  solid  rock  and  they 
are  provided  with  dischai^e  openings  in  each  of  the  three 
branches  of  the  river,  so  that  the  distribution  of  water  in  the 


ng'   !*■     Ainculsb;  T»il: 

three  branches  remains  approximately  the  same  as  at  present, 
which  was  considered  desirable  for  aesthetic  reasons.  In  the 
dams  are  fixed  discharge  aprons  for  a  total  length  of  250  meters 
(820  ft.)  on  a  weir-height  level  of  normal  water  surface.  In  the 
Stor  Falls  there  are  four  steel  shutters  10  meters  (32,81  ft.)  wide 
and  3.6  meters  (11.81  ft.)  high  in  the  central  part  of  the  dam. 
The  Mellan  Falls  have  a  rolling  dam  2.1  meters  (6.89  ft.)  in 
diameter  and  20  meters  (65.62  ft.)  long,  by  means  of  which  most 
of  the  ice  drift  can  be  taken  care  of ;  water  is  at  that  time  usually 
plentiful.  In  the  Kings  Vein  Branch  there  is  a  steel  gate  10 
meters  (32.81  ft.)  wide  and  2,5  meters  (8.20  ft.)  high,  so  as  to 
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always  be  ready  to  discharge  a  lar^  quantity  of  water  into  this 
branch  if  the  fishing  interests  so  demand.  The  turbines  are  5 
quadruple  Francis  turbines  on  horizontal  shafts,  designed  to 
deliver  14,000  horsepower  at  a  head  of  15.6  meters  (51.25  ft.). 
They  are  placed  in  chambers  of  reinforced  concrete,  which  have 


a  depth  from  bottom  to  the  top  of  not  less  than  20  meters  (65.62 
ft.),  {See  Figs.  17  and  18.)  Each  chamber  can  be  closed  by  a 
steel  gate  7.3  meters  (23.95  ft.)  wide  and  9.0  meters  (29.53  ft.) 
high.  The  gates  are  electrically  operated  and  run  on  rollers 
combined  into  trucks.    Inside  of  the  gates,  at  the  upper  portion 
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of  the  chambers,  there  is  a  grizzly.     That  part  of  the  chamber 
towards  the  powerhouse  is  semi-cylindrical. 

The  powerhouse  contains  five  3-phase  generators,  each  for  a 
normal  rating  of  10,000  and  maximum  rating  of  12,500  K.  V.  A. 


at  50  periods  and  10,000-11,000  volts  tension.     The  generators 
are  direct  connected  to  the  turbines. 

There  are  direct-current  generators  on  the  end  of  the  main 
shafts  to  provide  excitation  current,  together  with  a  direct-cur- 
rent installation  of  220  volts  in  the  gate  house  as  reserve. 
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The  gate  house  is  located  about  100  meters  (328  ft.)  from 
the  powerhouse  and  is  connected  thereto  by  electric  cables.  The 
gate  house  holds  the  transformers  and  also  the  switchboard  for 
the  3-phase  power  control,  station  pumps,  and  holders  for  water 
and  oil ;  repair  shop,  laboratory  and  office. 

The  estimated  cost  is  6.8  million  crowns  ($1,836,000)  for 
conduits  and  buildings,  and  2.4  million  crowns  ($6-18.000)  for 
powerhouse  equipment. 


Flf.  19.     Powar  BoDM.   IJnlifft   Dardepment 

Constructor:     Water  Falls  Direction.     (Preliminary  plans 
by  VattenbyggnadsbyrSn,  Stockholm.) 
No.  10,  Ljimga  Works. 

This  installation  belongs  to  the  Stockholm  Superphosphate 
A.  B.,  and  utilizes  a  fall  of  about  40  meters  (131  ft.)  in  the  River 
Ljungan,  developing  17,000  horsepower,  used  in  the  manufacture 
of  carbide  and  cyanamide.  The  installation  consists  of  a  diver- 
sion dam.  diversion  canal,  steel  penstock  2400  meters  (7874  ft.) 
long  with  pressure  tower,  powerhouse  and  discharge  canal.  (See 
Fig.  19.)     The  long  penstock  is  of  particular  interest.     It  has  a 
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diameter  of  5  meters  (16.40  ft.)i  and  is  largely  a  horizontal  tube 
built  of  steel  plate,  6  millimeters  (0.236  in.)  in  thickness,  with 
stiffening  rings.  It  is  placed  on  masonry  supports  6  meters  apart 
(19.68  ft.).  The  standpipe  has  an  overflow  discharge  into  the 
tail-race.  On  account  of  the  very  severe  winter  climate  it  has 
been  necessary  to  cover  the  standpipe  with  timber. 

Constructor:    F.  B.  Stafsing,  Stockholm. 
No.  11,  Finnfora. 

This  is  a  development  at  Skellefte  River  and  utilizes  a  fall 
of  20  meters  (65.62  ft.).  It  is  owned  by  the  city  of  Skellefte,  and 
the  power  is  used  by  the  municipality  and  for  pulp  industry. 
The  dam  forming  a  portion  of  the  project  is  notable  on  account 
of  the  Bear-trap  gates  of  American  design  that  have  been  used. 
As  far  as  known,  this  is  the  only  use  in  the  Scandinavian  coun- 
tries of  this  construction.  The  water  is  conducted  by  means  of 
tunnels  and  tubes  to  the  power  station,  at  present  installed  for 
9000  horsepower,  but  intended  to  be  increased  to  20,000  horse- 
power.    (Fig.  20.) 

Constructor:     The  Engineering  Bureau  of  Unander  and 
Jonson,  Stockholm. 
No.  12,  PorjuB. 

The  Porjus  power  plant  belongs  to  the  State  and  supplies 
power  for  the  electrification  of  the  Boundary  Railroad  and  for 
the  ore  fields  of  Gellivare  and  Kiruna.  The  plant  uses  the  head 
between  low  water  in  Great  Lule  Lake  and  the  water  surface  at 
Little  Porjus  Bay  just  below  the  Porjus  Falls.  The  falls  are 
shown  on  Figure  21.  The  effective  head  varies  from  49  to  55 
meters  (160.7  to  180.5  ft.).  A  dam  below  Great  Porjus  Bay 
raises  the  water  surface  10  meters  (32.81  ft.),  to  the  low- water 
surface  of  Great  Lule  Lake. 

Supply  and  discharge  for  the  turbines  are  by  means  of  tun- 
nels, 325  and  1275  meters  in  length  (1066  and  4182  ft.).  The 
inlet  opening  is  at  the  left  end  of  the  dam.  (See  Plate  V.)  The 
dam  is  1250  meters  (4100  ft.)  in  length  and  extends  over  two 
branches  of  the  river.  To  a  large  extent  it  is  an  earth  dyke, 
particularly  on  the  right-hand  bank  of  the  river. 

The  main  dam  is  located  immediately  adjoining  the  tunnel 
intake.  Then  follows  a  rolling  dam  12  meters  (39.37  ft.)  in  free 
width  to  provide  for  timber  driving  and  these  aprons  200  meters 
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(656.2  ft.)  in  length.  The  earth  dykes  are  1000  meters  (3280  ft.) 
in  length  over  the  island  in  the  river,  and  on  the  right-hand  bank. 
Ice  pressure  has  been  given  special  consideration  in  the  con- 
struction  of  the  dam,  on  account  of  the  heavy  ice  cover  on  Great 
Porjus  Bay,  that  often  reaches  a  thickness  of  1  meter  (3.28  ft.). 
Where  the  dam  is  most  exposed  to  ice  pressure,  it  has  an  earth 
embankment  on  the  upstream  side  and  a  supporting  rock  611  on 
the  downstream  side ;  in  the  center  is  a  heavy  core- wall  of  rein- 


Tlg.  21.     FoTjDa  raUi. 

forced  concrete.  The  upstream  side  is  also  protected  by  means 
of  heavy  rock  revetments.  When  heavy  ice  pressure  occurs,  it 
is  contemplated  that  the  earth  filling  may  be  compressed  with- 
out the  dam  itself  receiving  any  damage.  The  ice  is  also  foreed 
upwards  over  the  dam  on  account  of  the  flat  slope  of  the  upstream 
side.  The  aprons  are  constructed  of  reinforced  concrete  and 
are  protected  on  the  water  side  by  earth  embankments  and  rock 
tilling. 

The  intake  is  divided  into  four  openings,  11  meters  (36.08 
ft.)  wide.    The  two  openings  immediately  adjoining  the  dam  are 
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intended  for  the  first  installment  of  100  cu.  meters  (3520  cu.  ft.) 
per  second.  The  gate  arrangement  for  each  opening  consists  of 
one  large  steel  shutter  placed  behind  a  grizzly  and  carried  on 
rollers  combined  into  trucks.  The  area  of  the  inlet  tunnel  is 
approximately  50  sq.  meters  (538.19  sq.  ft.),  and  for  the  next 
development  a  tunnel  of  equal  size  is  to  be  built.  The  tunnel 
discharges  into  a  covered  forebay  provided  with  an  overflow  weir 
that  discharges  into  a  branch  tunnel  5  meters  (16.40  ft.)  in  diam- 
eter connecting  to  the  main  discharge  tunnel.  This  is  in  order 
to  provide  for  waste  of  water  on  account  of  regulation. 

Directly  connected  to  the  forebay  are  5  turbine  chambers, 
consisting  of  shafts  50  meters  (164.04  ft.)  in  depth,  steel  sheeted, 
3.5  meters  (11.48  ft.)  in  diameter  and  blasted  in  solid  rock.  Each 
chamber  has  a  grizzly  behind  regulating  gates.  In  the  bottom 
of  the  chambers  the  turbines  are  located  [12  meters  (39.37  ft.) 
center  to  center]  in  cylindrical  casings,  each  in  a  niche  of  the 
generator  room. 

The  generator  room  is  50  meters  (164.04  ft.)  under  rock 
surface,  and  will  contain  electric  generators  and  turbine  gov- 
ernors. The  first  installation  consists  of  4  units;  3  of  these  are 
of  10,000  normal  and  12,500  maximum  turbine  horsepower,  and 
the  fourth,  12,500  normal  and  14,000  maximum  turbine  horse- 
power. 

Two  turbine  units  are  direct-connected  to  single-phase  gen- 
erators for  the  electrification  of  the  railroad.  The  third  unit  is 
intended  for  the  power  of  the  ore  fields  of  Gellivare  and  Kiruna 
and  has  a  3-phase  generator.  The  turbine  of  the  fourth  unit  is 
direct-connected  both  to  a  single-phase  and  a  3-phase  generator, 
to  act  as  reserv^e  both  for  the  railway  power  and  for  the  general 
power  distribution ;  excitation  is  provided  by  means  of  a  direct- 
current  generator  connected  to  a  525-horsepower  turbine  with 
separate  supply  tunnel  0.85  meters  (2.79  ft.)  diameter. 

The  draft  tubes  of  the  turbines  consist  of  steel  plate  tubes 
laid  in  solid  concrete  placed  in  tunnels  that  discharge  in  the  gen- 
eral discharge  tunnel.  The  latter  is  provided  with  compensa- 
tion galleries  to  absorb  pressure  changes  at  load  fluctuations. 

The  gate  house  is  above  ground,  vertically  over  the  generator 
hall  and  is  constructed  of  brick.  It  contains  transformers, 
switchboards,  control  station,  pumps  and  tanks  for  water  and 
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oil,  store  rooms,  operating  oflSce,  etc.  The  building  is  connected 
to  the  generator  hall  by  a  large  elevator  shaft  and  a  separate 
cable  shaft. 

This  power  development  is  the  most  northerly  large  develop- 
ment in  the  world.  Complete  construction  for  four  units  will 
cost  11.5  million  crowns  ($3,105,000). 

Constructor:    Water  Fall  Direction. 

APPENDIX  No.  2. 

LEGISLATION,  GOVEBNING  AUTHOBITIES,  AND  ORGANIZA- 
TIONS  ACTING  CONCERNING  WATER  POWER  IN  SWEDEN. 

Swedish  water  law  acknowledges,  as  a  rule,  the  owner  of 
the  river  bank  as  the  owner  of  the  water  and  the  water  power 
in  front  of  his  property,  and  there  is  no  doubt  that  this  private 
ownership  to  water  power  has  been  a  powerful  incentive  for  its 
development.  Alongside  of  this  private  ownership  there  is,  in 
larger  water  courses,  a  general  community  interest  to  be  pre- 
served, and  this  has  found  its  expression  in  the  ancient  institu- 
tion of  ** Kings  Vein",  which  consists  of  the  middle  third  of  the 
water  course  at  ordinary  low  water.  This  is  to  provide  for  the 
needs  of  navigation,  timber  driving,  fish  migration,  etc. 

Our  present  water  law  was  largely  adopted  in  1880.  It  is 
consequently  not  fully  in  keeping  with  modern  requirements  for 
power  development.  The  law  was  somewhat  revised  in  1899, 
with  impracticable  regulations  regarding  construction  encroach- 
ing upon  the  Kings  Vein.  In  1902,  a  law  was  adopted  which  in- 
cluded technical  requirements  regarding  rights  of  way  for  trans- 
mission lines  (on  a  40-year  license  basis),  together  with  right  of 
eminent  domain  of  such  purposes. 

Important  laws  are  at  the  present  time  being  considered  for 
the  control  of  water  power  development.  In  the  year  1910  there 
was  submitted  a  comprehensive  proposal  for  a  new  water  law. 
It  intended  in  the  first  place  to  provide  practical  means  for  ra- 
tional regulation  of  lakes  and  water  courses,  including,  among 
other  things,  provision  for  cooperation  between  owners  of  water- 
falls and  rapids  for  their  consolidation.  There  was  also  pro- 
posed a  simplified  procedure  in  water-right  litigation. 
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Rei»ontly  there  have  been  proposals  for  new  laws  regarding 
tiiubtT  driving  and  new  laws  regarding  contracts  for  supply  of 
oltvtrio  energy.  There  has  also  been  extended  investigation  re- 
ganling  the  possibilities  of  various  kinds  of  power  distribution 
in  Sweden.  The  Permanent  Committee  on  Laws  does  not,  how- 
ever, consider  that  there  is  any  necessity  for  legislation  affecting 
economic  conditions. 

For  some  years  past,  certain  parties  have  proposed  estab- 
lishment of  franchise  concessions  of  various  kinds  in  connection 
with  the  development  of  water  power  or  location  for  transmis- 
sion lines,  according  to  foreign  practice.  Later  years  appear, 
however,  to  have  established  a  growing  knowledge  of  the  peculiar 
conditions  under  which  Swedish  water-power  industry  must  de- 
velop, giving  some  hope  of  a  practical  solution  of  the  many  law 
projects,  but  this  solution  is  hardly  to  be  expected  before  the 
year  1917. 

The  government  of  Sweden  has,  in  the  last  few  years,  by 
suit,  made  claim  on  a  large  amount  of  power,  independent  of 
shore  owners'  right,  in  the  large  rivers  in  Norrland.  These  de- 
mands have,  however,  been  largely  rejected  by  the  courts,  but 
in  the  meantime  several  owners  of  waterfalls  have  been  pre- 
vented from  developing  their  power.  In  the  year  1910-11  regu- 
lations were  adopted  for  licensing  power  users  of  the  waterfalls 
of  the  State,  with  provisions  for  mortgaging  the  license  right. 
License  was  for  a  period  of  60  or  75  years :  For  60  years,  with 
payment  for  works  on  termination  of  license ;  and  75  years  with- 
out pajonent  for  works  at  termination  of  license.  These  require- 
ments were  also  intended  to  apply  to  water  power  in  litigation, 
but  they  have  found  no  use  whatsoever  and  are  evidently  not 
suited  for  regulation  of  new  development  in  Norrland.  During 
recent  years,  requirements  have  been  changed  so  as  to  permit 
licensing  for  85  years  in  succession,  with  right  to  payment  for 
works  at  termination  of  the  period,  if  new  license  is  not  granted. 
However,  if  the  State  should  lose  in  litigation  now  in  progress, 
even  these  requirements  will  disappear. 

In  earlier  years  water-power  questions  were  principally 
handled  by  the  Royal  Direction  of  Roads  and  Waterways.  This 
Direction,  together  with  other  authorities,  still  passes  on  ques- 
tions regarding  building  in   the   ''Kings  Vein".     Legislation 
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affecting  electrical  developments  in  1902  established  the  Board 

of  Electrical  Inspection  under  the  authority  of  the  Department 

of  Commerce  (four  inspectors  for  Sweden). 

Since  1908  the  Hydrographic  Bureau  has  been  systematically 

collecting  data  regarding  water-courses,  according  to  the  same 

program  that  governs  similar  institutions  in  other  countries.    In 

1909  the  Water  Falls  Direction  was  organized,  and  the  following 

power  developments  have  been  carried  out  under  control  of  this 
^^  ^_  .^^  •  * 

Direction :  TroUhattan,  Porjus  and  Alf karleby. 

Some  private  organizations  may  also  be  mentioned:  the 
Swedish  Water  Power  Association,  an  organization  that  includes 
corporations,  municipal  and  private  water  power  owners  and 
private  persons  as  members.  This  Association  was  organized  in 
1909,  principally  for  the  purpose  of  furthering  Swedish  water 
power  development  by  technical,  economical  and  legal  investiga- 
tion. 

The  Electric  Power  Association  of  Sweden  is  an  organiza- 
tion of  the  larger  portion  of  the  big  electric  power  plants. 

Vattenbyggnadsbyr&n  (The  Hydraulic  Engineering  Bureau, 
Inc.),  is  a  firm  of  consulting  engineers  founded  in  1902  by  Prof. 
J.  G.  Bichert.  This  organization  has  designed  and  constructed  a 
number  of  water  power  developments  and  river  regulations,  both 
in  Sweden  and  in  foreign  countries  for  municipal  or  private 
owners. 
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DISCUSSION 

Mr.  Mr.  S.  Haar/  Mem.  A.  I.  E.  E.,  said  that  he  had  investigated  high* 

Haar.  tension  power  systems  all  over  the  world,  but  found  at  Porjus  the  only 
single-phase  high-tension  plant.    This  plant  operates  at  80,000  volts. 

Mr.  Mr.  J.  W.  Beckmant  called  attention  to  the  enormous  possibilities  on 

Beckman.  ^jjg  Pacific  Coast  for  water-power  development.  In  Washington,  Oregon 
and  California,  there  are  approximately  11,000,000  h.p.  available  in  water- 
powers.  Here,  also,  many  large  plants  are  capable  of  very  large  exten- 
sion like  the  Big  Bend,  the  Dalles,  and  others.  He  considered  the  most 
interesting  parts  of  this  paper  to  be  those  dealing  with  applications  of 
power.  In  Sweden,  raw  materials  must  be  imported.  In  the  United 
States  we  are  fortunate  in  having  at  hand  large  amounts  of  raw  material 
for  electro-chemical  development,  and  we  have  a  favorable  climate.  Also, 
while  Sweden  must  depend  largely  on  foreign  capital  for  her  develop- 
ment, rendering  it  very  difficult,  we  have  here  the  necessary  capital 
available  in  the  country  itself. 

*  Eleo.   EnflTT.,   New  York,    N.   Y. 
t  San    Francisco,    Calif. 
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INTRODUCTORY. 

In  the  presentation  of  this  paper,  it  is  intended  to  especially 
deal  with  the  progress  in  hydraulic  power  utilization  in  the 
Dominion  of  Canada ;  to  discuss  some  of  the  features  involved 
in  the  design,  construction  and  operation  of  hydraulic  plants 
which  have  found  special  application,  and  to  incidentally  de- 
scribe a  number  of  typical  Canadian  power  developments. 

The  Dominion  of  Canada,  lying  entirely  northward  of  the 
United  States  and  stretching  from  the  Atlantic  to  the  Pacific 
Ocean,  embraces  a  variety  of  climates  and  a  wide  range  of 
topographical  features  which  include,  possibly,  all  favourable 
and  unfavourable  characteristics,  insofar  as  development  of 
hydraulic  power  is  concerned.  The  water  powers  of  the  Do- 
minion are  almost  limitless,  and  while  a  great  majority  are 
very  remote  from  consuming  centres  it  is  inconceivable,  not- 
withstanding any  radical  changes  in  the  art  of  power  trans- 
mission, that  the  water  powers  would  ever  be  completely  com- 
mercially developed.  The  cities  of  Canada  are  fortunate  in 
being,  without  exception,  within  the  zone  of  economic  electri- 
cal power  supply  from  hydraulic  sources. 

Engineers,  manufacturers  and  financiers  of  the  world  have 
an  appreciably  marked  influence  directly  upon  the  conducting 
of  engineering  undertakings  in  Canada  on  account  of  the  eco- 
nomic relations  of  the  Dominion  with  Great  Britain,  the  United 
States  and  the  Continental  countries.    The  bulk  of  the  financ- 
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ing  of  large  works  is  undertaken  in  England.  While  complete 
mechanical  equipment  of  very  high  grade,  made  entirely  in  the 
Dominion,  is  obtainable,  and  the  customs  tariff  levies  a  duty 
on  imports  from  all  countries,  it  must  be  appreciated  that  the 
manufactures  of  Great  Britain,  France,  Germany,  Switzerland, 
Italy  and  Sweden,  and  the  United  States  are  available  in  Can- 
ada on  a  competitive  basis.  This  is  true  of  practically  all  ma- 
chinery and  materials,  so  that  in  practice  it  transpires  that 
an  equipment  may  be  assembled  from  many  different  sources, 
requiring  on  the  part  of  the  engineer  the  harmonizing  of  the 
designs  of  these  individual  parts  of  varied  origin. 

While  the  first  half  of  the  last  twenty  years  initiated  the 
radical  advances  in  the  whole  field  of  hydraulic  engineering, 
the  last  decade  has  been  notable  for  the  increase  in  capacities 
and  efficiencies  and  for  the  refinements  in  design  of  the  various 
components  of  the  power  developments. 

It  cannot  be  said  yet  that  hydraulic  engineering  is  ap- 
proaching a  condition  possible  of  complete  standardization. 
Every  development  shows  a  combination  of  features  requiring 
an  individual  arrangement  and  design,  and  it  is  apparent  that 
within  the  last  few  years  notable  strides  have  been  made  with 
the  development  of  dams,  conduits,  turbines,  regulating  devices 
and  so  forth. 

Rather  than  deal  exhaustively  on  one  subject  or  too  briefly 
on  all,  the  general  considerations  of  many  of  the  features  and 
problems  of  contemporary  hydraulic  engineering  will  be  un- 
dertaken in  what  follows.  It  is  to  be  noted  that  reference  is 
made  to  the  subjects  of  storage  of  water  for  power  purposes 
and  to  the  ice  problems;  the  former  is  now  engaging  the  Do- 
minion Government  and  the  Governments  of  several  Provinces, 
aiming  at  the  improvement  of  rivers  for  power  and  navigation 
purposes;  the  problem  of  the  freezing  of  water  has  always 
been  a  serious  one,  but  it  is  now  almost  universally  successfully 
dealt  with. 

WATER  STORAGE. 

Storage  of  water  for  power  purposes  by  no  means  presents 
a  new  problem,  but  the  application  to  the  immense  power  proj- 
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ects  now  existing;  or  under  way  demands  a  systematic  con- 
servation of  water  quite  beyond  the  requirements  of  the  past 
and  introduces  many  new  phases  into  the  question. 

The  seasonal  changes  in  river  flow  are  very  pronounced, 
as  the  winter  discharge  is,  in  general,  retarded  by  freezing  and 
in  the  late  summer  the  combined  effect  of  low  precipitation,  ex- 
cessive evaporation  and  depletion  of  natural  storage  again 
creates  low  water ;  the  lesser  flow  of  the  two  periods  definitely 
determining  the  economic  value  of  the  water  power.  The 
enormous  flood  flows  following  the  winter  seasons  are  available 
for  but  a  very  short  period,  but  if  properly  conserved  and 
further  augmented  by  the  storage  of  the  surplus  of  the  subse- 
quent rains,  the  minimum  flow  can  be  materially  increased  and 
the  value  of  the  benefited  power  developments  correspondingly 
raised. 

The  condition  is  general  in  Canada,  that  hydro-electric  de- 
velopments have  approached  or  exceeded  the  unregulated  capac- 
ities of  their  respective  rivers,  and  while  very  few  extensive 
storage  systems  are  as  yet  constructed,  the  activity  of  industrial 
expansion  now  demands  that  the  power  developments  must 
anticipate  the  very  near  future  and  fully  provide  for  the  secur- 
ing of  maximum  available  outputs  and  that  every  advantage  be 
taken  for  -complete  conservation  and  storage.  It  is  remarkable 
that  practically  all  Canadian  rivers  are  naturally  provided  with 
excellent  storage  possibilities. 

Pondage,  differentiated  from  storage  as  being  the  day-to- 
day storage  of  water  immediately  available  at  the  turbines,  is 
an  essential  in  Canadian  water  powers  as  providing  an  insur- 
ance against  ice,  which,  as  later  described,  is  a  factor  command- 
ing the  full  respect  of  the  engineer.  The  river  flow  due  to  the 
controlled  discharge  from  remote  storage  reservoirs  may  not 
correspond  to  the  variation  in  power  demand  during  the  day, 
thus,  further  necessitating  pondage  as  an  important  component 
in  the  economic  regulation. 

The  investigation  of  storage  and  pondage  requirements  must 
fairly  establish  the  load  factor  of  the  power  supply  imposed 
on  the  system,  the  load  distribution  over  the  twenty-four  hours, 
and,  further,  the  seasonal  variation  of  load  as  dictated  by  the 
nature  of  the  market.    The  study  of  the  unexploited  field  de- 
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mands  an  approximation  of  loads,  whose  character  may  be 
assumed  by  comparison  with  other  existing  loads,  and.  it  is 
essential  that  the  inherent  load  factors  applicable  to  the  re- 
spective types  of  loads  be  fully  recognized. 

It  must  be  appreciated  that  effective  storage  requires  rela- 
tively large  areas  of  land  for  flooding  purposes  and  such  lands, 
by  growth  of  population  and  by  the  establishment  of  perman- 
ent improvements,  increase  in  value  at  a  rapid  rate;  at  the 
present  time,  however,  it  transpires  that  the  majority  of  the 
Canadian  storage  schemes  now  under  way  involve  remote  for- 
ested Crown  lands  readily  adaptable  for  storage  purposes.  The 
multitude  of  interests  involved  in  extensive  storage  develop- 
ments makes  the  accomplishment  of  storage,  in  most  cases, 
quite  beyond  the  capabilities  of  the  power  developing  com- 
panies and  requires  concerted  action  in  the  obtaining  of  the 
necessary  rights.  In  Canada,  the  respective  Government,  Do- 
minion or  Provincial,  which  has  jurisdiction  over  water  powers 
acts  as  the  intermediary  and  this  has  been  a  very  substantial 
factor  in  the  notable  success  of  the  power  situation  throughout 
the  country. 

The  Government  of  the  Dominion  of  Canada  has  full  con- 
trol of  all  navigable  and  floatable  streams  and,  in  addition, 
through  the  Water  Power  Branch  of  the  Department  of  the  In- 
terior, controls  all  water  power  developments  and  possibilities 
in  the  Provinces  of  Manitoba,  Saskatchewan,  Alberta  and  the 
Northwest  Territories  and  the  Yukon,  and  follows  a  policy  of 
encouraging  legitimate  enterprise  for  the  development  of  power 
resources.* 

In  the  Province  of  Ontario,  the  Department  of  Lands,  For- 
ests and  Mines,  in  conjunction  with  the  Hydro-Electric  Com- 
mission of  Ontario,  controls  the  water  powers  on  other  than 
navigable  streams.  The  Hydro-Electric  Commission  is  virtually 
a  government  commission  acting  in  trust  for  the  various  mu- 
nicipalities which  have  combined  for  the  securing  of  cheap 
power;  the  influence  of  the  Hydro-Electric  Commission  tends  to 
the  development  and  distribution  of  power  under  public  owner- 
ship.   The  extent  of  the  operations  of  this  commission  is  very 


*  See  reports  of  Water  Power  Branch,  Department  of  the  Interior, 
Canada. 
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great  and  calls  for  a  consideration  quite  beyond  the  scope  of 
this  paper.t 

In  the  Province  of  Quebec,  the  Department  of  Lands  and 
Forests  controls  the  power  in  Provincial  waters,  and  through 
the  Quebec  Streams  Commission  has  now  under  way  an  immense 
storage  project  on  the  St.  Maurice  River.  Water  powers  of  the 
P^rovince  of  New  Brunswick  are  administered  by  the  Provincial 
Government,  but  in  Nova  Scotia  a  great  portion  of  the  land, 
with  the  included  water  powers,  has  passed  from  the  control  of 
the  Government ;  the  remaining  sites,  however,  continue  under 
full  Provincial  control.  The  Province  of  Prince  Edward  Island 
is  without  powers  of  any  magnitude. 

It  must  suffice  to  briefly  describe  several  Canadian  storage 
developments  now  under  way  or  contemplated. 

In  Nova  Scotia,  about  16  miles  from  Halifax,  a  small,  yet 
interesting  scheme  is  being  developed  on  the  Northeast  and 
Indian  Rivers  which  flow  into  St.  Margaret  Bay  on  the  Atlantic 
Coast.  The  water  available  in  each  of  these  distinct  watersheds 
is  fully  conserved  by  storage  dams  and  the  water  from  the 
Northeast  River  is  carried  over  the  intervening  height  of  land 
to  the  No.  1,  or  Upper,  Power  House  (See  Fig.  1),  in  which  the 
water  under  each  of  the  two  heads  serves  a  generating  unit, 
the  discharge  being  into  Indian  Lake,  at  the  foot  of  which  the 
No.  2,  or  Lower,  I'ower  House  is  situated,  with  tail  race  at  tide- 
water level.  By  conservation,  the  low  summer  flow  is  doubled, 
thus  making  such  a  development  a  good  commercial  possibility. 

On  the  Saguenay  River,  in  Quebec,  the  outlet  of  Lake  St. 
John  (which  has  an  area  of  350  square  miles),  there  are  excel- 
lent natural  features  permitting  of  an  enormous  development, 
the  organization  of  which  is  now  well  under  way,  contemplat- 
ing an  output  of  1,200,000  horsepower  with  an  initial  installa- 
tion of  300,000  horsepower,  the  immense  capacity  being  justi- 
fied by  the  very  low  cost  of  power  in  large  generating  units  of 
50,000  horsepower  each,  for  the  manufacture  of  nitrogen  prod- 
ucts for  export. 

The  Quebec  Streams  Commission  is  constructing  the  neces- 
sary works  for  the  storage  system  on  the  St.  Maurice  River, 

t  See  '* Electric  Power  in  Canadian  Industry",  Electrical  Section, 
International  Engineering  Congress,  1915. 
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which  supplies  the  Shawinigan  and  Laurentide  (Grand  Mere) 
plants.*  This  system  raises  the  minimum  flow  of  6000  cubic 
feet  per  second  to  15,000  cubic  feet  per  second,  the  efifective 
drainage  area  being  16,200  square  miles  and  the  reservoir  dam 
at  La  Loutre  impounding  160,000,000,000  cubic  feet.  This  work 
is  undertaken  by  the  Commission  for  the  benefit  of  the  present 
power  producers,  increasing  the  power  available  at  the  now 
developed  sites  by  122,000  horsepower  at  Shawinigan  Falls  and 
63,000  at  Grand  Mere,  and  as  an  improvement  on  six  unde- 


veloped sites  on  the  St.  Maurice  which  will  thus  aggregate 
182,000  horsepower  capacity;  appropriate  rentals  will  be 
charged  the  individual  users  and  the  costs  assumed  by  the 
Commission  defrayed. 

Surveys  have  just  been  completed  in  connection  with  the 
storage  possibilities  on  the  Winnipeg  River,  on  which  two  very 
important  power  plants  have  already  been  developed.  The 
Winnipeg  Electric  Railway  has  a  plant  on  the  Pinawa  Chan- 
nel, making  use  of  the  Du  Bonnet  Fallst ;  at  this  plant  26,500 

*  See  Second  Beport.    The  Quebec  Streama  CommissioD,  1913. 

t  See  Electrical  World,  June  23,  1906. 
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horsepower  has  been  developed.  The  City  of  Winnipeg  Hydro- 
Electric  plantt  (See  Fig.  2)  at  Point  du  Bois,  about  77  miles 
northeast  of  Winnipeg,  has  an  installation  of  eight  units  aggre- 
gating 51,500  horsepower  output,  the  ultimate  plant  being  de- 
signed to  have  an  output  of  76,000  horsepower.  The  Point  du 
Bois  site  has  a  pondage  of  about  7  square  miles  above  the  dam. 
The  surveys  show  that  the  minimum  flow  on  this  river  may  be 
increased  from  12,000  second  feet  to  20,000  second  feet  by  stor- 
age to  be  readily  obtained  in  the  head  waters  in  the  Lake  of 
Woods  and  the  Bainy  Biver  and  English  River  watersheds, 
there  being  a  combined  area  of  47,000  square  miles  drained.* 

The  Bow  River,  in  Alberta,  rises  in  the  Rocky  Mountains 
and  is  subjected  to  climatic  conditions  notably  severe  in  river 
flow,  the  sources  being  mountain  streams,  glaciers  and  snow 
fields.  The  excellent  facilities  for  power  development  on  the 
Bow  River  at  several  locations  adjacent  to  the  power  market 
of  Calgary  and  the  immediate  requirement  for  regulated  flow 
in  the  case  of  the  Calgary  Power  Company  at  Horse  Shoe  Palls, 
where  the  minimum  flow  of  550  cubic  feet  per  second  was  not 
sufiicient  for  the  market  demands,  induced  the  Dominion  Gov- 
ernment to  undertake  the  investigation  of  Bow  River  storage 
possibilities,  resulting  in  a  survey  and  reportf  on  the  whole 
project  and  the  immediate  construction  of  the  reservoir  at  Lake 
Minnewanka  on  the  Cascade  River,  a  tributary  of  the  Bow, 
near  Banff  and  lying  within  the  Rocky  Mountains  Park.  An 
added  feature  of  this  reservoir  is  that  the  Government  proposes 
the  installation  of  a  hydro-electric  generating  plant  which  will 
use  the  stored  water  from  the  reservoir  while  in  transit  to  the 
Bow  River,  and  thus  secure  an  ample  power  service  for  the  town 
of  Banff  and  the  immediate  surrounding  portions  of  the  Rocky 
Mountains  Park,  the  whole  of  which  has  an  area  of  eighteen 
hundred  square  miles  and,  to  a  great  extent,  includes  all  the 
storage  areas  required  for  the  Bow  River  storage  system,  which 
will  aggregate  over  10,500,000,000  cubic  feet. 

t  See  ' '  Engineering  *  \  London,  July  26  and  August  2,  1912 ;  also 
Canadian  Society  of  Civil  Engineers,  1911,  Proceedings. 

*  See  '  *  Winnipeg  River  Power  and  Storage  Investigation ' ',  Water 
Power  Branch,  Department  of  Interior,  Ottawa. 

t  See  * '  Bow  River  Power  and  Storage  Investigation ' ',  Water  Power 
Branch,  Department  of  the  Interior,  Ottawa. 
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At  the  present  time,  investigation  is  under  way  by  the 
Water  Power  Branch  for  the  creation  of  storage  for  the  Atha- 
baska  River,  which  has  its  source  in  Northern  Alberta,  some 
miles  north  of  Calgary.  This  river  flows  toward  the  Arctic 
Ocean;  and  while  having  its  headwaters  extending  far  above 
Lesser  Slave  Lake  into  the  Rocky  Mountains,  the  winter  condi- 
tions are  such  that  the  minimum  winter  flow  is  approximately 
2000  second  feet  at  Athabaska  Landing,  as  compared  with  the 
minimum  summer  flow  of  over  20,000  cubic  feet.  The  power 
possibilities  on  this  river  are  enormous,  if  the  flow  can  be 
economically  regulated;  and  the  adjacent  markets  of  Edmon- 
ton and  the  Peace  River  country — the  latter  Canada's  Last 
Great  West — comprise  an  exceedingly  attractive  goal. 

At  the  Stave  Lake  plant  of  the  Western  Canada  Power 
Company  situated  36  miles  East  of  Vancouver,  B.  C,  there  is  an 
available  storage,  immediately  above  the  power  site  on  Stave 
Lake,  capable  of  impounding  the  complete  run-off  from  the 
glaciers  and  snow  fields  above;  this  storage  reservoir  has  a 
total  capacity  of  14,000,000,000  cubic  feet,  which  will  serve  the 
ultimate  two  power  sites  at  this  point.  The  output  of  the  upper 
plant  is  at  present  designed  to  be  52,000  horsepower,  with 
40,500  horsepower  already  installed.*     (See  Fig.  3). 

The  Coquitlam-Buntzen  plants  of  the  British  Columbia 
Electric  Railway  Company,  situated  on  tide  water  at  Burrard 
Inlet,  have  an  interesting  system  of  storage  utilizing  two  adja- 
cent Avatersheds.  The  general  scheme  of  development  is  shown 
in  Fig  4  and  is  later  described  herein.  The  Lake  Coquitlam 
storage,  in  which  the  water  of  the  Coquitlam  watershed  is  col- 
lected, has  a  capacity  of  7,623,000,000  cubic  feet.  The  rainfall 
is  notably  excessive,  averaging  156  inches  per  annum  over  the 
last  ten  years. 

PROGRESS  IN  HYDRAULIC  ENGINEERING. 

Progress  in  engineering  construction  and  practice  can  pos- 
sibly best  be  described  and  illustrated  by  reference  to  local 
applications  and  it  will  readily  become  apparent  that  Canadian 
plants  have  provided  a  field  for,  and  have  demanded,  the  devel- 

♦  See  Electrical  World,  New  York,  1912,  p.  489. 
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opment  of  the  foremost  and  most  radical  advancements  in  con- 
structional features  and  equipment. 
Turbines. 

The  notable  advances  in  turbine  design  have  been  the  at- 
taining of  high  specific  speeds  and  the  making  possible  of  the 
development  of  low  heads  by  turbines  of  large  capacities  of 
comparatively  high  speeds  and  of  a  much  improved  efficiency. 
The  economic  utilization  of  low  heads  generally  resolves  itself 
into  a  vertical  shaft  installation,  and  the  many  persistent  objec- 
tions to  the  established  form  of  such  a  construction  have  de- 
manded radical  changes  in  the  turbine  design. 

The  single-runner,  vertical-shaft  turbine  has  a  very  import- 
ant position  in  Canadian  developments.  In  the  Cedar  Rapids 
plant  on  the  St.  Lawrence  River,  near  Montreal,  the  largest 
wheels  of  this  type  are  now  installed,  there  being  twelve  units 
of  10,800  horsepower  under  a  head  of  30  feet  at  a  speed  of 
55.6  revolutions  per  minute.  (Fig.  5.)  At  the  Grand  Mere 
development  of  the  Laurentide  Company,  on  the  St.  Maurice 
River  in  Quebec,  similar  units  are  being  installed  of  20,000 
horsepower  capacity  under  a  head  of  76  feet  and  a  speed  of  120 
revolutions  per  minute.  The  Cedar  Rapids  units  are  much  the 
larger  and  have  a  much  higher  specific  speed  than  the  Lauren- 
tide  units.  Up  to  within  a  few  years  ago,  such  capacities  were 
beyond  the  comprehension  of  the  hydraulic  engineer. 

The  commercial  efficiencies  to  be  obtained  from  these  mod- 
ern high  specific  speed  turbines  are  remarkably  high,  approach- 
ing 93  per  cent  and  more. 

The  advantage  gained  over  the  multiplication  of  runners 
formerly  required  on  one  shaft  to  develop,  under  low  head,  a 
capacity  economicaUy  suitable  for  a  hydro-electric  installation, 
are  many.  The  simplicity  of  a  single  gate  mechanism ;  the  elim- 
ination of  submerged  gate  gears  and  the  torsional  effects  of  the 
transmitting  gate  shafts;  the  small  vertical  dimensions  required, 
conforming  more  rationally  to  the  available  distance  between 
head  and  tail  waters ;  the  single  draft  tube,  which  may  be  placed 
more  advantageously;  the  accessibility  of  mechanisms  for  in- 
spection, repair  and  dismantling;  low  comparative  cost  of  tur- 
bine, of  concrete  settings  and  water  passages,  and  of  handling ; 
and  the   possibilities  of  concrete-formed  water  passages   with 
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smooth  curved  surfaces  and  small  head  loss  are  all  poiuta  whose 
value  may  be  readily  appreciated.  The  disadvantages  of  the 
high  efficiency  being  confined  to  a  small  load  range  and  the 
necessity  for  supporting  bearings  have  small  weight  in  the 
selection  of  this  type  of  turbine.  The  three-quarter  load  effic- 
iency compares  favourably  with  the  maximum  efficiency  of  the 
lower  specific-speed  turbines.  The  development  of  supporting 
bearings  of  the  Kingsbury,  roller  and  ball  types,  has  kept  pace 


Fig.  B.    InudOT  at  Power  BUHan,  Otitx  Baplda,  St.  I^vmica  Blvai. 
with  capacity  requirements.     The  section  and  interior  view  of 
the  Cedar  Kapids  generating  station  shown  in  Figs.  5  and  6  well 
illustrate  the  general  design.* 
Exciter  Arrangement. 

Within  the  last  few  years  designers  have  reverted  to  the 
arrangement  of  direct  connection  of  exciter  generators  to  the 
power  unit  turbines.  While  this  practice  was  long  disapproved 
of,  the  electric  voltage  regulator  as  now  developed  has  proven 

*  See  General  Electric  Review,  June,  1914,  p.  533. 
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its  ability  to  couateract  the  combined  effects  of  a  varying  ex- 
citer and  generator  speed  when  these  are  direct  connected,  and 
within  reasonable  limits  of  speed  variation,  the  voltage  curve 
of  a  power  generator  may  be  maintained  commercially  constant, 
regardless  of  load  and  variation  of  speed  of  the  turbines.  The 
advantage  gained  in  gencrating-station  and  general-works  de- 
sign by  the  elimination  of  duplicated  turbine-driven  exciter  sets 
is  obvious;  but  it  must  be  remembered  that  while  power  units 
may  be  self-excited  by  direct-connected  exciters,  in  a  station 


Fig.  e.     nitsrlor  of  Forai  SUttan.  Toronto  Powti  Oompuiy.  Nlagna  FiIIb.  Onurto, 

of  any  magnitude  the  auxiliary  equipment  of  the  plant  will 
demand  a  source  of  power  available,  preferably  of  direct  cur- 
rent, independent  of  the  main  power  generators.  The  applica- 
tion of  direct-eonneeted  exciters  in  a  large  installation  is  well 
demonstrated  in  the  installations  of  the  Toronto  Power  Com- 
pany's generating  station.  Figs.  7  and  8,  where  the  generators, 
10  in  number,  aggregating  100,000  horsepower,  have  all  been 
equipped  with  direct-connected  exciters;  this  plant  is  situated 
at  Niagara  Falls,  Ontario,  and  transmits  power  to  Toronto,  ap- 
proximately 80  miles  distant. 
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Excitation  systems  now  approach  the  elaborate,  and  possi- 
bly are  the  most  finely  adjusted  and  most  fully  automatic 
devices  of  power  plant  equipment.  The  supply  of  exciting 
power  in  the  station  of  100,000  horsepower  calls  for  generating 
units  of  large  dimensions,  which  in  themselves  compare  with  the 
entire  capacities  of  many  well  knowTi  power  plants.* 
Turbine  Speed  Control. 

Speed  control  of  turbines  has,  in  general,  been  required  to 
meet  the  demand  for  constant  voltage  maintenance.  The  pres- 
ent possibilities  of  electrical  voltage  control  are  such  that  volt- 
age need  not  be  considered  as  the  determining  factor  in  turbine 
speed  control ;  the  maintenance  of  speed  to  obtain  an  approxi- 
mate adherence  to  the  specified  electrical  frequency  instead 
becomes  the  important  feature.  The  standardization  of  fre- 
quency to  25  and  60  cycles  per  second  determines  the  standard 
speeds  for  which  the  turbines  are  adapted.  Variation  of  fre- 
quency in  commercial  operating  practice  is  not  of  such  great 
consequence  as  the  variation  of  unregulated  voltage,  and  the 
demand  for  extremely  quick  turbine  gate-closing  mechanisms 
has,  therefore,  diminished  where  the  voltage  is  controlled  by 
electrical  means. 

The  closing  of  turbine  gates  in  two  seconds  from  full  open 
is  now  recognized  as  the  standard  performance.  Regulation  of 
speed  during  such  a  period,  and  until  the  hydraulic  and  mechan- 
ical factors  become  normal,  is  a  problem  to  be  solved  entirely 
by  proper  designing  for  water  supply  to  the  turbine  and  the 
inertia  storage  in  the  moving  parts.  The  fly  wheel,  whether 
separate  or  incorporated  into  the  electrical  generator,  is  an 
essential  element  of  the  regulation. 
Water  Passages. 

The  obtaining  of  high  efficiency  and  good  inherent  regula- 
tion of  turbines  requires  the  greatest  refinement  in  the  construc- 
tion of  water  passages  throughout  the  whole  system.  The  mag- 
nitude of  the  modern  turbine  demands  large  water  passages 
which  readily  permit  of  their  formation  in  concrete;  the  easy 
curves  and  smooth  surfacing  thus  possible  to  obtain  have  been 
one  of  the  greatest  factors  in  the  attaining  of  the  high  effic- 

*  See  *  *  Excitation  and  Voltage  Control ' ',  Electric  Journal,  Novem- 
ber, 1914,  p.  612. 
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iencies.  As  an  interesting  example  of  the  possibilities  of  such 
types  of  concreted  structures,  reference  may  be  made  to  the 
Calgary  Power  Company's  Kananaskis  Falls  plant  on  the  Bow 
River,  in  the  Rocky  Mountain  foothills  in  Alberta;  the  form, 
shown  in  position  in  Fig.  9,  is  approximately  24  feet  in  diame- 
ter, made  in  one  complete  structure  in  a  convenient  place  and 
hoisted  into  its  final  position.  The  form  is  for  one  of  the  6000 
horsepower  turbines  which  operate  under  70  feet  head  at  164 
revolutions  per  minute.    Attention  must  also  be  drawn  to  the 


concrete-formed  distributor  and  draft  tube  in  the  Cedar  Rapids 
plant.     (Fig.  5.) 
Surge  Tanks.* 

The  development  of  the  surge  tank  for  penstock  and  flume 
regulation  has  reached  a  most  advanced  stage  in  two  recent 
installations.  The  first  is  that  of  the  Ontario  Hydro-Electric 
Power  Commission's  development  at  Eugenia  Falls.  Ontario, 
where  the  surge  tanks  are  installed  on  the  4-foot  penstocks  lead- 
ing to  the  power  house,  these  tanks  being  placed  on  their  re- 

'  See  ProceediDgs.  American  Society  of  Mechanical  Engineera,  1908; 
Prneee<lings,  American  Society  of  Civil  Engineers,  December,  1914, 
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The  conduit  is  of  reinforced  concrete,  the  bottom  being 
formed  first,  as  shown  in  the  foreground  of  Figure  11,  and  the  ■ 
upper  portion  being  formed  by  the  collapsible  movable  forms 
carried  on  trucks,  shown  in  Fig.  12 ;  the  outside  forms  are  bolted 
through  to  the  inner  form  through  iron  sleeves  which  are  left 
in  the  finished  structure  and  eventually  plugged.  The  inner 
face  was  given  a  permanent  hard  smooth  surface  by  troweling 
to  minimise  frictional  losses.  The  conduit  is  6,500  feet  in  length 
and  has  a  rated  capacity  of  90,000  horsepower  at  maximum 


rig.  IS.     OalUpilbla  BtMl  Form  I«  Oondnit,  OnUilc  Power  Oompuiri  Nticm  FiUi. 

velocity.  This  conduit  is  the  second  installed  for  this  develop- 
ment, No.  1  being  of  steel  and  serving  the  first  80,000  horse- 
power of  turbines ;  t  No.  2  conduit  serves  the  90,000  horse- 
power of  turbines  since  installed.  In  this  generating  plant  of  the 
Ontario  Power  Company  there  is  160,000  electrical  horsepower 
output  from  14  operating  units,  which  makes  the  plant  the  larg- 
est individual  hydro-electric  generating  plant  in  the  world. 

The  wood-stave  pipe  as  now  built  for  water  conduits  must 
tSee   "The   Development   of   the  Ontario   Power   Company",   P.   N. 
Niinn.  A.  I.  E.   E.   Proceedings,  June,  1905 ;   and  subsequent   descriptions 
published  bj  the  0.  P.  Co. 
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be  considered  a  successful  type  of  construction.  These,  in  the 
round  and  open  section  made  of  British  Columbia  fir,  are  quite 
widely  used  in  Canadian  developments  and  are  relied  on  to 
give  long  service,  if  properly  constructed.  The  ease  with  which 
the  wooden  conduit  materials,  including  prepared  staves,  band- 
ing irons,  etc.,  may  be  transported  and  erected;  the  peculiar 
adaptability  to  the  forming  of  curves  as  construction  proceeds, 
and  the  freedom  from  penstock  ice  troubles  when  operating 
justify  its  use  in  a  great  many  installations.  The  general  expe- 
rience has  been  that  the  rotting  of  the  wood  is  not  a  serious 
factor,  and  if  the  conduit  is  full  of  water  under  a  pressure  suffic- 
ient to  cause  saturation  of  the  staves,  rotting  is  entirely  absent. 
A  most  interesting  development  recently  completed  which  has 
made  extensive  use  of  wood  stave  pipe  of  various  dimensions 
and  type  is  that  of  the  Canadian  Collieries  on  Vancouver  Island, 
B.  C.  •  The  many  novel  devices  for  the  conducting  of  water  in 
this  hydro-electric  installation  are  well  worthy  of  considerable 
study  as  representing,  possibly,  the  most  advanced  practice  in 
the  use  of  wooden  conduits. 
Dams. 

The  concrete  dam  of  the  hollow  buttress  type  is  in  almost 
universal  use  where  any  magnitude  is  involved..  The  most 
notable  installations  in  Canada  are,  possibly,  those  of  the  Van- 
couver Island  Power  Company  at  Jordan  River,  on  Vancouver 
Island;  the  Canadian  Pacific  Railway  Company's  irrigation 
dam  on  the  Bow  River,  at  Bassano  near  Calgary,  Alberta, 
and  the  power  dam  at  La  CoUe  Palls  on  the  North  Saskatchewan 
River,  built  for  the  City  of  Prince  Albert,  Saskatchewan, 
(Fig.  13). 

The  Jordan  River  Dam  is  on  a  solid  rock  base  and  has  a 
maximum  height  of  125  feet  and  length  of  800  feet,  of  which 
300  feet  is  spillway  section.  The  Bassano  Dam  is  of  three  parts, 
720  feet  of  spillway  section  being  of  the  hollow  buttressed  type, 
flanked  on  one  side  by  7000  feet  of  earth  dam,  and  on  the  other 
by  the  concrete  headworks  structure.  The  spillway  portion  is 
built  upon  a  14-foot  substratum  of  impervious  clay  lying  on  a 
thick  bed  of  quicksand  which  comes  to  the  surface  some  3000 
feet  upstream ;  the  buttresses  are  carried  above  the  dam  to  form 

♦  See  Engineering  News,  October  23,  1913. 
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24  sluice  openings  fitted  with  stoney  gates  which  are  of  suffic- 
ient capacity  to  discharge  100,000  cubic  feet  per  second  maxi- 
mum flood  water.  The  Prince  Albert  Dam  is  also  built  on  a 
clay  stratum  with  sand  underlay;  the  most  notable  feature  of 
this  dam  is  the  length  of  spill  apron  used,  which  is  required 
for  the  maximum  discharge  of  180,000  cubic  feet  of  water 
per  second  during  flood  period,  the  whole  crest  being  used  as  a 
spillway  and,  in  addition,  this  spill  capacity  is  augmented  by 
eleven  stoney  sluices  discharging  through  the  dam.  The  sec- 
tion shown  in  Fig.  13  illustrates  the  general  arrangement  of 
the  Prince  Albert  Dam;  the  dam  is  550  feet  long  extending 
between  a  concrete  navigation  lock  and  the  hydraulic  canal 
intake ;  the  standard  height  is  29  feet  above  river  bed ;  and  the 
sectional  width,  including  the  apron,  is  119  feet. 

The  best  Canadian  example  of  the  hydraulic  fill  dam  is  the 
one  built  at  Lake  Coquitlam  for  the  British  Columbia  Electric 
Railway  Company,  supplying  the  City  of  Vancouver  and  its  vicin- 
ity in  British  Columbia.  This  latter  dam  is  shown  in  section  in 
Fig.  4  and  its  relation  to  the  rest  of  this  interesting  plant  may  be 
judged  from  the  general  plan  of  the  whole  development.  The 
scheme  of  construction  of  the  Coquitlam  Dam  follows  the  now 
well  established  principles;  the  material,  of  a  suitably  graded 
nature,  is  sluiced  into  its  final  position  from  adjacent  banks, 
and  the  sluicing  flumes  are  so  directed  that  the  discharge  de- 
posits the  heavier  materials  towards  the  slopes  of  the  dam  and 
the  compacted  sand,  rock  dust  and  clay  are  carried  towards  the 
centre,  by  the  sluicing  water,  to  form  the  impervious  core.  The 
Coquitlam  Dam  impounds  the  water  in  Coquitlam  Lake,  from 
which  a  tunnel,  12,650  feet  long,  through  the  intervening  gran- 
ite mountain  discharges  into  Lake  Buntzen.  The  initial  power 
development,  which  is  of  43,000  horsepower  capacity,  has  its 
intake  on  Lake  Buntzen  with  penstocks  leading  down  to  the 
No.  1  Power  House  (See  Figs.  4  and  14).  For  No.  2  Power 
House  a  concrete-lined  tunnel  leads  from  an  intake  on  Lake 
Buntzen  to  a  surge  tank  constructed  in  the  tunnel  portal,  from 
whence  three  penstocks  are  led  down  the  cliff  to  the  power 
house,  making  a  head  of  400  feet ;  the  turbines  in  No.  2  plant, 
as  are  also  those  in  No.  1  plant,  are  of  the  Pelton-Doble  impulse 
type,  each  of  the  three  imits  being  of  14,000  horsepower  capac- 
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ity  under  a  head  of  400  feet.    The  total  installed  capacity  of 
the  two  power  houses  is  85,000  horsepower. 
Belief  Valves. 

A  very  necessary  adjunct  to  the  long  water-eonduit  is  the 
relief  valve  for  discharge  of  surplus  water  under  the  high 
pressure  encountered  on  the  closing  of  turbine  gates  and  on 
the  consequent  surges.  The  characteristics  of  operation  of 
relief  valves  vary  over  a  wide  range  from  spiUiog  water  con- 


tinually to  more  or  less  ineffective  opening  after  the  building 
up  of  a  very  high  excess  pressure.  The  types  which  act  syn- 
chronously with  the  closing  of  the  gates,  anticipating  the  pres- 
sure rise  by  the  relative  speed  of  gate  closing,  have  reached  a  com- 
parative perfection.  The  continuous  spilling  of  water  under 
normal  operation  is,  in  general,  to  be  termed  bad  practice,  and 
the  high-pressure  type  may  sometimes  witness  harm  before  the 
relief  occurs.    A  bursting  plate  inserted  on  the  penstock,  which 
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by  destruction  under  abnormal  pressure  permits  of  escape  of 
water  until  the  whole  system  is  shut  down  and  the  repair  men 
become  active,  has  its  uses  in  remote  cases ;  its  limited  applica- 
tion is  obvious. 

Reference  to  Fig.  15*  will  illustrate  the  relief  valve  equip- 
ment employed  on  the  20,000  horsepower  turbines  at  the  gene- 
rating plant  of  the  Shawinigan  Water  &  Power  Company, 
which,  to  a  great  extent,  is  a  result  of  this  Company's  experi- 
ence with  relief  valves  throughout  the  earlier  portion  of  the 
development.  This  plant  has  now  installed  an  aggregate  of 
147,000  horsepower  in  No.  1  and  No.  2  Power  Houses,!  the  lat- 
ter having  100,000  horsepower  capacity  in  five  units;  in  addi- 
tion, the  Company  sells  water  to  customers  for  utilization  in 
adjacent  privately  owned  plants  for  the  development  of  43,000 
horsepower.  Penstocks  approximately  600  feet  long  and  14 
feet  in  diameter  with  a  normal  velocity  of  8.5  feet  per  second 
under  145-foot  head  supply  each  of  the  five  20,000  horsepower 
turbines;  each  penstock  divides  into  two  feeders,  one  for  each 
of  the  wheel  cases  of  the  respective  turbines,  and  the  relief 
valve  is  set  in  the  crotch  between  the  feeders  and  is  arranged 
to  discharge  from  the  feeders  into  the  draft  tube.  The  mechan- 
ism of  the  relief  valve  may  be  readily  understood  from  the 
drawing.  The  operating  shaft  is  connected  to  the  relief-valve 
dash-pot  by  levers  and  links,  and  the  dash-pot  piston  to  the 
relief-valve  spindle  by  yokes  and  trunnions.  The  dash-pot  is 
oil  filled  and  the  ends  of  the  dash-pot  are  interconnected  by  two 
by-passes  cored  in  the  casting,  one  by-pass  containing  a  needle 
valve  and  the  other  a  spring  check-valve  operating  in  only  one 
direction.  When  the  turbine  gates  are  closing,  the  dash-pot 
moves  up,  being  operated  by  the  gate-shaft  lever;  and  should 
the  speed  of  this  movement  be  such  that  the  oil  underneath  the 
dash-pot  piston  will  by-pass  through  the  needle  valve  to  the 
other  side  of  the  piston  without  building  up  sufficient  pressure 
to  overcome  the  weight  of  the  relief  valve,  then  the  relief  valve 
remains  closed ;  while  if  the  movement  occurs  at  such  a  suffic- 
ient rate  that  pressure  is  built  up  to  overcome  the  weight  of  the 
relief  valve,  then  the  valve  is  opened  and  tends  to  close  again 

•  By  courtesy  of  The  I.  P.  Morris  Company,  Philadelphia. 
t  See  Electrical  World,  May  4,  1912. 
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by  return  flow  of  the  oil  through  the  check  valve.    Adjustment 
is  made  by  manipulation  of  the  needle  valve. 

In  the  impulse  waterwheel  installation  at  Coquitlam,  pre- 
viously described  herein,  relief  valves  operated  by  the  governor 
are  installed.  The  impelling  nozzles  are  of  the  needle  type; 
the  relief  needle-nozzle  is  similar  to  the  power  nozzle  and  is 
connected  to  the  governor  gear,  so  that  the  relief  valve  tends 
to  open,  through  the  intermediary  of  an  oil  pressure  dash-pot, 
when  the  impelling  nozzle  closes.  * 
Protection  Against  Flooding. 

Several  aggravated  cases  of  power  house  flooding  due  to 
failure  of  hydraulic  equipment  or  excessive  rise  of  tail  water, 
with  consequent  shutting  down  of  plant  and  the  destruction  of 
electrical  apparatus,  have  had  a  marked  effect  on  design  of 
stations.  Isolation  of  hydraulic  machinery  has  been  obtained 
in  the  Shawinigan  No.  2  station  by  a  wall  separating  hydraulic 
and  electric  bays,  the  wall  being  carried  to  a  sufficient  height  to 
accommodate  the  maximum  unimpeded  flow  through  one  of  the 
14-foot  penstocks,  if  accidentally  discharged  into  the  station; 
the  water  finding  a  vent  through  the  doors  and  windows,  etc. 
In  some  stations  all  exposed  doors  and  windows  are  fitted  with 
stop  log  seats — a  barricade  being  built  up  to  protect  against 
outside  flood  in  case  of  abnormal  water  conditions.  In  many 
instances  power  houses  can  be  economically  placed  only  in 
positions  which  at  very  infrequent  intervals  may  be  subjected 
to  flood  conditions,  and  while  available  sources  of  information 
in  regard  to  maximum  water-levels,  historically  speaking,  indi- 
cate the  safety  of  the  situation,  the  introduction  of  a  new  ele- 
ment in  the  river  courses,  in  the  form  of  power  works,  may 
greatly  affect  the  normal  characteristics  of  river  behaviour. 
Precautions  against  the  remote  possibilities  of  excessive  flood 
are  so  easily  taken  that  it  is  advisable  to  make  all  possible  pro- 
vision. 

Log  Buns  and  Fish  Ladders. 

Log  runs  and  fish  ladders  are  peculiar  to  a  great  many 
Canadian  developments.  ^Most  of  the  northern  rivers  are  the 
arteries  which  tap  the  timber  limits,  and  conveniences  in  log- 
ging through  the  obstructions  created  by  power  works  are 

•  See  General  Electric  Review,  p.  549,  June,  1914. 
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essential.  Lumbering  is  one  of  Canada's  principal  industries, 
and  from  pioneer  days  has  been  controlled  and  protected  by 
\iiry  efficient  legislation. 

A  log  run  is  approached  on  the  upper  level  by  an  ample 
forebay,  which  narrows  down  to  an  intake  approximating  to  a 
V-shaped  trough  into  which  the  logs  can  be  floated  and  carried 
down  by  a  water  stream  until  discharged  into  the  tail  race. 
Interesting  diversions  from  the  usual  practice  of  timber-con- 
structed log  runs  are  that  of  the  High  Falls  Dam,  on  the  Lievre 
River,  in  the  Province  of  Quebec*,  in  which  a  reinforced  con- 
crete V-section  trough  is  used  (See  Fig.  16) f;  and  that  of  the 
contemplated  Grand  Falls  development  in  New  Brunswick, 
which  is  now  under  way  to  supply  the  City  of  St.  John.  In 
this  latter  plant,  due  to  adverse  topographical  features,  a  tun- 
nel is  planned  to  lead  from  the  forebay  to  the  lower  river  and 
will  be  utilized  to  -carry  logs  only,  the  necessary  water  being 
admitted  at  the  upper  portal  of  the  tunnel.  The  season  during 
which  the  logs  are  moving  is  usually  the  spring-flood  period, 
when  a  surplus  of  water  is  available  for  manipulation  of  logs 
in  transit. 

Pish  ladders  and  fish-ways  are  demanded  at  the  discretion 
of  the  Minister  of  Fisheries,  in  Canada,  to  be  installed  in  con- 
nection with  power  works  which  otherwise  obstruct  the  fish 
channels.  Such  fish  ladders  generally  take  the  form  of  a  series 
of  pools  built  of  wooden  boxes,  the  lift  on  each  being  about  10 
inches  and  the  partition  bulkhead  between  the  compartments 
having  a  one-foot  square  opening  through  which,  in  addition 
to  the  spill  over  the  tops  of  the  bulkheads,  the  water  passes 
from  the  upper  level  to  the  lower. 

The  foregoing  subjects,  which  have  appeared  to  the  writer 
as  comprising  the  outstanding  features  of  Canadian  hydraulic 
power  developments  from  the  hydraulic  engineer's  standpoint, 
have  in  their  discussion  permitted  the  description  of  several 
of  the  Canadian  plants  of  greater  or  less  magnitude.  Canada 
is  well  kno\^Ti  as  having  limitless  water  powers  and  practically 
all  of  those  lying  within  economic  range  of  markets  or  so  situ- 
ated as  to  be  favourable  for  creation  of  industry  have  been 

•  See  Canadian  Engineer,  January  7,  1915. 

t  By  courtesy  of  John  B.  McCrae,  Ottawa,  Consulting  Engineer. 
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developed  in  some  manner,  and  at  present  it  is  estimated  that 
over  1,700,000  horsepower  is  developed  as  hydraulic  power,  the 
greater  portion  of  which  is  converted  into  electrical  energy.   In 
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the  near  future,  several  of  the  schemes  of  enormous  size  now 
contemplated,  and  with  power  units  of  capacity  far  in  excess 
of  any  now  developed,  will  doubtless  be  realized,  and  in  less 
than  a  decade  even  more  notable  progress  may  be  recorded 
than  that  herein  described. 

ICE  CONDITIONS. 

As  has  been  before  stated,  ice  conditions  have  been  a 
serious  factor  against  the  continuous  operation  of  hydraulic 
plants. 

The  ice  problem  is  one  which  has  engaged  the  hydraulic 
engineer  throughout  the  whole  history  of  development  of  Ca- 
nadian water  power  plants.  The  low  temperatures  of  winter 
are  responsible  for  the  diminution  of  run-off,  the  reduction  of 
river  areas  and  the  entire  freezing  up  of  small  streams.  The 
retention  of  the  greater  portion  of  the  winter's  precipitation 
leads  to  spring  flood  flows  of  magnitude  many  times  greater 
than  the  normal  discharge,  while  the  breaking  up  of  surface 
ice  in  spring  readily  becomes  a  menace  to  be  guarded  against 
in  protecting  constructed  works.  The  accommodating  to  small 
winter  water-supply  is  an  economic  problem,  and  the  controlling 
of  floating  ice  and  of  flood  water  is  a  problem  of  routine  opera- 
tion. The  great  difficulties,  however,  in  the  handling  of  water 
under  winter  conditions  are  due  to  the  slight  changes  in  the 
temperature  of  the  water,  when  varying  but  a  small  fraction 
of  a  degree  about  the  freezing  point.  It  must  be  realized  that 
the  temperature  of  the  water,  even  in  the  most  severe  weather, 
does  not  appreciably  vary  from  the  freezing  point ;  indeed,  it  is 
only  by  the  most  delicate  thermometers  that  the  variation  can 
be  detected,  but  within  a  small  range  of  temperature  the  most 
distracting  troubles  may  arise. 

There  are  three  kinds  of  ice  which  are  generally  recog- 
nized: First,  surface  ice  or  sheet  ice,  which  forms  on  still  or 
comparatively  still  water;  second,  anchor  ice  which  forms  and 
grows  on  the  beds  of  rivers  which  are  not  protected  with  sur- 
face ice ;  and  third,  frazil  ice,  which  forms  in  the  agitated  water 
of  rapids,  falls  and  high  velocity  channels  and  accumulates  m 
great  masses  in  adjacent  undisturbed  water. 
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Surface  ice  may  or  may  not  be  harmful.  The  chief  trouble 
is  experienced  by  the  total  freezing  up  of  small  streams  and 
the  diminution  of  the  cross-sectional  area  of  the  rivers.  The 
ice  floes  and  broken  sections  when  loosed  in  spring  are  fre- 
quently troublesome  through  the  forming  of  jams  in  the  water 
channels,  thus  cutting  off  water  supply  or  raising  the  tail-water 
to  an  extent  sometimes  disastrous.  Further,  it  must  be  realized 
that  surface  ice  in  an  open  stream  converts  the  waterway  into  a 
closed  channel,  and  by  the  friction  imposed  by  the  surface  cov- 
ering transfers  the  cross-sectional  area  of  maximum  velocity  to 
a  greater  or  less  depth,  according  to  conditions.  The  velocity 
factors  in  stream  gauging  under  such  circumstances  must,  of 
course,  be  correspondingly  changed. 

Anchor  ice  most  often  causes  trouble  by  its  rising  in  masses 
from  the  river  bottom;  even  rising  and  carrying  stones  and 
boulders  of  considerable  size  which  have  been  embedded  in  the 
mass.  While  anchor  ice  is  first  formed  by  the  radiation  of  heat 
on  a  cold,  clear  night,  this  will  probably  be  accompanied  by  the 
forming  of  frazil,  the  anchor  ice  becoming  the  nucleus  for  the 
accumulation;  such  active  masses  are  to  be  included  among  the 
operator's  greatest  trials. 

Frazil  ice  is  the  most  troublesome,  but  it  is  only  to  be  ex- 
pected where  the  air  temperatures  are  hovering  slightly  below 
the  freezing  point.  This  is  a  condition  to  be  met  at  the  begin-' 
ning  and  end  of  the  winter  season  or  during  a  changeable 
period,  and  after  a  short  experience  with  it,  its  vagaries  may  be 
readily  anticipated  and  the  necessary  precautions  taken.  The 
ice  crystals  formed  by  exposure  to  the  cold  atmosphere  grow 
rapidly  and  adhere  to  one  another  to  form  lumps  and  spongy 
masses,  attaching  to  every  cold  body  they  encounter;  racks  or 
screens,  penstocks,  turbines  and  all  essential  parts  of  water- 
power  equipment  are  readily  effected  by  enormous  accumula- 
tions capable  of  completely  closing  down  the  plant.  The  great 
majority  of  power  plants  have  suffered ;  the  modern  plant,  how- 
ever, has  become  more  immune  from  the  effects,  now  that  a  full 
understanding  of  the  problem  is  possible. 

In  selecting  the  site  for  power  works  on  a  river  one  must 
bear  in  mind  the  chances  of  ice  troubles.  Naturally,  it  is  pref- 
erable to  have  large  still-water  pondage  immediately  above  the 
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water  intakes;  such  a  provision  assures  surface  ice,  which  will 
obviate  the  formation  of  frazil  and  anchor  ice  adjacent  to  the 
power  works.  Unruffled  water  in  the  river  supply  for  several 
miles  above  the  pondage  may  be  expected  to  reasonably  free 
the  lower  waters  of  frazil ;  this  condition  is  usually  readily  ob- 
tained, as  in  the  damming  of  the  river  the  adjacent  rapids  or  falls 
are  drowned  out  and  the  consequent  head  taken  advantage  of. 
The  tail  race  and  lower  river  must  be  viewed  from  the  stand- 
point of  ice  discharge  and  the  river  course  eased  sufficiently 
to  preclude  any  possibility  of  ice  jams.  Floating  ice  may  be 
discharged  from  the  forebay  by  booms  arranged  to  deflect  the 
ice  to  ice  overflows  and  runways,  which  may  carry  it  to  the 
tail  race.  Ice  which  may  be  carried  under  the  boom  or  screen 
house  curtain  so  as  to  accumulate  in  front  of  the  intake  racks 
has  generally  to  be  poled  out  to  the  main  ice  overflow  or  to  a 
separate  runway  adjacent  to  the  screens. 

It  has  been  found  by  experience  that  the  source  of  trouble 
from  frazil  ice  is  its  great  adhering  power  to  cold  bodies  in  the 
water.  Iron  screen  racks  are  much  affected  when,  in  the  pres- 
ence of  frazil,  their  temperature  is  but  a  fraction  of  a  degree 
below  the  freezing  point.  The  precautions  are  obvious.  The 
submerging  of  iron  racks  below  the  surface  will  insure  their 
being  at  the  same  temperature  as  the  water  and  they  will  not 
act  as  conductors  of  the  cold  from  the  air;  the  top  screen  sec- 
tion which  may  extend  above  the  water  level  may  be  of  wood, 
which  will  act  as  a  comparative  insulator  to  the  transfer  of 
cold.  Iron  racks  rising  above  the  waterline  may  be  fitted  with 
a  housing  containing  heat  supplied  by  electricity  or  steam,  so 
that  the  iron  will  conduct  a  small  amount  of  heat  throughout 
its  length;  the  wider  application  of  this  is  the  screen  house 
which  is  sheltered  completely  from  outside  air  and  may  or  may 
not  be  heated. 

Iron  penstocks,  and  turbine  cases,  have  been  known  to  be 
completely  blocked  by  frazil  ice,  due  to  the  colder  temperature 
of  the  iron.  The  housing  in  of  all  water-carrying  equipment  is 
essential  where  frazil  is  encountered.  The  covering  of  surge 
tanks  to  protect  against  excessive  freezing  where  the  surface 
water  is  undisturbed  for  a  sufficient  period,  such  as  may  occur 
with  a  continued  steady  load,  is  essential. 
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The  problem  of  housing  of  penstocks  has  evolved  several 
practical  and  economic  methods,  when  burying  them  is  not 
possible  nor  desirable.  The  most  common  and  possibly  the 
cheapest,  arrangement  is  by  means  of  a  continuous  wooden  sheet- 
ing, having  two  vertical  sides  and  a  sloping  or  peaked  roof,  all  on 
a  simple  wooden  framing.  A  better  arrangement,  and  undoubt- 
edly a  more  desirable  method,  is  by  the  application  of  metal 
lath  or  wire  netting  on  metal  or  wooden  framing  plastered  over 
by  cement  gun  or  by  hand ;  the  same  scheme  of  covering  may  be 
used  on  surge  tanks ;  these,  however,  are  generally  of  such  mag- 
nitude that  it  is  preferable  to  include  them  in  the  architectural 
featuring,  along  with  the  power-plant  buildings. 

The  necessary  exposure  of  gates,  slui-ces,  stop-log  guides 
and  seats,  racks,  etc.,  has  required,  in  several  cases,  the  installa- 
tion of  steam-heating  plants  supplying  permanently  placed 
steam  piping  for  maintaining  freely  working  equipment,  and  in 
the  notable  case  of  the  Shawinigan  plant,  heated  air  is  blown 
onto  the  protruding  racks  and  onto  the  incoming  water  in  the 
screen  house. 

DISCUSSION 

Mr.  Mr.  P.  H.  MitclieU,t  Assoc.  A.  I.  E.  E.,  in  opening  the  discussion  on 

Mitchell,  his  brother's  paper,  said  that  the  method  of  control  of  potential  power 

sites  in  Canada  seems  to  be  more  satisfactory  than  the  control  in  this 

country,  as  brought  out  by  the  statement  in  Mr.  Galloway's  paper  and 

the  subsequent  discussion. 

The  attitude  of  the  Dominion  itself  is  fatherly  and  tends  to  advance 
as  much  as  possible  the  establishment  of  power  plants. 

He  called  attention  to  the  concrete  conduit  referred  to  in  the  paper 
as  being  interesting,  having  cost  $1,000,000  per  mile,  but  the  construction 
adhered  closely  to  the  original  estimates,  and  the  expenditure  was  en- 
tirely justified. 

He  asked  for  information  from  those  who  had  had  experience  in 
this  line,  as  to  what  effect  corrosion  has  upon  water  wheels,  and  whether 
their  efficiency  decreases  as  time  goes  on.  This  question  is  continually 
coming  up  in  Canada,  where  there  are  a  great  number  of  single-runner 
turbines  in  operation.  The  idea  is  commonly  held  that,  due  to  corrosion, 
the  efficiency  would  run  down  very  rapidly  as  time  goes  on. 

Mr.  Mr.  W.  A.  Doble,*  M.  Am.  Soc.  C.  E.,  said,  in  regard  to  efficiency 

Doble.  maintenance,  that  it  was  governed  by  two  things:  First,  by  the  character 
of  the  design  of  the  prime  mover,  and  second,  by  the  character  of  the 
water  used. 


t  Cons.    Engr.,    Toronto,    Ontario,    Canada. 

*  Ch.   Engr.,  Pelton  Water  Wheel  Co.,   San  Francisco,  Calif. 
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They  had  had  turbines  in  service  for  several  years  and  after  this  Mr. 
period,  when  tested  for  efficiency,  they  did  not  show  as  great  a  decrease  Doble. 
in  efficiency  as  one  might  assume.  The  serious  problem  is  the  grit  or 
silt  in  the  water.  If  serious  eddy  action  takes  place,  erosion  follows, 
where  the  water  contains  any  grit.  Efficiency  will  fall  off  due  to  leak- 
age and  wear  in  clearance  rings;  the  more  leakage,  the  more  cutting 
there  will  be,  and  hence,  as  time  goes  on,  the  efficiency  will  decrease 
rapidly.  The  individual  characteristics  of  each  installation  will  alone 
determine  how  its  efficiency  will  fall  off  with  time. 
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By 

J.  D.  GALLOWAY,  M.  Am.  Soc.  C.  E. 
San  Francisco,  Calif.,  U.  S.  A. 


INTRODUCTORY. 

The  purpose  of  this  paper  is  to  set  forth  the  general  en- 
gineering features  of  hydraulic  power  development  and  the 
use  of  the  same  for  the  generation  of  electric  energy.  While 
hydraulic  power  is  often  developed  for  direct  application  to 
the  consuming  machine,  such,  for  instance,  as  stamp  mills  or 
manufacturing  establishments,  such  practice  long  ago  became 
standardized.  The  principal  interest  that  attaches  to  the  sub- 
ject, at  present,  is  in  the  development  of  hydro-electric  plants. 
By  limitation  of  the  program,  only  general  reference  will  be 
made  to  the  design  of  water  wheels  and  to  the  electrical  parts 
of  such  plants,  such  being  treated  in  detail  in  other  papers  of 
the  Congress.  A  brief  reference  to  the  history  of  the  develop- 
ment will  be  made,  in  order  to  form  a  background  for  setting 
forth  the  present  state  of  the  art.  The  paper  is  also  largely 
limited  to  American  practice,  due  principally  to  lack  of  famil- 
iarity with  European  work  and  also  to  lack  of  time  to  make  the 
necessary  investigation. 

A  natural  division  separates  modern  hydro-electric  plants 
into  two  types:  first,  low  head  plants,  and,  second,  medium 
and  high  head  plants.  In  the  first,  the  water  is  taken  directly 
from  the  stream  in  short  penstocks  and  used  in  large  quantities, 
while  in  medium  and  high  head  plants  the  water  is  carried 
some  distance  in  smaller  quantities,  in  various  designs  of  con- 
duits, to  a  point  high  above  the  power  station,  and  delivered 
thence  in  pressure  pipes.  A  corresponding,  though  not  as  well 
defined,  division  exists  in  the  type  of  water  motor;  the  low 
head  requiring  the  turbine  and  the  medium  and  high  head 


HYDRAULIC  POWER  DEVELOPMENT  AND  USE  369 

either  the  impulse  wheel  or  the  turbine.  It  is  natural  that 
these  two  divisions  overlap,  especially  in  the  type  of  water 
motor  used.  As  used  herein,  the  word  **head"  refers  to  the 
vertical  height  of  the  column  of  water  above  the  water  wheel. 

HISTORICAL. 

It  is  unnecessary  to  review  the  history  of  the  turbine,  but 
a  few  notes  on  the  development  of  the  impulse  wheel  may  be 
of  interest.  The  idea  of  developing  power  from  a  wheel  turned 
by  the  impact  of  a  jet  of  water,  was  clear  to  Italian,  French 
and  English  writers  and  investigators  during  the  past  three 
hundred  years.  The  first  patent  embodying  the  principle  was 
applied  for  in  America  by  Atkins,  in  1853.  Independently  of 
this,  the  miners  of  California,  in  1850-1860,  had  developed  a 
crude  type  of  impulse  wheel  to  drive  their  mills.  The  first 
wheels  were  made  with  flat  blocks  as  buckets,  but  in  1866 
there  was  installed  in  the  Gwin  mine  a  wheel  with  buckets 
that  reversed  the  direction  of  the  jet.  In  1870,  S.  N.  Knight 
brought  out  a  wheel  with  buckets  in  which  the  proper  dis- 
charge of  the  water  was  provided  for.  In  187^,  Nicholas  J. 
Coleman  secured  a  patent  for  a  bucket  with  a  dividing  wedge 
for  splitting  the  stream,  but  the  merit  of  this  device  was  not 
then  appreciated.  In  1874,  Joseph  Moore,  of  San  Francisco, 
built  buckets  with  a  dividing  wedge.  L.  A.  Pelton,  between 
1878  and  1880,  made  experiments  and  investigations  which  re- 
sulted in  the  Pelton  form  of  bucket  with  a  dividing  wedge,  and 
the  impulse  wheel  takes  the  name  of  the  Pelton  wheel  from 
his  work.  A  number  of  other  men  were  also  associated  in  the 
perfecting  of  the  wheel.  There  is,  of  course,  some  dispute  re- 
garding the  priority  in  this  work. 

The  use  of  the  impulse  wheel  was  very  general  in  the  West, 
and  the  installation  of  these  wheels  was  soon  made  upon  def- 
inite lines.  The  first  recorded  use  of  an  impulse  wheel  to  drive 
an  electric  generator  was  at  Ames,  Colorado,  where  the  Telluride 
Power  Co.  installed  2-150  kw.  single-phase  generators  operated 
by  Pelton  wheels  under  500  ft.  head,  in  1890.  Another  early 
installation  was  at  Virginia  City,  Nevada.  This  town  is  situ- 
ated on  a  mountain  side,  and  the  Sutro  tunnel,  some  five  miles 
long,  had  been  driven  in  to  drain  the  mines,  at  a  level  of  about 
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X'lO^   the  general  surface.     To  provide 
•K   'JLi  lU  «  generating  plant  was  installed  in 
mIkv  \    v\>iu^ifi^ting    of    six    40-inch     (101.6    cm.) 
KM.X  >i"«^c«  by  water  under  1,680  feet  (512  m.)  head 
^    v.\    UK>-horsepower,    constant-current    Brush 
'*:  .^t  ii  speed  of  900  r.  p.  m.    The  line  was  carried 
.u.  *,  :v^  Uu^  mill,  about  one  mile.    This  plant  was  in- 


...    .  ^^^* 


v^c  ot  t*^^'  ttrst  plants  to  transmit  power  any  distance,  if 
•  U"  i^^^U  >VH8  the  single-phase  transmission  installed  be- 
vvvvii  i^^viix^u  rity  and  Portland,  Oregon,  in  1889,  a  distance 
V     *^  »ir,U\s  v-1  km.).     The  generators  were  operated  by  tur- 
>  -.\\     At  Pomona,  California,  a  single-phase  plant  was  in  op- 
vUh;^\u  isHrly  in  1891,  the  generators  being  driven  by  impulse 
whivts    «nd    the    current    being    transmitted    to    San    Bernar- 
^luuv  -?^*%   miles   (46.2  km.),  at  10,000  volts  pressure.    Other 
s^n^rlephase   plants  installed  about   that  time  were  those   at 
Tollurido,  Colorado,  with  a  fifteen-mile  (22  km.)  transmission. 
A  sinKh**P^^***^  plant  at  Bodie,  California,  was  placed  in  opera- 
tion in  1893,  using  water  under  350  feet  head  on  an  impulse 
wheel  to  operate  a  120  kw.  single-phase  generator.    Current  was 
tnuKsmitted  I2V2  miles,  at  a  generator  voltage  of  3500. 

The  first  three-phase  transmission  was  the  experimental 
lino  from  Lauffen  to  Frankfort,  Germany,  built  in  1891.  In 
America  there  were  two  plants  under  construction,  Mill  Creek 
No.  1,  at  Redlands,  California,  transmitting  current  7^2  miles 
(12  km.),  going  into  operation  September  7,  1893;  and  the 
(hiadalajara,  Mexico,  plant,  being  operated  the  same  year.  At 
the  same  time,  plans  were  being  formulated  for  the  first  plant 
at  Niagara  Falls,  and  two  plants  in  Italy, — Tivoli  to  Rome  and 
the  river  Gorzente  to  Genoa, — were  operating  on  the  Ganz 
system,  with  transmission  lines  each  eighteen  miles  (29  km.) 
long. 

The  marked  success  of  all  these  first  plants  led  to  a  rapid 
development,  especially  in  America.  Table  1  of  the  Appendix, 
which  is  necessarily  incomplete,  gives  some  information  as  to 
early  plants. 

The  growth  in  size  of  the  generators  is  an  indication  of  the 
rapid  development  of  the  art.    The  3730-kw.  generators  of  the 
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first  Niagara  plant,  projected  in  1893  and  first  placed  in  ser- 
vice in  October,  1895,  remained  for  some  time  the  largest  single 
units,  not  being  exceeded  until  1904,  by  the  5000-kw.  unit  at 
de  Sabla.  In  1905  a  7500-kw.  unit  was  placed  in  operation  at 
Niagara  Falls.  The  10,000-kw.  units  at  Las  Plumas,  Cal.,  in- 
stalled in  1908,  were  the  first  example  of  a  size  that  remained 
standard  for  a  number  of  years,  except  possibly  some  with  a 
more  liberal  rating  of  the  generator  but  of  the  same  nominal 
power,  though  much  larger  units  have  been  designed.  In  1913, 
the  Big  Creek  No.  1  generators,  of  17,500  kv-a.,  were  placed  in 
operation  and  these  units  are  today  the  largest  size  in  water 
power  plants. 

There  was  an  ample  precedent  in  California  for  the  use  of 
high  heads  in  hydro-electric  plants,  as  Pelton  wheels  were  op- 
erating under  heads  up  to  five  hundred  feet  in  mills  and  mines. 
The  use  of  sheet  iron  pipe  in  the  mines  commenced  in  1853. 
The  Cherokee  ** inverted  siphon*'  in  Butte  County,  30  inches 
(76.2  cm.)  in  diameter,  under  a  maximum  head  of  1000  feet 
(305  m.)  and  14,000  feet  (4270  m.)  long,  was  laid  in  1869.  In 
1872-3,  Mr.  Hermann  Schussler  built  the  pressure  pipe  of  the 
Virginia  City  water-works  across  the  head  of  Washoe  Valley. 
It  was  12-inch  (30.5  cm.)  diameter,  with  a  maximum  head  of 
1720  feet  (525  m.),  and  a  length  of  over  seven  miles  (11.2  km.). 
The  head  of  1680  feet  (512  m.)  at  the  Chollar  mine,  in  1891,  has 
been  mentioned.  The  first  of  the  regular  power  plants  to  use  a 
high  head  was  that  of  the  San  Joaquin  Light  and  Power  Com- 
pany, where,  at  Plant  No.  1,  in  1895-6,  a  pipe  under  1411  feet 
(431  m.)  pressure  was  installed.  At  present  the  highest  head 
in  use  is  in  Switzerland,  where  water  is  used  under  5200  feet 
(1585  m.)  pressure. 

MEDIUM  AND  HIGH  HEAD  PLANTS. 

For  convenience,  plants  with  heads  up  to  2(X)  feet  (61  m.) 
are  referred  to  as  those  with  a  low  head ;  those  from  200  feet 
(61  m.)  to  750  feet  (228  m.),  as  medium  head  plants;  and  those 
above  750  feet  (228  m.),  as  high  head  plants.  For  medium  and 
high  head  plants  the  equipment  may  consist  of  storage  reser- 
voirs ;  a  diverting  dam  on  the  stream ;  a  conduit  which  may  be 
made  up  of  tunnels,  flumes,  open  canals  or  pipes,  distinguished 
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from  the  penstock  by  following  close  to  the  hydraulic  grade 
line ;  a  regulating  reservoir  or  surge  chamber  at  the  upper  end 
of  the  penstock  pipes ;  the  penstock  pipes  with  auxiliaries,  such 
as  gate  and  air  valves;  the  water  motor,  which  may  be  a  tur- 
bine with  relief  valves  or  an  impulse  water  wheel  with  deflect- 
ing nozzle,  by-pass  or  jet  deflector ;  the  electric  generator,  with 
an  exciter  and  the  other  equipment  of  transformers,  switch- 
board, low  and  high  tension  switches,  bus  bars,  lightning 
arresters,  oil  pressure  pumps,  etc.  The  low  head  plant  is  usually 
without  the  storage  reservoir,  and  since  the  water  is  generally 
taken  directly  from  the  stream  or  a  forebay,  the  conduit  and 
the  regulating  reservoir  are  eliminated,  while  the  penstocks  are 
short  pipes. 

Tables  Nos.  2  and  3  of  the  Appendix  give  the  data  of  some 
of  the  high  and  medium  head  plants  of  recent  construction  and 
indicate  the  present  stage  of  development. 
Storage  Beservoirs. 

Nothing  in  this  subject  differs  from  ordinary  construction 
of  dams,  but  a  few  notes  of  recent  work  on  power  plants  are 
of  interest.  The  early  miners  of  California  originated  the  rock- 
fill  dam,  of  which  the  Bowman  dam  on  the  South  Pork  of  the 
Yuba  River  is  a  good  example.  It  is  100  feet  (30.5  m.)  high, 
425  feet  (129.5  m.)  long  on  the  crest,  retains  930,000,000  cu.  ft. 
(26,348,000  cu.  m.)  of  water,  and  was  built  in  1872-6.  It  is 
faced  with  three  layers  of  planking  at  the  bottom,  two  in  the 
central  height,  and  one  in  the  upper  portion. 

The  dams  at  Meadow  Lake  and  Bear  River,  of  the  Stan- 
dard Electric  Company  system,  are  each  about  75  feet  (23  m.) 
high  and  about  1000  feet  (305  m.)  long  on  the  crest.  Two  dams 
on  Bishop  Creek,  California,  on  the  system  of  the  Southern 
Sierras  Power  Company,  are  of  this  type,  each  about  75  feet 
(23  m.)  high,  all  faced  with  timber.  The  Sierra  &  San  Pran- 
cisco  Power  Company  dam  at  Relief  Valley  on  the  Stanislaus, 
built  1906-8,  is  140  feet  (42.7  m.)  high,  and  is  faced  with  con- 
crete. The  same  company  is  building  another  rock-fill  storage 
dam,  on  the  South  Pork,  which  will  be  145  feet  (44.2  m.)  high, 
625  feet  (191  m.)  on  the  crest,  and  faced  with  concrete.  The 
Morena  dam,  near  San  Diego,  completed  in  1911,  is  a  good  ex- 
ample of  this  type  of  dam.    It  is  about  200  feet  (61  m.)  high 
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above  the  stream  bed,  and  is  faced  with  concrete  a  part  of  the 
height.  The  essential  feature  of  this  type  is  an  impervious  face 
on  the  dam  next  to  the  water.  In  some  dams  this  has  been 
made  of  layers  of  planking,  generally  three  inches  (7.62  cm.) 
thick.  Later  and  higher  dams  have  been  faced  with  reinforced 
concrete.  The  first  dam  where  concrete  was  used  was  at  Relief, 
which  has  a  face  36  inches  (91.4  cm.)  thick  at  the  bottom,  taper- 
ing to  9  inches  (22.9  cm.)  thickness  at  the  top.  These  dams 
have  a  slope  on  the  water  face  of  about  %  to  1,  and  on  the  down- 
stream face  the  natural  slope  of  rock,  varying  from  1.3  to  1.5 
to  1.  The  upstream  portion  of  the  dam  is  made  with  derrick 
laid  rock,  and  the  downstream  portion  of  loose  rock.  The  rock- 
fill  portion  of  the  Crane  Valley  dam,  of  the  San  Joaquin  Light 
&  Power  Co.,  was  built  with  a  central  core  wall  of  concrete,  148 
feet  (45.2  m.)  high. 

Another  type  of  storage  dam  of  recent  use  is  the  masonry 
arch,  where  dependenxje  is  placed  upon  arch  action  for  stability. 
The  Lake  Spaulding  dam,  of  the  Pacific  Gas  &  Electric  Cor- 
poration, built  in  1913,  is  of  this  form.  It  is  225  feet  (68.5  m.) 
high  and  designed  for  an  ultimate  height  of  305  feet  (93  m.). 
The  radius  is  a  variable  one,  depending  upon  the  elevation. 
The  dam  was  built  of  concrete.  Another  dam  of  the  same  type 
was  built  in  1913-14  for  the  Alaska  Qastineau  Mining  Company, 
on  Salmon  Creek  near  Juneau,  Alaska.  It  is  164  feet  (50  m.) 
high,  and  built  of  concrete.  Dam  No.  1  of  the  Big  Creek  plant 
of  the  Pacific  Light  &  Power  Co.,  California,  is  arched  in  plan 
but  has  a  gravity  section.  It  is  139.5  feet  (42.5  m.)  high  and 
is  built  of  concrete. 

Hydraulic  fill  dams  have  been  built  for  storage  reservoirs, 
notably  at  Lake  Francis  on  the  Colgate  plant,  California;  at 
Necaxa,  Mexico,  where  the  dam  is  180  feet  (55  m.)  high,  1276 
feet  (388  m.)  on  the  crest,  and  a  base  width  of  950  feet  (290 
m.) ;  and  at  Big  Meadows,  on  the  Great  Western  Power  Com- 
pany's system. 
Diverting  Dams. 

The  earlier  practice  was  to  build  the  diverting  dams  of 
timber  cribs,  sheathed  with  plank  and  filled  with  rock.  The 
Sand  Bar  Flat  dam,  of  the  Sierra  &  San  Francisco  Power  Com- 
pany, is  an  example  of  this  type  of  dam.    As  a  rule  the  con- 
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stniction  of  the  diverting  dam  is  of  rubble  masonry  or  of  con- 
crete of  an  ogee  section,  designed  to  pass  the  river  floods.  For 
a  low  head  plant,  the  highest  dam  yet  constructed  is  that  of 
the  Washington  Water  Power  Company  at  Long  Lake,  where 
a  concrete  dam  200  feet  (61  m.)  high  above  foundations  and 
400  feet  (122  m.)  long,  was  constructed  during  1911-13.  At 
some  diverting  dama,  where  the  penstock  leads  directly  from 
the  pond,  the  head  is  raised  by  dashboards.    At  Folsom,  a  sys- 


tem of  flashboards  six  feet  (1.82  m.)  high,  raised  by  hydraulic 
cylinders  and  pistons,  was  installed,  but,  as  they  were  of  timber, 
these  Sashboards  were  removed  when  worn  out.  At  Las  Plumas, 
10-foot  (3  m.)  dashboards,  of  timber  needles  resting  on  timber 
frames,  were  installed  during  two  summers.  At  Long  Lake 
the  plan  is  to  install  roller  type  flashboards  after  the  pattern 
of  those  used  in  Europe. 

Water  from  the  river  is  usually  taken  into  a  masonry 
chamber  through  screens  in  openings  which  can  be  closed  by 
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gates.  The  face  of  the  receiving  basin  is  generally  placed 
nearly  parallel  with  the  direction  of  the  flow  of  the  stream. 
Below  the  entrance  chamber,  a  settling  basin  is  built,  with 
gates  to  discharge  the  accumulation  of  sediment  into  the  river. 


The  Conduit. 

The  earlier  plants  in  California  were  built  where  old  min- 
ing ditches  were  available,  or  in  accordance  with  the  practice 
with  the  miners,  who  made  use  of  open  canals  in  earth,  timber 
flumes,  pressure  pipes  across  depressions,  and  tunnels.     The 
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conduit  of  the  de  Sabla  plant  is  the  upper  portion  of  the  old 
ditch  and  flume  of  the  Cherokee  Mining  Company ;  and  of  the 
plant  at  Electra,  the  conduit  is  that  which  was  built  to  supply 
the  mines  of  Amador  County  with  water. 

Necessarily,  the  conduit  of  each  power  plant  is  a  problem 
to  be  solved  in  accordance  with  the  particular  requirements 
and  the  means  at  hand.  In  the  West,  and  where  timber  is 
abundant,  the  timber  flume  has  been  used  in  the  past  and  will 
be  used  in  the  future,  for,  while  it  has  a  short  life,  it  is  often 
vitally  necessary  to  reduce  first  costs  to  a  minimum.  The  steel 
flume,  made  with  a  semi-circular  body  of  galvanized  sheet 
steel  supported  on  a  timber  frame,  has  been  used  on  irrigation 
systems  for  a  number  of  years,  but  as  yet  has  not  been  applied 
to  power  plants.  The  life  of  such  construction  has  not  been 
determined  by  actual  practice.  Flumes  made  of  concrete  have 
been  used  in  a  few  cases,  but  the  cost  at  present  affords  one 
of  the  main  reasons  for  its  not  being  employed  more  extensively. 
The  Loch  Leven  plant  in  Scotland,  with  18,000  feet  of  concrete 
flume,  and  the  plant  of  the  Arizona  Power  Company,  with 
12,000  feet  of  the  same  construction,  are  the  best  examples  of 
this  type  of  conduit.  Concrete  pipe  has  been  used  in  one  plant 
in  America, — that  at  Boulder,  Colorado,  where  there  are  12 
miles  (19.3  km.)  of  36-inch  (915  mm.)  pipe;  but  this  is  the  only 
example  of  a  large  installation  of  this  character.  Some  use 
has  been  made  of  concrete  pipe  in  Norway.  Wood  stave  pipe, 
under  pressure  up  to  200  feet  head  and  in  large  diameters,  has 
been  used  extensively.  California  redwood  has  been  employed 
in  a  number  of  places,  as  it  has  a  long  life,  but  Douglas  fir  is 
also  extensively  used.  The  pressure  of  the  water  upon  the 
wood  keeps  it  saturated  and  decay  is  slow.  Such  pipes,  used 
as  conduits  without  pressure,  are  liable  to  quick  decay,  especi- 
ally if  buried  in  the  ground.  Tunnels  under  pressure,  or 
simply  acting  as  open  flow  conduits,  are  generally  lined  with 
concrete.  In  one  case,  at  the  Bull  Run  plant  of  the  Portland 
Railway,  Light  &  Power  Company,  the  water  was  carried  by 
a  flume  in  the  tunnel.  Large  steel  pipe  has  also  been  used  in 
a  number  of  installations,  either  as  the  entire  conduit,  or  in 
crossing  side  streams  and  depressions.  The  18-foot  (5.5  m.) 
pipe,  6300  feet  (1900  m.),  of  the  Ontario  Power  Company,  and 
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the  15Vo.foot  (4.72  m.)  pipe,  2350  feet  (685  m.)  long,  of  the 
Rainbow  Falls,  Montana,  plant,  are  examples  of  the  largest 
pipe  constructed.  The  open  canal  in  earth  is  probably  the  most 
general  form  of  conduit,  but  the  tendency  at  present  is  to  line 
the  canals  with  concrete,  thus  either  reducing  the  section  or 
increasing  the  amount  of  water  carried,  on  account  of  reduced 
friction. 

Any  one  conduit  usually  includes  several  of  the  various 
types  mentioned  above.  Table  No.  4  of  the  Appendix,  which 
does  not  aim  to  include  all  plants,  is  illustrative  of  the  methods 
used  by  various  engineers  and  can  be  taken  as  indicative  of 
present  practice.  Where  no  data  are  given  of  any  one  type 
of  construction,  it  is  indicated  that  such  was  not  used.  The 
tendency  is  to  eliminate  all  types  that  are  not  permanent  in 
their  nature. 

Regulating  Reservoirs  and  Surge  Tanks. 

In  the  earlier  plants  the  influence  of  the  load  factor  was 
not  appreciated,  and  many  were  built  without  regulating  res- 
ervoirs. Obviously,  the  peak  capacity  of  a  plant  without  a 
regulating  reservoir  is  limited  to  the  flow  of  the  conduit,  and 
at  times  of  off  peak  load,  water  is  wasted.  The  regulating  res- 
ervoir performs  all  of  the  functions  of  a  surge  tank  of  large 
size,  and,  in  addition,  it  regulates  the  uniform  flow  of  the  con- 
duit, allowing  large  drafts  of  water  over  the  peak  and  storing 
up  water  at  times  of  minimum  demand.  This  latter  function 
the  surge  tank  does  not  perform,  except  to  a  limited  degree. 
In  medium  head  plants,  a  regulating  reservoir  must  be  relatively 
quite  large,  and  in  cases  where  the  conduit  is  a  pressure  pipe 
throughout  its  length,  the  pondage  on  the  stream  must  supply 
the  functions  of  such  a  reservoir.  Occasionally,  high  head 
plants  have  the  entire  conduit  under  pressure,  and  the  divert- 
ing reservoir  on  the  stream  or  a  storage  reservoir  performs  the 
functions  of  a  regulating  reservoir. 

Examples  of  high  head  plants,  where  the  regulating  res- 
ervoir is  placed  at  the  lower  end  of  a  free  flowing  conduit,  are 
as  follows,  all  dams  being  of  earth. 
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Begnlatlng  BeBervoin. 

Capacity  Capacity  id 

Plant  in  Cu.  Ft.         Cubic  Meters 

(1)  De  Sabla,  Cal 12,000,000  340,000 

(2)  Drum,  Cal 19,300,000  546,000 

(3)  Stanislaus,  Cal 14,000,000  396,000 

(4)  San  Joaquin  No.  1,  Cal 18,000,000  510,000 

(5)  Boulder,  Colorado  19,000,000  538,000 

(6)  Bull  Run,  Oregon  91,500,000  2,585,000 

In  such  plants,  the  capacity  of  the  reservoir  will  operate 
the  plants  over  an  ordinary  daily  load  curve  of  40  per  cent,  load 
factor,  or  higher. 

In  plants  where  the  conduit  line  is  under  pressure,  taking 
water  from  a  reservoir  or  stream,  the  long  line  of  pipe  must  be 
provided  with  a  surge  chamber  near  the  junction  of  the  con- 
duit and  penstock  pipes,  for  the  double  purpose  of  receiving 
water  from  the  conduit  at  time  of  suddenly  rejected  load  and 
of  providing  water  immediately  when  a  load  is  suddenly 
applied  to  the  wheels.  Such  chambers  can  be  designed  to  give 
practically  dead  beat  movement  to  the  water  in  the  conduit. 
The  following  partial  list  of  surge  tanks  or  chambers  will 
illustrate  modern  methods. 

Great  Northern  Power  Go.  At  the  end  of  a  pressure  con- 
duit about  8800  feet  (2680  m.)  long,  a  G-foot  (1.83  m.)  stand- 
pipe  165  feet  (50.3  m.)  high,  leading  vertically  to  a  steel  tank 
30  feet  (9.15  m.)  in  diameter  and  70  feet  (21.3  m.)  high,  placed 
about  500  feet  (152  m.)  from  the  power  house.  A  number  of 
plants  have  surge  chambers  of  this  type. 

Pacific  Light  &  Power  Gorporation.  Big  Creek  Plant  No. 
1,  California. — ^At  the  end  of  a  conduit  10,360  feet  (3160  m.) 
long,  a  standpipe  24  inches  (95  mm.)  in  diameter,  425  feet 
(130  m.)  long,  enlarged  at  the  upper  end  to  a  chamber  36  inches 
(146  mm.)  in  diameter,  and  25  feet  (10.7  m.)  high. 

Big  Creek  Plant  No.  2.— At  the  end  of  a  tunnel  21,300  feet 
(6500  m.)  long,  an  excavation  in  the  mountain,  lined  with  con- 
crete, 30  feet  (9.15  m.)  diameter  and  120  feet  (36.6  m.)  high. 

Pacific  Goast  Power  Go.  White  River  Plant,  Washington. 
— At  the  end  of  a  tunnel  2850  feet  (869  m.)  long,  an  excavation 
in  the  mountain,  lined  with  concrete,  30  feet  (9.15  m.)  diameter 
and  75  feet  (22.9  m.)  high. 
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Northwestern  Electric  Co.  Condit  Plant,  White  Salmon 
River,  Wash. — At  the  end  of  5070  feet  (1545  m.)  of  wood  stave 
pipe,  a  concrete  lined  excavation  41  feet  (12.5  m.)  high  and 
40  feet  (12.9  m.)  diameter. 

Los  Angeles  Aqueduct.  San  Francisquito  Power  Station 
No.  1. — At  the  end  of  a  tunnel  7i/^  miles  (12  km.)  long.  A  con- 
crete lined  chamber  partly  in  excavation.  The  lower  part  is 
an  inverted  truncated  cone,  30  feet  (9.15  m.)  diameter  at  the 
lower  end,  100  feet  (30.5  m.)  diameter  at  the  upper  end,  and 
85.5  feet  (26.1  m.)  high.  The  upper  part  is  a  cylindrical  con- 
tinuation from  the  base  of  the  cone,  100  feet  (30.5  m.)  diameter 
and  44  feet  (13.4  m.)  high,  making  the  total  height  above  the 
top  of  the  tunnel  129.5  feet  (39.5  m.). 

(Georgia  Railway  &  Power  Oo.  Tallulah  Falls. — ^At  the 
lower  end  of  a  tunnel  6665  feet  (2030  m.)  long.  A  reinforced 
concrete  lined  chamber  partly  in  excavation,  of  rectangular 
section,  30  feet  (9.15  m.)  wide,  71  feet  (21.6  m.)  long  and  93 
feet  (28.4  m.)  high. 

Salmon  River,  New  York.  At  the  end  of  a  conduit  9625 
feet  (2940  m.)  long,  a  steel  tank  supported  on  a  steel  tower. 
The  tank  is  cylindrical,  50  feet  (15.3  m.)  diameter,  and  80  feet 
(24.4  m.)  high,  with  a  capacity  of  187,000  cubic  feet  (5,300  cu. 
m.).  The  top  is  205  feet  (22.5  m.)  above  the  ground  and  a  12- 
foot  (3.64  m.)  diameter  riser  connects  to  the  penstock.  The 
top  of  the  riser  is  closed,  but  it  is  provided  with  ports  so  that 
a  surge  causing  a  rise  of  water  is  dampened,  a  portion  of  the 
water  flowing  up  to  the  top  of  the  surge  chamber  through  a 
pipe  of  small  diameter. 
Penstocks. 

In  the  earlier  work  in  California,  some  cast  iron  (pipe 
was  used  in  penstocks,  notably  at  Colgate  and  a  portion  of 
the  first  two  pipes  at  Electra.  At  the  present  time  all  pen- 
stocks are  built  of  either  riveted  or  lap-welded  steel  plates. 
Opinions  differ  as  to  the  merits  of  these  two  types.  The  lap- 
welded  pipe  of  diameters  larger  than  30  inches  (118  mm.)  has 
been  imported  from  Germany  in  the  past  but  can  now  be  ob- 
tained in  America.  It  is  made  of  soft  steel  of  a  tensile  strength 
of  48,000  to  56,000  pounds  per  square  inch  (3370  to  3940  kg.  per 
square  cm.).    Transverse  joints  are  riveted,  except  under  high 
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Tjrpled  BlTiUd  Pip*.     Plpa  Una  He.  3,  PicUc  Om  k  BlKtilc  Oarpo»- 

tlan,    >t   EltetiK,    OilU.     Trlpls-rlnUd   batt-itnp   pip*   with 

■neborift.     DIub.  of  pip*  tS"   (lOB.T  mib). 

heads,  in  which  case  they  are  flanged  and  bolted.  The  riveted 
pipe  is  usually  made  from  medium  steel  plates  of  a  tensile 
strength  of  60,000  to  65.000  pounds  per  square  inch  (4210  to 
4570  kg.  per  sq.  em.).    In  thin  plates  for  pipe  under  pressures. 
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lap  joints  double  riveted,  of  70  per  cent,  efficiency,  are  used; 
while  for  higher  heads,  butt  joints  with  inside  and  outside 
plates  and  triple  lines  of  rivets,  of  80  per  cent,  efficiency,  are 
used.  Transverse  joints  are  double  riveted  under  high  heads, 
and  single  riveted  under  low  heads. 

The  following  list  of  installations  will  give  some  idea  of 
present  practice. 

Pacific  Gas  &  Electric  Co.  Electra  Pipe  No.  3  (1905).— 
Maximum  head  1260  feet  (384  m.).  Riveted  pipe  throughout. 
Diameter  36  inches  (915  mm.)  at  the  lower  end;  If  inch  (20.6 
mm.)  thick. 

Drum  Plant  (1913).— Maximum  head  1375  feet  (433  m.). 
Length  6282  feet  (1930  m.).  Riveted  pipe  throughout.  Diam- 
eter 72  inches  (1830  mm.)  at  the  top  and  52  inches  (1320  mm.) 
at  bottom,  where  the  plates  are  1%,  inches  (31.8  mm.)  thick. 

Sierra  &  San  Francisco  Power  Co.  Stanislaus. — Maximum 
head  1495  feet  (470  m.).  Upper  portion  1200  feet  (377  m.)  of 
66-inch  (1670  mm.)  wood  stave  pipe.  Low^er  portion  3000  feet 
(943  m.)  of  riveted  pipe.  The  upper  part  of  riveted  pipe  is 
48%  inches  (1244  mm.)  in  diameter  and  1/4  J^^h  (6.35  mm.) 
thick.  It  decreases  to  40  inches  (1015  mm.)  diameter  at  the 
bottom;  1  inch  (25.4  mm.)  thick. 

Boulder,  Colorado.  Head  1830  feet  (558  m.).  Length  9800 
feet  (2990  m.).  Riveted  pipe  throughout.  Diameter  varies 
from  56V2  inches  (1435  mm.)  at  top  to  44  inches  (1117  mm.)  at 
bottom,  with  a  plate  thickness  of  1%  inches  (44.5  mm.). 

Among  other  plants  having  riveted  pipes,  may  be  men- 
tioned those  at  Cascade  Creek,  Colo.;  City  of  Tacoma  at  Nis- 
qually ;  City  of  Seattle  at  Cedar  River ;  Great  Northern  Power 
Co.  at  Duluth;  Portland  Railway  Light  &  Power  Co.  at  Bull 
Run ;  Pacific  Gas  &  Electric  Co.  at  Centerville  and  Deer  Creek ; 
and  the  Southern  Sierras  Power  Co.  on  Bishop  Creek. 

The  use  of  the  lap-welded  pipe  is  general,  usually  in  com- 
bination with  riveted  pipe,  the  former  being  used  for  the  higher 
heads.    A  few  examples  will  illustrate  its  use. 

Necaxa,  Mexico.  The  upper  portion  of  the  pipes  consists 
of  a  section  8  feet  (2.44  m.)  in  diameter,  followed  by  2200  feet 
(670  m.)  of  6-foot  (1.83  m.)  riveted  pipe.  The  lower  portion 
consists  of  six  pipes,  30-inch  (762  mm.)  diameter  welded  pipe, 
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2460  feet  (750  m.)  long,  under  a  maximum  head  of  1452  feet 
(443  m.). 

Great  Wefltern  Power  Oo.  Las  Plumas. — Four  lap-welded 
pipes,  5  feet  (1.52  m.)  diameter,  and  one  lap-welded  pipe  6  feet 
(1.83  m.)  diameter,  under  a  final  head  of  450  feet  (137  m.). 
Transverse  joints  are  riveted.  The  pipes  are  about  600  feet 
(183  m.)  long,  and  connect  to  a  riveted  steel  header  and  dis- 
charge pipe. 

San  Joaquin  Light  A  Power  Oo.  San  Joaquin  No.  1. — Lap- 
welded  pipe  44  inches  to  34  inches  (1117  to  863  mm.)  diameter, 


4293  feet  (1307  m.)  long,  under  a  maximum  head  of  1411  feet 
(430  m.). 

Adamello,  Italy.  Riveted  pipe  down  to  a  head  of  722  feet 
(220  m.).  Below  that,  lap-welded  pipe  to  a  total  head  of  2980 
feet  (910  m.).  The  welded  pipe  has  riveted  joints  down  to 
1870  feet  (570  m.)  head  and  below  that,  flanged  and  bolted 
joints. 

Pacific  Light  &  Power  Corporation.  Big  Creek  No.  1. — 
Welded  pipe  4500  feet  (1370  m.)  long,  under  maximum  head 
of  2146  feet  (656  m.).    Diameter  at  top  42  inches  {1066  mm.), 
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at  bottom  24  iaches  (610  mm.).  Riveted  tranfiverse  joiots  ased 
down  to  head  of  1460  feet  (445  m.),  and  thence  flanged  and 
bolted  joints. 

Q«orgia  Railway  A  Power  Co.  Tallulah  Falls. — Five  pen- 
stocks, each  5  feet  (1.52  m.)  diameter,  1250  feet  (381  m.)  long, 
under  a  maximum  head  of  612  feet  (187  m.).  About  one-half 
of  each  pipe,  down  to  a  head  of  483  feet  (147  m.)  was  of  riveted 
plates,  and  the  balance  of  welded  pipe  with  riveted  transverse 
joints. 


OaaisU-Ouollnk 

The  best  construction  requires  that  the  penstocks  should 
be  placed  upon  concrete  supports  from  fifteen  to  twenty  feet 
apart,  and  anchored  at  intervals  by  a  steel  strap  passing  over 
the  pipe  and  fastened  to  the  concrete  or  bed  rock.  Pipes  are 
covered  with  earth,  especially  in  cold  regions.  At  the  upper 
end,  an  expansion  joint  is  used  when  making  connection  with 
the  conduit. 

At  one  time  it  was  deemed  possible  to  form  the  penstocks 
of  a  pressure  tunnel  in  the  rock  of  a  mountain  side,  lining  the 
tunnel  with  concrete  and  depending  upon  the  resistance  of  the 
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rock  to  prevent  bursting.    Several  bad  failures  of  this  type  of 

construction^  notably  that  at  Kern  River  Plant  No.  1  and  in  a 

pressure  tunnel  on  the  Los  Angeles  Aqueduct,  would  seem  to 

indicate  that  this  method  of  building  a  penstock  is  not  a  good 

one. 

Valves  and  Accessories. 

In  the  beginning  it  was  customary  to  provide  a  header  or 
manifold  back  of  the  power  house,  into  which  all  of  the  pen- 
stocks entered  and  from  which  all  of  the  water  wheels  took 
water  without  reference  to  the  various  turns  the  water  would 
take.  This  practice  has  been  abandoned  in  favor  of  leading 
one  pipe  directly  to  a  wheel,  or  if  to  two  wheels,  to  separate  the 
water  by  a  **Y''  with  branches  leading  directly  to  each  wheel. 

It  is  customary  to  place  gate  valves  at  the  junction  of  the 
conduit  and  the  penstock,  operated  either  by  hydraulic  or  elec- 
tric motor  and  controlled  from  the  power  house.  In  some 
cases,  butterfly  or  pivot  valves  are  used,  and  in  New  York  a 
Johnson  valve  was  used  at  the  Salmon  River  plant.  At  the 
power  station  in  high  head  plants,  hydraulic  or  electric-motor 
operated  gate  valves  are  used  back  of  the  water  wheel.  In 
medium  head  plants,  where  the  pipe  diameter  is  large,  butterfly 
or  pivot  valves  are  used,  operated  by  hydraulic  cylinders. 

On  the  pipe  lines,  manholes  are  provided  and  in  some  in- 
stances air  valves  are  installed,  although,  unfortunately,  en- 
gineers as  a  rule  are  not  yet  convinced  of  the  necessity  for  such 
valves.  On  the  fifth  pipe  line  of  the  Great  Western  Power  Com- 
pany, two  8-inch  (203  mm.)  air  valves  were  placed  on  the  line 
of  pipe,  and  at  the  junction  with  the  tunnel  header,  four  such 
valves  were  installed. 

LOW  HEAD  PLANTS. 

The  development  of  hydraulic  power  by  turbines  had 
reached  a  definite  form  at  the  time  when  the  transmission  of 
electric  power  began,  and,  hence,  in  low  head  plants  a  well 
defined  practice  was  available  as  a  precedent.  Such  plants,  as 
a  rule,  are  situated  on  the  stream  at  or  near  some  definite  fall, 
where  a  diverting  dam  will  turn  the  water  immediately  into  the 
power  station.  Good  examples  of  such  plants  are  the  plants  of 
the  Washington  Water  Power  Company  at  Post  Palls,  Little 
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Falls  and  Long  Lake,  on  the  Spokane  River,  the  latter  a  50,000- 
kw.  plant;  the  MiBsissippi  Power  Company  at  Keokuk,  of  an 
ultimate  capacity  of  225,000  kw, ;  the  MeCalls  Ferry,  Pa.,  plant 


atorglk^aielliu  Pmm  Co., 
Plant. 

of  92,500  kw.  capacity;  and  the  Alabama  Power  Company  at 
Coosa  Lock  No.  12,  of  an  ultimate  capacity  of  78,000  kw. 

In  some  cases  the  water  is  carried  into  a  canal  or  headrace 
by  a  diverting  dam.     Examples  of  this  type  are  the  Cedars 
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Bapids,  Province  of  Quebec,  plant  of  120,000  kw.  ultimate  ca- 
pacity ;  the  three  plants  of  the  Niagara  Falls  Power  Company ; 
the  plant  of  the  Electrical  Development  Company;  and  the 
plant  at  Trollhattan,  Sweden ;  some  of  the  lai^est  built.  Other 
low  head  plants  lead  water  to  the  plant  throagh  large  steel 
pipes,  over  a  considerable  distance.    Examples  nf  this  type  are 


the  165,000  kw.  plant  of  the  Ontario  Power  Company  at 
Niagara  Falls,  where  the  pipes  are  6500  feet  (1980  m.)  long; 
the  21,000  kw.  plant  at  Great  Falls,  Mont.,  where  the  pipe  is 
2350  feet  (717  m.)  long;  and  the  Condit  plant  on  White  Salmon 
River,  Wash.,  where  the  pipes  are  very  large.  This  feature 
often  limits  the  size  of  the  generating  units.    Table  No.  5  of  the 
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Appendix  is  a  partial  list  of  low  head  plants,  all  operated  by 
hydraulic  turbines. 

THE  STATION  DESIGN. 

While  the  voltage  of  transmission  lines  shows  a  tendency 
to  increase,  with  a  resulting  modification  in  the  arrangement 
and  size  of  power  station '  buildings,  the  general  plan  can  be 
considered  as  fairly  well  settled,  so  far  as  the  hydraulic  end  is 
concerned.  The  evolution  of  electric  machinery,  involving 
changes  in  the  size  and  arrangement  of  electrical  parts,  such 
as  switches  or  transformers,  has  produced  types  of  apparatus 
the  design  of  which  is  fixed  within  reasonable  limits.  An  in- 
stance of  the  changes  of  recent  years  is  the  use  of  a  double 
system  of  bus  bars  instead  of  one,  thus  insuring  greater  safety 
and  a  more  flexible  station.  This  has  been  caused,  largely,  by 
the  larger  size  of  the  stations  and  the  units  installed  therein. 
This  paper  does  not  include  a  consideration  of  the  electrical 
part  of  the  development,  but  reference  is  made  to  this  phase 
of  the  subject  to  show  present  tendencies. 

Unless  special  conditions  determine  otherwise,  the  design 
of  modem,  medium  and  high  head  plants  follows  a  general 
plan.  The  pipes  descend  the  hillside  and  pass  under  the  main 
floor  of  the  building  to  the  power  units,  which  are  placed  on 
the  river  side.  The  transformers  are  placed  in  compartments 
directly  behind  the  generator  space.  The  low  tension  switches 
and  switchboard  are  placed  above  the  main  floor,  the  switch- 
board being  in  a  gallery  overlooking  the  station.  The  length 
of  the  station  is  generally  controlled  by  the  size  of  the  trans- 
formers, rather  than  by  the  power  units. 

In  low  head  plants,  the  station  building  is  often  built  in 
as  a  part  of  the  diverting  dam,  and  the  penstocks  become  pass- 
ages in  the  masonry  of  the  dam.  More  often,  short  penstocks 
of  large  steel  pipes  lead  from  the  dam  or  forebay  directly  to 
the  wheels.  In  special  cases,  such  as  at  Niagara  Falls,  the  po- 
sition of  the  turbines  in  a  wheel  pit  makes  necessary  an  unusual 
arrangement.  This  form  of  plant,  necessary  in  the  particular 
case,  should  not  form  a  precedent,  as  it  probably  did  in  the 
case  of  the  first  plant  at  Snoqualmie  Falls,  where  the  plant  in 
a  chamber  in  the  rock  was  wholly  unnecessary. 
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perience  that  this  type  of  wheel  is  no  longer  considered  avail- 
able in  America. 

Some  attempts  have  been  made  in  the  past  to  increase  the 


namber  of  nozzles  on  one  impulse  wheel,  in  order  to  increase 
the  power  from  one  unit.  At  Neeaxa,  Mexico,  two  nozzles,  and 
at  Rio  Janeiro,  four  nozzles,  were  used  on  one  wheel.  These 
units  are  on  vertical  shafts.     There  seems  to  be  no  doubt  but 
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high  and  passes  the  limits  of  standard  generator  construction, 
the  present  limit  of  which  is  514  r.  p.  m.,  or  at  the  most,  600 
r.  p.  m.    This  requires  that  the  specific  speed  of  the  wheels  be 


kept  as  low  as  possible,  in  order  that  the  rotation  speed  be  re- 
duced. The  specific  speed  of  the  Michoacan,  Mexico,  unit  is 
11.68  (52.0  metric);  of  the  TaUulah  Falls  units,  22.8  (101.6 
metric). 
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On  the  other  hand,  extremely  low  heads  demand  a  slow 
rotational  speed  of  turbines,  with  resulting  large  size  of  wheel 
and  generator  and  high  specific  speed.  The  Keokuk  10,000 
hp.  units,  under  32  feet  (9.75  m.)  head,  have  a  specific  speed 
of  75.8  (337.4  metric),  a  speed  of  57.7  r.  p.  m.,  and  a  diameter 
of  15  ft.  7  in.  (4.75  m.).  The  Cedars  Bapids,  Canada,  units, 
under  30  feet  (9.15  m.)  head,  have  a  specific  speed  of  83.3 
(366.2  metric)  and  a  speed  of  55.6  r.  p.  m.  These  represent  the 
present  development  of  low  head  high  power  units. 

The  design  of  American  turbines  is  rapidly  reaching  such 
a  high  efficiency  that  little  further  progress  can  be  expected. 
By  systematic  tests  of  model  runners,  at  Holyoke,  and  study 
of  the  design,  turbines  have  been  built  which,  tested  in  position, 
give  efficiencies  of  over  93  per  cent.  It  has  been  found  that  in 
large  size  units  a  higher  efficiency  can  be  obtained  from  the 
wheel  as  built  than  from  the  model  runner  tested  at  Holyoke. 
It  may  be  remarked,  that  in  wheels  of  high  specific  speed  the 
curve  of  efficiency  is  high  at  one  point  of  power  output  and 
drops  oflf  more  rapidly  either  way  than  for  low  specific  speeds, 
thus  making  the  efficiency  considerably  less  at  part  loads.  This 
is  not  very  important,  for  in  plants  of  even  ordinary  capacity 
there  are  usually  a  number  of  units  operating,  allowing  most 
of  them  to  be  operated  at  outputs  corresponding  closely  to 
maximum  efficiency,  while  the  load  changes  are  taken  by  one 
unit,  or  by  placing  one  unit  in  or  out  of  service  at  a  time. 

The  facts,  that  efficiencies  of  turbines  range  from  five  to 
seven  per  cent  higher  than  impulse  wheels ;  that  in  most  cases 
one  to  three  per  cent  of  the  head  can  be  saved  by  the  draft 
tube ;  and  that  for  large  size  units  the  turbine  is  more  adapted 
to  economical  speeds,  indicate  the  reasons  why  there  is  a  ten- 
dency to  use  turbines  in  preference  to  impulse  wheels  for  heads 
up  to  1000  feet.  On  the  other  hand,  the  impulse  wheel  is  be- 
ing adapted  to  very  high  heads,  as  in  Switzerland,  and  under 
the  head  (effective)  of  1900  feet  (570  m.),  the  Big  Creek,  Cali- 
fornia, plant  wheels  are  operating  the  present  largest  hydro- 
electric unit,  17,500  kv-a.  It  may  be  noted  here  that  the  Girard 
type  of  impulse  wheel  has  been  tried  and  found  wanting  in 
efficiency  and  service.  In  one  case,  five  of  these  wheels  have 
been  replaced  by  turbines.    It  can  be  stated  as  a  result  of  ex- 
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Water  Power  Companv,  ^Ir.  F.  G.  Bamn.  Consulting  Engineer 
of  the  Pacific  Gaa  t  Electric  Corporation,  ^Ir.  Albert  S.  Crane. 
Hydraulic  Engineer  of  the  J.  6.  White  Engineering  Corpora- 
tion, The  Stone  &  Webster  Engineering  Corporation.  !Mr.  P.  W. 
Ham,  of  the  Great  Western  Power  Company.  3tfr.  W.  A.  Doble. 
of  the  Pelton  Water  Wheel  Company,  and  the  Pacific  Tank  & 
Pipe  Co. 
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TABLE 

DATA  ON  CONDUIT  IN8TALL1ATION& 

Timber  Flames 


8  mi.   6   ft.  z  8    ft. 
Grade    .00254 

4  ft.  z  6  ft. -short 
sections 

4  ft.  z  7  ft. 
Grade  .00164 


Xo. 

Cap. 

Sec. 
Ft. 

Power 
Company 

Plant 

Open  Canals 

1 

850 

Pac.   Gas  A  El. 
Co.,  Cal. 

Colgate,    1899 

2 

65 

Pao.  Gas  &  El. 
Co.,  Cal. 

de  Sabla, 
1902-3 

8    ft.    on    top, 
3  ft.  deep 

8 

120 

Pac.  Gas  &  El. 
Co.,  Cal. 

Electra,    1898 

11   ft.  wide, 
4  ft.  deep 

4 

850 

Pae.  Gas  &  El. 
Co.,  Cal. 

Dram,  1913 

89,600    ft.-7   ft.   deep, 
11    ft.  wide   bot. 

6 

2,500 

Grt.  West.  P.  Co., 

Cal. 

Las  Plumas, 
1908 

6 

100 

S.  Joaquin  Lt.  A 
P.  Co.,   Cal. 

San  Joaquin, 
No.  1,  1911 

12,300   ft.   of   earth 
canal 

7 

600 

Pac.  Lt.  &  P.  Co., 
Cal. 

Big  Creek,  No. 
1,  1913 

8 

600 

Pac.  Lt.  A  P.  Co., 
Cal. 

Big  Creek,  No. 
2,  1913 

9 

470 

Sierra  A  S.  F.  P. 
Co.,  Cal. 

Stanislaus, 
1907-8 

Open   ditch   800  feet 

10 

820 

Tmckee  RiT.  Gen. 
El.  Co. 

Fleisch  on  True. 
B.,   1904 

2,200   ft.   unlined 

11 

600 

Portland  Ry.  Lt. 
A  P.  Co. 

Bull  Run,  1918 

9.250  ft.   Con.   lined. 
18  ft.  on  bot.  Sip.  1:1 

12 

1,200 

Northwest.  El.  Oo., 
Oregon 

White  Salmon  B., 
1913 

13 

400 

City  of  Taeoma, 
Wash. 

Nisqually,    1910 

1,000  ft.  Concr.  flume 

14 

43 

Arisona  P.  Co. 

15 

1.500 
k  8,000 

Paget  Sd.  Tr.  Lt. 
A  P.  Co.,  Wash. 

White  Riv.,  1912 

45  ft.  wide.     Flume 
inside 

16 

1.250 

Cen.  Colo.  P.  Co. 

Shoshone,  1909 

17 

2,000 

Grt.  No.  P.  Co., 

Minn. 

St.  Louis  R., 
1907 

Earth  and  Rock 
R.  sec.  30  z  15  ft. 

18 

150 

Cleveland   CI.   P. 
Co.,  Mich. 

Carp  RiT.,   1912 

19 

230 

Mohawk  Hyd.-El. 
Co.,  N.  Y. 

Ephratah.  1911 

20 

1,650 

Ga.  Ry.  A  P.  Oo. 

Tallulah  Falls, 
1914 

21 

1,650 

Salmon   RiT.   P. 
Co.,  N.  Y. 

Salmon  R.,  1914 

22 

1,200 

Eastern  Tenn. 
P.  Co. 

Ocoee  RiT.,  No.  2 

2,600  ft. 


715  ft.  concr.  fl. 
966  ft.  steel  fl. 


14.8  mi.  6  ft.  z  9  ft. 
Grade  .00189 

8.900  ft.-6  ft.  z  10  ft. 
Grade  .0005 

18,500  ft.-6  ft.  z9H 
ft.     Grade  .002 


12,000   ft.    concrete 
2,200  ft.   timber 


4H  miles  9  ft.  9  in. 
X  14  ft.  2  in. 


HYDRAULIC  POWER  DEVELOPMENT  AND  USE 
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Tunnels 
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Total 
Length 


8  miles 


12  miles 


About  19  miles 


3,600  ft.  riveted 


About  S\k  miles 


15.168   ft. 


15,168  ft.-220  sq.  ft. 
Max.  pressure  87  lbs. 

10,755   ft.,   5   ft.  z6  ft.  24,736   ft. 


400  ft.  of  108  in.,  6,480 
ft.  of  84  in.  Grade  .0075 

250  ft.  of  108   in.  riveted 


8,880   ft.   of   12   ft. 
diameter.  Grade  .002 

21,300    ft.   of    12    ft. 
dia.      Grade   .0032 


10,360  ft. 
21,550  ft. 
15  miles 


3  0,100    ft. 


5,070  ft.-13H    ft. 
dia.  Grade  .00094 


4,800  ft.  concrete 
pipe 


340  ft.-lO  ft.   Riv.  steel 
pipe 

7,500  ft.  steel  pipe 


5,280  ft.  with  Fl.    2,640 
ft.-lO   ft.  zlO   ft.   lined 


10,015  n.B\/k  ft. 
X  10  Vi   ft.    Grd.  .002 

10,000    ft. 


2,850  ft.  of  12  ft. 
12  in.  concrete  lining 

2^    miles 


33,080   ft. 


5,070   ft. 


11,355    ft. 


38,100    ft. 


2V&   miles 
About  8,800  feet 


10,700  ft.-60  in. 
Up  to  175  ft.  head 

2  miles 


8,100  ft.-66  in.  Lock  bar. 
500  ft.-66  in.  riveted 


19,300   ft. 


2  miles 


Max.  head  160  ft. 

3.450  ft.-12  ft.  dia. 
4,875  ft.- 11  ft.  dia. 


1,200  tt.-ll^k    ft. 
riveted 


6,665  ft.-151  sq.  ft. 
Grade  .002 

600  ft.-12  ft.  dia., 
lined 


6,665  ft. 
9,625  ft. 
4H  miles 
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DISCUSSION 

Mr.  Mr.  W.  A.  Doble,*  M.  Am.  Soc.  C.  E.  (by  letter),  observed,  in.refer- 

Doble.  Qj^QQ  ^Q  penstocks,  that  the  principal  question  involved  is  whether  the 
penstock  should  be  made  of  plate-riveted  construction,  or  lapwelded.  The 
determining  factors  in  this  connection  must  be  the  ultimate  cost  and  the 
results;  and  one  of  the  important  factors  to  be  considered  is  the  frie> 
tional  retardation  of  the  flow  of  water  due  to  riveting  or  butt-strap 
joints. 

In  pipe  lines  subjected  to  a  moderate  head,  and  where  the  diameter 
is  comparatively  large  in  proportion  to  the  thickness,  it  generally  works 
out  that  some  form  of  riveted  pipe  is  the  cheapest  to  install.  In  high- 
heads  plants,  however,  this  is  not  usually  the  case.  The  lapwelded  tube^ 
having  the  first  great  advantage  of  a  smooth  interior  surface,  secures 
much  lower  f rictional,  losses,  and  therefore  to  produce  equal  results,  a 
smaller  diameter  of  pipe  line  can  be  used,  which  in  turn  allows  thinner 
metal  to  be  used  in  the  walls  with  the  same  factor  of  safety;  these  re- 
sults being  cumulative,  permit  a  smaller  and  lighter  pipe. 

Among  the  examples  noted,  Mr.  Galloway  refers  to  the  pipe  line  in 
Boulder  Canyon,  Colorado,  which  operates  under  a  head  of  1,830  feet 
(558  meters),  length  9,800  feet  (2,990  m.),  being  riveted  throughout,  the 
diameter  varying  from  56 Ms  inches  (1,435  mm.)  at  the  top,  to  44  inches 
(1,117  mm.)  at  the  bottom,  with  a  plate  thickness  of  1%  inches 
(44.5  mm.). 

The  making  of  this  pipe  line  of  plate  construction  was  a  mistake, 
as  was  shown  by  the  excessive  first  cost  due  to  the  difficulties  of  en- 
deavoring to  fabricate  a  pipe  line  of  44  inches  (1,117  mm.)  diameter, 
with  a  plate  thickness  of  1%  inches  (44.5  mm.).  Engineers  having  ex- 
perience with  the  difficulty  of  forming  heavy  plates  on  such  a  small 
diameter  as  this,  and  forming  the  heavy  inside  and  outside  butt  straps 
and  connecting  joints,  will  appreciate  this. 

The  makers  found  great  difficulty  in  manufacturing  this  pipe  line. 
The  time  required  was  much  greater  than  they  anticipated,  and  the 
starting  of  the  power  plant  was  seriously  delayed.  In  addition,  when 
the  pipe  line  was  installed,  it  was  practically  a  failure  for  the  reason 
that  nearly  every  joint  leaked  badly.  It  was  found  impossible  to  caulk 
these  joints,  and  it  finally  became  necessary  to  weld  all  of  the  seams 
and  joints  for  the  lower  part  of  the  pipe  line.  This  took  a  considerable 
length  of  time,  and  involved  a  very  great  expense,  approximating  from 
35%  to  50%  of  the  original  cost  of  the  pipe.  It  is  therefore  question- 
able as  to  whether  this  line  can  be  considered  as  a  successful  example 
of  riveted-pipe  construction,  especially  as  its  defects  were  corrected  by 
oxy-acetylene  welding.  Had  the  engineers  adopted  the  metallic-electrode 
electric  system  of  welding,  this  could  have  been  performed  in  less  time, 
and  with  a  considerable  saving  in  cost. 

*  Chief  Engr.,   Pelton   Water  Wheel   Co.,    San   Francisco,    Calif. 
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Regarding  the  general  question  of  the  use  of  the  two  types  of  pipe  Mr. 
line,  with  the  exception  of  the  Pacific  Coast,  the  lapwelded  type  is  Doble. 
strongly  favored  by  engineers,  as  it  is  indeed  by  many  of  the  power 
plant  engineers  of  the  Pacific  Coast.  However,  having  investigated  the 
subject  he  had  ascertained  that  in  all  of  the  pipe  lines  installed,  where 
welded  pipe  was  used,  there  have  been  five  reports  of  defective  welds, 
and  these  results  have  led  some  engineers  to  condemn  the  lapwelded  pipe 
as  being  uncertain.  He  felt,  however,  that  the  experience  with  the 
Boulder  pipe,  as  a  single  example  of  defective  riveted  pipe  construction, 
would  many  times  offset  the  defective  welds  in  all  of  the  welded  pipes 
that  he  had  been  able  to  find  reported.  He  considered  the  criticism, 
therefore,  hardly  justified. 

Mr.  Doble  further  pointed  out  that  his  purpose  in  citing  the  Boulder 
pipe  is,  that  unless  the  troubles  experienced  with  this  pipe  line  were 
made  of  record  in  this  paper,  engineers  might  otherwise  accept  it  as  a 
safe  precedent  to  follow. 

Further,  in  these  five  reported  complaints  of  defective  welding,  in 
most  cases  it  was  only  one  or  two  comparatively  short  defects,  which 
were  insignificant  when  compared  with  the  total  amount  of  lapwelded 
pipe  lines  that  have  been  installed.  As  an  illustration,  the  following 
figures  give  the  amount  of  welded  pipe  lines  furnished  by  one  maker, 
the  figures  representing  the  output  for  1913,  which  was  the  date  of  the 
last  report. 

Number  of  pipe  lines — 170. 
Total  length— 366,917  ft.  (111,865  m.). 
Maximum  pipe  diameter — 84"  (2,134  mm.). 
Minimum  pipe  diameter — 11"  (277  mm.). 
Max.  thickness  of  plates — 1%"  (28.6  mm.). 
Min.  thickness  of  plates — 3/16"  (5  mm.). 

It  will  be  seen  that  the  amount  of  this  type  of  pipe  line  used  has 
been  very  great,  and  in  considering  the  questions  of  reported  defects, 
the  extensive  use  of  this  type  of  pipe  line  should  be  considered. 

A  further  advantage  in  the  installation  of  the  welded  pipe  line  is 
in  the  great  saving  in  time  in  the  laying  and  finishing  of  the  pipe  line 
in  the  trench. 

In  the  welded  pipe  lines  thus  far  installed  on  the  Pacific  Coast,  the 
pipe  has  been  welded  from  a  plate  of  steel  of  the  proper  thickness. 
However,  this  is  not  the  best  form  for  the  heaviest  pressure  work,  such 
as  the  Boulder  Canyon,  Colorado,  plant,  or  the  pipe  line  for  the  Pacific 
Coast  Light  &  Power  Corporation  at  Big  Creek.  For  this  high-head 
work,  the  design  which  should  be  used  consists  of  a  comparatively  thin 
barrel,  or  tube,  reinforced  with  seamless  rolled  steel  bands  shrunk  on 
the  outside  of  the  pipe  tube,  similar  to  the  construction  adopted  for 
large  guns  and  mortars.  A  comparatively  thin  plate  can  thus  be  used, 
which  insures  a  safe  welding,  and  provides  a  material  to  take  up  the 
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Mr.    stress  in  the  pipe,  which  can  be  made  of  very  high  elastic  limit.    Such 
Doble.  material   being  available,  at   a  reasonable   cost,  ranging  from   125,000 
pounds  tensile  strength  per  square  inch  to  160,000  pounds  per  square 
inch,  and  having  an  elastic  limit  as  high  as  100,000  pounds. 

In  such  a  pipe,  the  bands  are  shrunk  on  the  pipe  tube  and  are  de- 
signed of  the  size  and  cross-sectional  area  required  to  carry  the  stress 
in  the  pipe.  The  spacing  of  these  bands  is  such  as  to  provide  for  the 
proper  support  to  the  pipe  tube.  In  general,  it  is  found  that  the  bands 
can  be  spaced  about  the  width  of  the  band  apart;  but,  necessarily,  each 
design  of  pipe  must  be  worked  out  to  meet  the  conditions  under  which 
it  is  to  operate.  Such  a  pipe  line  represents  the  best  possible  construc- 
tion at  reasonable  cost. 

In  certain  of  these  high  pressure  pipe  lines,  a  seamless  drawn  pipe 
tube  has  been  used;  but  owing  to  the  limitations  of  this  process,  the 
length  of  each  section,  or  drawn  tube,  is  comparatively  short,  making 
it  necessary  to  weld  these  short  sections,  thus  adding  to  the  high  cost 
of  the  process. 

In  the  construction  of  the  pipe  line  for  the  Mill  Creek  No.  3  Plant 
of  the  Southern  California  Edison  Co.,  operating  under  1,960  feet  head, 
a  welded  pipe  was  used,  but  the  lower  end  of  this  pipe  was  reinforced 
by  being  wire  wound.  This  pipe  has  been  in  continuous  service  since 
1903,  but  the  cost  of  this  process  is  greater  than  the  banded  pipe,  and 
there  is  more  liability  of  corrosion  of  the  wires.  The  banded  pipe  rep- 
resents the  better  type  of  construction. 

The  manufacture  of  lapwelded  pipe  has  increased  very  rapidly. 
There  are  now  four  companies  in  the  United  States,  seven  in  Germany, 
at  least  one  in  England,  and  one  in  Sweden,  equipped  to  manufacture 
this  class  of  pipe. 

In  addition  to  the  types  of  joints  specified  by  Mr.  Galloway,  Mr. 
Doble  pointed  out  that  a  form  of  joint  termed  the  ''Muff"  joint  is  also 
extensively  used.  This  method  provides  an  expansion  joint  for  each 
pipe  length  of  the  line,  one  end  of  each  section  of  pipe  being  belled  out 
to  receive  the  straight  end  of  the  adjoining  section,  and  this  joint  ia 
packed  with  a  special  composition  held  in  place  either  by  lead  caulked 
into  the  bell,  or  by  a  follower.    It  also  permits  of  very  rapid  installation. 

Mr.  Galloway  recommends  as  the  best  method  of  installing  pipes, 
the  supporting  of  these  pipes  on  concrete  piers  located  from  15  feet  to 
20  feet  (5  to  7  m.)  apart,  and  anchored  at  intervals  by  steel  straps. 
Such  a  construction  is  used  in  a  great  many  cases,  but  unless  a  ''Muff" 
type  of  joint  is  used,  or  a  large  number  of  expansion  joints,  there  is 
danger  of  expansion  and  contraction  stresses,  especially  during  the  in- 
stallation of  the  pipe,  and  also  at  any  time  the  pipe  line  should  be 
emptied.  Further,  with  such  a  construction,  the  pipe  line  is  not  as  well 
supported  as  where  it  is  bedded  directly  in  the  earth,  first  having  been 
thoroughly  protected  against  erosion  and  corrosion,  and  then  tamped 
and  entirely  covered. 
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In  his  opinion,  the  best  practice  in  pipe  line  installation  is  to  first  Mr. 
locate  the  heavy  pipe  connections  and  thrust  block  located  at  the  power  l>oble. 
planty  providing  substantial  concrete  or  stone  supports  to  prevent  any 
slippage  or  creeping  of  the  pipe  lines.  After  these  terminal  connections 
at  the  power  plant  are  ready,  then  the  pipe  line  should  be  installed  in 
sections  of  approximately  ten  lengths,  or  any  convenient  number.  When 
these  lengths  have  been  jointed,  a  test  flange  should  be  put  on  at  the 
upper  end,  the  pipe  filled  with  water  and  brought  up  to  test  pressure, 
and  when  found  tight  at  all  joints  should  be  then  thoroughly  tamped, 
back-filled  and  covered;  then  the  test  head  should  be  removed  and  the 
next  series  of  ten  sections  installed,  leaving  the  lower  ten  sections  filled 
with  water.  This  should  be  repeated  until  the  entire  pipe  line  is 
completed. 

By  this  method  the  pipe  can  be  tested  as  it  is  laid,  tamped,  back- 
filled and  covered,  and  kept  full  of  water,  thus  eliminating  all  expansion 
and  contraction  strains.  It  further  has  the  advantage  that  due  to  keep- 
ing the  weight  of  the  water  in  the  pipe,  the  pipe  takes  up  any  settle- 
ment as  it  is  being  laid,  thus  giving  assurance  against  stresses  in  the  pipe 
due  to  slight  settling  of  the  foundation. 

The  writer  has  known  of  one  case  where  the  pipe  line  was  laid 
starting  at  two  different  points,  and  the  daily  creepage  of  the  line,  until 
the  connecting  section  was  put  in,  amounted  to  seven  inches,  this  being 
the  actual  daily  travel  of  the  pipe — closing  the  connecting  point  when 
hot  in  the  daytime  and  opening  out  that  far  after  cooling  down  at 
night.  There  have  been  other  interesting  examples  of  pipe  lines  being 
pulled  in  two  due  to  having  been  installed  in  warm  weather,  and  later 
subjected  to  the  internal  stress  duo  to  the  shrinkage  of  the  plates  in 
cold  weather. 

It  is  of  the  utmost  importance  in  installing  heavy-pressure  pipe 
lines,  especially  on  steep  side  hills,  to  most  thoroughly  anchor  the  pipe 
line,  protecting  it  against  slippage,  and  further,  protecting  the  founda- 
tions against  undermining  during  heavy  rain  storms. 

Regarding  protection  against  corrosion,  lapwelded  pipe  has  an  ad- 
vantage over  riveted  pipe,  due  to  the  process  of  manufacture.  In  the 
riveted  pipe  the  plates  are  made  by  the  plate  mill,  shipped  to  the  pipe- 
maker  and  fabricated,  the  original  rolling  mill  scale  being  left  on  the 
plates.  During  transportation  and  manufacture  previous  to  dipping, 
some  rusting  is  very  apt  to  take  place;  whereas,  in  the  process  of  manu- 
facturing the  welded  pipe,  after  the  pipe  tube  has  been  welded,  it  is  then 
placed  in  the  annealing  furnace,  brought  up  to  a  proper  annealing  heat, 
passed  through  the  rounding-up  rolls,  and  while  still  hot  and  before 
there  is  any  chance  for  mill  scale  to  form  or  oxidation  to  take  place,  it 
is  first  scrubbed  all  over  with  steel  brushes,  and  then  given  the  first 
treatment  of  protective  coating,  put  on  at  such  a  high  heat  that  it  also 
protects  the  pipe  against  rusting  during  fabrication  and  before  taking 
the  final  dipping. 
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Iff.  In  addition  to  this  method,  many  pipe  lines  are  now  being  protected 

Doble.  by  wrapping  them  with  one  or  more  layers  of  special,  heavy  burlap  bands. 
This  burlap  banding  is  wound  spirally  around  the  pipe,  and  while  being 
wound  is  cemented  to  the  pipe  by  being  saturated  with  a  protective 
pitch,  the  band  being  drawn  through  a  heated  pitch  receptacle  while 
being  wound  on  the  pipe.  This  makes  the  best  possible  protection,  and 
protects  the  initial  coating  and  dipping.  The  pipe  can  then  be  buried 
in  the  earth  at  a  depth  below  the  frost  line,  insuring  against  expansion 
and  contraction  stresses,  as  well  as  the  corrosion  and  mechanical  injuries 
to  which  pipes  placed  on,  or  above,  the  surface  are  exposed,  as  frequently 
the  protective  coating  is  knocked  off  by  men  walking  on  the  pipe,  or 
other  causes  which  start  local  corrosion. 

Under  the  head  of  valves  and  accessories,  Mr.  Galloway  refers  to 
the  use  of  hydraulic  cylinders,  or  electric  motors,  for  operating  gate 
valves.  Mr.  Doble  stated  that  in  their  latest  practice,  they  were  sub- 
stituting, in  lieu  of  these  devices,  a  reversible  water  motor.  This  has 
a  great  advantage  over  a  hydraulic  cylinder,  as  the  cylinder  and  also  the 
packing  of  the  piston  in  the  latter  are  subject  to  deterioration  from  im- 
purities in  the  water;  also,  there  is  a  tendency  for  silt  to  deposit  in  the 
cylinder  and  valves,  preventing  the  operation  of  the  latter. 

The  reversible  water  wheel  has  also  the  advantage  of  an  extremely 
high  starting  torque,  enabling  it  to  overcome  the  tendency  of  the  valve 
disc  to  adhere  to  its  seat  after  remaining  closed  for  some  time. 

A  very  important  element  which  Mr.  Galloway  has  not  mentioned, 
IS  the  construction  of  the  head  gates.  In  the  earlier  days  very  simple 
forms  of  wooden  head  grates  were  used;  but  the  importance  of  this  ele- 
ment is  now  being  appreciated,  and  in  the  most  recent  work,  head  gates 
of  the  needle  type,  hydraulically  operated,  have  been  installed  with 
complete  success;  these  valves  have  the  advantage  of  absolute  certainty 
of  operation. 

Referring  to  the  choice  of  power  units,  Mr.  Doble  pointed  out  that 
the  choice  between  a  '^ Francis"  type  turbine  or  a  "Pelton"  wheel  de- 
pends on  somewhat  broader  considerations  than  as  outlined  by  Mr. 
Galloway.  The  lines  of  demarkation  are  not  as  well  defined  as  might 
be  understood  from  the  paper,  and,  therefore,  each  installation  must  be 
thoroughly  investigated,  considering  not  only  the  question  of  horse- 
power and  speed  of  wheel,  but  also  the  cost  of  the  foundations,  pipe 
connections  and  the  character  of  the  water. 

In  a  recent  plant  consisting  of  six  units,  850  k.v.a.  capacity,  under 
an  effective  head  of  107  ft.,  where  it  would  appear  that  the  "Francis" 
type  turbine  would  be  most  suitable,  it  was  found  absolutely  necessary 
to  install  vertical  shaft  '*Pelton"  units.  The  reason  for  this  was  that 
the  character  of  water  furnished  to  the  plant  carried  excessive  quan- 
tities of  grit  and  silt,  so  that  the  probably  excessive  deterioration  of 
the  Francis  turbine  precluded  consideration  of  this  type.  The  units, 
which  rotate  at  ninety-four  revolutions  per  minute,  are  arranged  with 
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a  vertical  shaft,  six  jets  of  water  being  applied  to  the  wheeL     These    Mr. 
units  have  recently  been  put  in  service  and  preliminary  tests  indicate  l^ohle. 
an  efficiency  of  approximately  84%.    In  general,  the  greater  horsepower 
of  the  unit  permits  the  satisfactory  installation  of  the  Francis  turbine 
under  higher  heads,  but  this  is  limited  by  the  character  of  the  water 
furnished  to  the  plant. 

This  is  of  the  utmost  importance,  particularly  in  mountain  sections 
where  high  heads  are  available,  for  the  reason  that  in  such  countries  the 
water  at  certain  seasons  of  the  year  is  apt  to  carry  large  quantities  of 
sand  and  silt  due  to  heavy  rains  in  the  mountains,  and  very  much  in- 
creased by  the  disintegration  of  the  country  rock,  due  to  freezing  and 
thawing.  In  certain  sections  of  the  Pacific  Coast,  each  spring  brings 
down  huge  quantities  of  decomposed  granite  and  mica.  Material  of  this 
kind  is  very  erosive  and  rapidly  cuts  out  the  revolving  elements  and 
clearance  rings  of  the  turbine. 

Referring  to  efficiency,  Mr.  Doble  observed  that  the  initial  efficiency 
of  a  water  wheel  is  not  as  important  as  the  question  of  the  maintained 
efficiency,  and  in  many  plants  it  is  better  engineering  to  consider  pri- 
marily the  question  of  sustained  efficiency  and  cost  of  upkeep  and  con- 
tinuity of  service.  In  other  streams  of  the  Pacific  Coast,  where  the 
water  comes  from  countries  heavily  timbered  and  with  heavy  vegetable 
growth,  the  water  at  all  times  is  non-erosive,  and  on  such  streams  tur- 
bines can  be  installed  under  much  higher  head  with  reasonable  predic- 
tion of  satisfactory,  reliable  service. 

Regarding  multiple  nozzles,  he  called  attention  to  the  fact  that  this 
question  dates  back  to  the  very  earliest  history  of  the  development  of 
the  Pelton  wheel  in  California.  It  was  the  practice  in  the  early  days 
to  use  two,  three  and  four  nozzles  on  a  single  wheel,  thus  permitting 
smaller  diameter  jets,  smaller  buckets  and  cheaper  wheel  construction. 
As  to  whether  a  single  jet  or  multiple  jets  are  to  be  used  on  a  wheel, 
depends  entirely  upon  conditions  existing  at  the  power  plant;  also,  on 
the  operating  conditions,  the  cost  of  the  generator,  the  difficulties  of 
transport  of  larger  and  heavier  machines  in  mountainous  countries,  and 
on  the  character  of  the  load.  In  some  cases,  owing  to  long  periods  of 
operation  at  half  load  or  less,  multiple  jets  are  advantageous. 

In  general,  however,  all  things  being  equal,  a  horizontal-shaft  single- 
jet  unit  is  the  simplest,  most  efficient  and  the  best  type  of  unit  to  install, 
particularly  as  it  simplifies  the  question  of  heavy  pipe  fittings. 

These  remarks  are  also  true  as  between  the  selection  of  a  horizontal- 
shaft  and  vertical-shaft  unit.  Usually  the  increased  cost  of  foundations 
and  piping  for  the  vertical  shaft  unit  makes  the  final  cost  of  the  power 
plant  more  expensive.  This  question  is  therefore  one  that  must  be 
answered  only  after  a  thorough  analysis  of  all  the  conditions. 

With  reference  to  the  preference  as  between  horizontal  and  vertical- 
shaft  small-unit  turbines,  the  horizontal -shaft  type  is  more  favorable. 
This  is   also  true  under  special  conditions  for  large  Francis  turbines; 
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Mr.    but,  in  general,  it  is  preferable  to  install  large  size  Francis  turbines  of 
Doble.  vertical-shaft  construction,  thus  bringing  about  ideal  conditions  from  the 
turbine  standpoint. 

Prof.  Prof.  G.  H.  Marx,*  Mem.  Am.  Soc.  M.  E.,  expressed  his  regret  that 

Marx,  ii^f  Galloway  had  seen  fit  to  impute  obstructionist  motives  to  the  men 
in  the  Government  service  who  are  devoted  to  safeguarding  the  property 
rights  of  the  general  public  against  monopolistic  exploitation. 

Hr.  Mr,  J.  D.  aalloway^t  M.  Am.  Soc.  G.  E.  (author's  closure),  called 

Galloway,  attention  to  the  fact  that  in  writing  the  paper  on  **  Hydraulic  Power 
Development  and  Use",  he  had  endeavored  to  adhere  to  the  instructions 
of  the  Committee  in  charge.  As  understood,  the  paper  was  limited  to  a 
discussion  of  present  practice,  without  particular  comment  upon  the 
merits  of  any  one  type  of  construction. 

He  noted,  however,  that  Mr.  Doble,  in  his  discussion,  had  entered 
into  the  subject  of  tBe  design  of  riveted  pipes.  The  subject  is  one  of 
considerable  interest,  where  much  difference  of  opinion  exists.  It  is 
unnecessary  to  refer  to  the  smaller  amount  of  friction  in  a  welded  pipe 
as  compared  to  that  of  a  riveted  pipe.  The  merits  of  the  two  types 
of  construction  must  be  determined  by  other  controlling  factors,  the 
principal  one  of  which  is  the  service  in  the  field.  Mr.  Doble  had  referred 
to  the  pipe  line  of  Boulder  Canyon,  Colorado,  as  an  example  of  a  riveted 
pipe  line  which  failed  in  service.  The  failure  of  this  pipe  line  had 
nothing  whatever  to  do  with  the  merits  of  riveted  pipe.  Anyone  con- 
versant with  the  proper  design  of  such  pipes  could  have  foreseen  the 
leakage  which  actually  occurred  in  this  pipe,  due  entirely  to  defective 
design.  It  must  be  recognized  that  any  type  of  construction  necessarily 
requires  proper  design  of  its  parts.  When  this  proper  design  is  lacking, 
there  is  no  reflection  upon  the  type  as  a  whole.  The  Boulder  pipe  did 
not  fail  through  failure  of  riveted  joints.  It  leaked  because  the  joints 
were  not  properly  designed  to  be  water-tight.  Aside  from  this,  he  did 
not  know  of  any  riveted  pipe  line  which  has  failed  in  service  through 
failure  of  the  riveted  joints.  He  is,  however,  familiar  with  a  large 
number  of  such  pipe  lines,  working  under  high  heads,  which  have  given 
satisfaction  for  many  years. 

Referring  to  the  subject  of  welded  pipes,  he  is  also  familiar  with 
a  number  of  installations  where  lap- welded  pipes  have  been  used  and  in 
which  a  number  of  disastrous  failures  have  occurred.  He  has  also  in- 
formation regarding  such  failures  on  pipe  lines  in  other  places.  The 
general  method  of  failure  is  for  these  pipes  to  open  on  the  weld,  tear 
back  a  large  section  of  the  pipe  and  allow  the  water  to  escape,  to  the 
extreme  damage  of  the  power  house  below.  Such  failures  have  been 
noted  in  lap-welded  pipes  of  both  foreign  and  domestic  make. 

Mr.  Doble  also  refers  to  the  support  of  pipe  lines  on  concrete  piers. 
His  opinion  is  well  taken,  in  that  it  is  always  best  to  bury  such  pipe 

*  Prof.   Hech.   Engr.,    Stanford   Uniyersity,    Calif. 
t  Cons.   Engr.,    San   Francisco,   Calif. 


DISCUSSION:    HYDRAULIC  POWER  DEVELOPMENT  AND  USE        421 

in  earth,  if  possible.    This  forms  the  best  anchorage  for  any  pipe.   There        Mr. 
are,  however,  a  number  of  cases  where  the  hillside  is  so  steep  that  bury-  0*llow»3r. 
ing  the  pipe  in  earth  is  impossible.     It  was  with  such  installations  in 
mind,  that  reference  was  made  to  support  by  means  of  concrete  piers. 

Referring  to  Mr.  Doble's  comments  on  the  design  of  water  wheels, 
this  subject  is  covered  in  other  papers  before  the  Congress,  and  therefore 
no  further  comment  seems  necessary  here. 
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PREFACE. 

I  shall  deal  with  the  modern  practice  in  water  turbines, 
dividing  the  subject  into  three  sections,  low-,  medium-,  and 
high-head  water  turbines,  and  afterwards  speak  of  the  auto- 
matic goyemors.  Discussing  the  matter  chronologically,  I  in- 
tend to  explain  the  final  object  to  be  attained,  and  the  means  of 
doing  so,  proposed  and  employed  up  to  now.  The  latest  de- 
velopments will  be  discussed  in  detail.  I  am  in  a  position  to  do 
so,  as  Switzerland  affords  the  desired  facilities  for  installing 
low-,  medium-,  and  high-head  water  turbine  plants.  The  prin- 
cipal features  of  the  development  of  this  modem  science  have 
been  tried  in  this  country,  and  adopted  on  a  much  larger  scale 
abroad.  This  paper  will  be  divided  into  four  chapters,  and 
will  give  at  the  end  an  idea  of  the  present  outlook  for  the  near 
future.* 

LOWHEAD  WATEB-POWEB  DEVELOPMENTS. 

The  first  large  low-head  water-power  plants  in  Switzer- 
land were  laid  out  at  Rheinfelden,  on  the  Rhine,  about  30  kilo- 
meters upstream  from  Basel,  where  twenty  vertical  turbines  of 

*  The  paper  by  Dr.  Zoelly  was  accompanied  by  a  large  number  of 
photographs  and  drawings,  of  which  only  a  few  could  be  reproduced  on 
account  of  lack  of  space. — Editors. 
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900  hp.  each  were  installed  in  the  year  1894,  and  another  instal- 
lation, at  Ch^vres,  with  fifteen  turbines  of  1200  hp.  each,  built 
in  the  same  year,  located  some  5  kilometers  downstream  from 
Geneva  on  the  Rhone.  The  power  developed  by  both  plants  is 
partially  used  for  lighting  and  power,  and  partially  in  chemi- 
cal works  located  near  them.  With  a  view  to  obtaining  as  high 
a  speed  as  possible  on  the  shaft,  in  order  to  use  generators  of  a 
light  and  inexpensive  type,  the  designer  was  induced  to  ar- 
range quadruple  turbines  at  Rheinfelden  and  double  turbines 
at  Ch^vres,  each  runner  containing  three  different  rows  of  mov- 
ing blades.  The  runners  were  designed  of  the  conical  type,  and 
are  controlled  by  hydraulically  operated  gates.  The  revolving 
weight  of  the  units,  in  both  plants,  is  supported  by  a  thrust 
bearing  running  with  a  film  of  oil  under  pressure.  The  speed 
attained  in  both  plants  is  rather  low  in  proportion  to  the  head. 
The  output  of  each  generator  set  is  also  very  small,  which 
increases  the  initial  cost  of  the  installation  in  a  very  serious 
manner.  The  tendency  toward  increase  of  speed,  with  still 
larger  outputs,  and  the  desire  to  avoid  any  generators  not  of 
standard  design,  inaugurated  the  era  of  installations  with  hor- 
izontal turbines  only,  at  the  beginning  of  this  century.  It  must 
be  borne  in  mind,  that  at  this  early  date  the  vertical-shaft  gen- 
erator was  exceptional.  The  first  larger  plant  of  this  kind  was 
the  one  for  the  development  of  the  water  power  of  the  Aare, 
at  Wangen,  containing  seven  quadruple  turbines  of  1500  hp. 
each,  built  in  1904.  The  municipal  plant  of  the  City  of  Berne, 
also  on  the  Aare,  at  Felsenau,  containing  five  twin  units  of 
1250  hp.  each,  was  started  in  1907.  Two  very  large  develop- 
ments, one  on  the  Rhine  at  Augst,  some  fifteen  kilometers  up- 
stream from  Basel,  and  the  other  at  Laufenburg,  about  fifty 
kilometers  upstream  from  the  same  city  (Fig.  1),  were  equipped 
with  horizontal  quadruple  turbines  with  inspection  chambers 
for  the  bearings,  accessible  from  underneath.  These  installa- 
tions are  all  equipped  with  standard  horizontal  generators,  the 
whole  controlling  mechanism  of  the  turbine  being  under  water 
in  the  open  chamber  directly  connected  to  the  head  race.  The 
elevation  of  the  shaft  above  the  tail  race  is  determined  by  the 
maximum  draught  head  of  the  water  turbines,  and  the  gen- 
erator room  floor  is  overflowed  during  floods,  so  that  a  number 
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of  precautions  had  to  be  taken  in  the  cocstruction  of  the  plant 
to  avoid  any  injury  to  it. 

Very  great  progress  has  been  made,  especially  with  a  view 
of  avoiding  this  trouble,  by  raising  the  level  of  the  turbine  to 
nearly  the  level  of  the  head  race,  or  even  above  the  latter. 
Some  important  plants  have  been  built  on  these  lines,  with 
very  great  success.  The  Amperwerke  Company  started  in 
1908  the  Unterbruck  Power  Station,  with  three  quadruple  hori- 
zontal turbines  of  650  hp.  each,  and  the  Eranzberg  plant,  with 


Ttg.  1.     QntMlrllpU  HOTlionMI  TorUn*  at  th*  Plant  at  Iianfanbuf,  SwltMiland. 
H  =  8  m.;   N  =^  75O0  hp.i  n  =  107 

three  quadruple  horizontal  turbines  of  950  hp.  each.  Both 
plants  were  ready  for  operation  in  1908.  Another  very  inter- 
esting installation  of  quadruple  turbines  is  that  of  Alessrs. 
Jenny  and  Schindler  at  Kennelbach  in  Austria,  with  one  quad- 
ruple horizontal  turbine  of  250  hp.,  built  in  1910,  with  only 
two  bearings.  All  these  plants  are  designed  in  snch  a  manner 
that  the  turbine  starts  as  soon  as  the  gate  is  opened,  the  high- 
est point  of  the  runner  being  not  higher  than  the  head-race  level. 
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The  plant  of  Messrs.  Giinther  &  Richter,  in  Qermany,  contains 
a  sextuple  horizontal  turbine  installed  above  the  head-race 
level,  so  that  a  starting  device  is  necessary  to  set  the  turbine 
in  motion.  By  opening  a  small  valve,  water  from  the  head 
race  is  discharged  into  the  draught  tube  of  the  turbine;  the 
water  acts  as  an  ejector,  producing  very  quickly  the  necessary 
back  pressure  in  the  turbine  chamber  to  permit  the  admission 
of  sufficient  water  to  drive  the  turbine.  The  time  necessary  for 
doing  so  is  only  two  or  three  minutes.  The  high  elevation  of 
the  shaft  permitted  the  direct  coupling  of  the  grinders  to  the 
turbine  and  avoided  all  losses  due  to  any  kind  of  transmission 
gear  which  would  have  been  necessary  if  the  water  turbine  had 
been  installed  according  to  the  usual  practice. 

All  these  water  turbines  have  the  disadvantage  of  expos- 
ing the  whole  controlling  mechanism  to  rather  severe  wear,  as 
it  must  work  under  water.  Twin  and  quadruple  turbines  are 
rather  complicated  machines,  which  require  a  correspondingly 
large  number  of  spare  parts,  and  they  do  not  ensure  much  saving 
in  the  operating  costs.  The  ideal  turbine  is  one  of  simple 
design  which  will  permit  the  controlling  mechanism  to  be 
located  out  of  the  water.  The  first  improvement  to  be  at- 
tained was  the  increasing  of  the  specific  velocity  of  single- 
runner  turbines  of  higher  outputs  to  a  sufficiently  high 
speed  to  permit  of  the  direct  coupling  of  the  turbine  with 
the  generator.  These  studies  began  about  1910.  Each  of 
the  large  plants  at  Keokuk  on  the  Mississippi  and  Cedar 
Rapids  on  the  St.  Lawrence  fulfils  these  conditions.  The  same 
design  has  been  adopted  for  the  power  station  at  Olten-Qosgen, 
with  a  head  of  sixteen  metres  and  five  units  of  10,000  hp.  each, 
running  at  93  revs,  per  minute,  and  for  two  additional  units  to 
be  installed  in  the  near  future.  The  large  plant  for  Eglisau  on 
the  Rhine,  the  installation  of  which  is  just  now  being  seriously 
discussed,  will  very  probably  contain  seven  6000  hp.  units  of  the 
vertical  single-runner  type,  although  the  first  proposition,  made 
some  six  years  ago,  provided  for  horizontal  quadruple-runner 
turbines.  These  installations  with  vertical  turbines  permit  the 
generator  to  be  placed  at  such  an  elevation  above  the  tail-race 
level  that  the  flooding  of  the  generator  room,  even  at  very  high 
water,  can  be  avoided. 
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Flff.  3.     ParfomuuiM  Onnres  of  a  Low-Head  Tnrblna 


It  is  obvious  that  one  of  the  main  difSculties  in  designing 
low-head  turbines  is  to  arrange  them  for  a  sufS<;ient  capacity, 
especially  with  the  smallest  heads,  that  is,  during  floods.  This 
condition  ought  to  be  fulfilled  without  interfering  at  all  with 
the  very  best  efficiency  during  the  low-water  periods,  corre- 
sponding to  the  high  heads,  with  which  the  runner  has  to  work. 
The  enclosed  diagram.  Fig.  2,  may  give  an  idea  of  the  perfect 
manner  in  which  combinations  of  both  conditions  have  been 
attained.  I  am  sure  that  this  new  and  very  simple  design  will 
meet  with  increasing  favour  as  time  goes  on,  and  become  the 
standard  for  this  type  of  water  power  development.  Fig.  3 
shows  the  performance  of  a  standard  modern  low-head  turbine 
as  to  eflSciency  and  discharge  in  respect  to  the  output. 


MEDIUM-HEAD  DEVELOPMENTS. 

The  controlling  mechanism  of  the  guide  vanes  of  the 
spiral  Francis  turbines,  which  are  the  water  wheels  most  used 
for  medium  pressure,  originally  was  always  in  the  water.  All 
the  levers,  links,  pins,  and  so  on,  were  constantly  exposed  to 
the  water  stream  and  all  its  impurities.  A  very  important 
installation  put  down  with  controlling  mechanism  of  this  type 
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is  the  Brillanne  Power  House  Id  the  South  of  France,  with  five 
horizontal  twin  turbines,  in  spiral  casings,  of  3500  hp.,  started 
in  1906.  The  advantage  of  the  external  regulating  device  is  so 
great  that  these  large  turbines  were  changed  in  1911  to  this  new 
design.  Other  very  interesting  twin  turbines  (of  7000  hp.)  of 
the  same  design,  with  vertical  shafts  and  spiral  casings,  are  run- 
ning at  128  revs,  per  minute  under  a  head  of  19  metres  in 
Messrs.  Kellner  Partington's  installation  in  Norway.     In  the 


ng.  4,     Twin  BortiDDUl  Fruicli  ToibUiM;  StoTi  Lakt  PowM  PUnt, 
VaacODVW,  B.  0. 

H  =  S5  m.:  N=1!,SOO  hp.;  n  =  325 

ease  of  turbines  of  high  power,  large  water  capacities  and  very 
short  penstocks,  the  turbines  are  arranged  with  advantage,  not 
in  spiral,  but  in  cylindrical  casings,  as  the  ground  floor  space 
necessary  for  their  installation  is  thus  very  much  reduced  as 
compared  with  that  for  spiral  turbines.  All  of  these  turbines 
are  designed  with  the  controlling  mechanism  in  the  water,  and 
though  it  is  not  absolutely  impossible  to  arrange  the  mechanism 
outside  of  the  casing,  this  is  not  generally  done,  owing  to  the 
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much  higher  cost.  The  first  power  station  at  Shawinigan,  of 
the  Montreal  Power  &  Light  Co.,  includes  some  turbines  of  this 
type,  developing  10,000  hp.  each.  As  water  power  plants  with 
30  to  40  metres  head  are  very  frequent  in  Canada,  there  are 
some  very  interesting  installations  in  that  country,  for  instance, 
the  power  plant  of  the  Western  Canada  Power  Co.  at  Stave 
Lake,  where  there  are  four  horizontal  twin  turbines  installed 
in  cylindrical  casings,  developing  13,500  hp.  each,  under  a  head 
of  35  metres  (see  Plate  I  and  Fig.  4).  Eight  turbines  of  the 
same  design,  of  4500  hp.  each,  are  installed  at  the  Sao  Paolo 
Power  Plant  in  Brazil.  I  should  further  like  to  mention  the 
plant  at  Healy  Falls,  with  two  similar  turbines  of  5600  hp.  each. 

The  increasing  heads  for  which  Francis  turbines  have  been 
designed  require  quite  another  kind  of  controlling  mechanism, 
and  medium  pressure  turbines  had  first  to  be  provided  with 
external  regulating  devices.  Each  guide  vane  is  made  in  one 
piece  with  its  pin,  the  latter  extending  outside  the  casing 
through  stuffing  boxes.  All  the  levers  are  fixed  on  the  pins 
and  controlled  by  the  servomotor  by  means  of  a  special  device 
consisting  of  rings  and  rods  placed  outside  the  casing.  This 
arrangement  offers  great  accessibility  to  the  working  parts 
which  can  be  well  lubricated,  and  also  avoids  any  severe  wear 
and  tear.  The  large  power  plant  at  Chippis,  on  the  Rhone,  in 
Switzerland,  contains  large  spiral  Francis  turbines  of  7100  hp. 
running  under  a  head  of  75  metres.  The  Puntledge  Power  Sta- 
tion in  Canada  has  two  such  turbines  of  equal  dimensions,  with 
an  output  of  6000  hp.  each,  under  a  head  of  99  metres.  Another 
important  water-power  development,  belonging  to  the  Mexi- 
can Northern  Power  Co.,  on  the  Rio  Conchos  in  Mexico,  con- 
tains four  twin  spiral  turbines  of  9700  hp.  each,  which  began 
running  in  1911.  The  municipal  plant  of  the  City  of  Tokyo, 
in  Japan,  is  working  under  a  head  of  120  metres,  and  is  equipped 
with  six  horizontal  twin  spiral  turbines  of  17,500  hp.  each  (see 
Plate  II).  The  Montjovet  plant,  in  Northern  Italy,  containing 
three  twin  horizontal  units  of  6500  hp.  each,  under  50  metres 
head,  has  recently  been  put  in  running  order. 

This  kind  of  turbine  permits  of  increasing  the  speed  as 
much  as  desired,  in  order  to  use  the  cheapest  type  of  generator. 
About  the  year  1910,  such  improvements  began  to  be  seriously 
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taken  up  by  the  manufacturers.  Very  important  results  have 
been  obtained  in  this  direction  with  a  new  arrangement,  that 
is  to  say,  with  an  overhung  runner-wheel  mounted  on  the  end 
of  the  generator  shaft.  As  the  whole  of  the  controlling  mecha- 
nism can  be  located  on  the  cover  of  the  turbine,  and  the  draught 
tube  bend  designed  to  suit  the  shape  of  high-head  runners,  it 
is  possible  to  materially  increase  the  specific  speed  of  the  tur- 
bines without  interfering,  in  any  way,  with  the  accessibility  of 
the  external  controlling  gear.  The  draught  tube  bend  has  no 
internal  obstruction  at  all,  such  as  shaft,  stuflSng  box,  etc., 
which  is  a  very  important  point  in  regard  to  good  efficiencies 
with  high-speed  runners.  A  very  interesting  plant,  at  Tux- 
pango  in  Mexico,  contains  two  generator  turbines  of  9000  hp., 
running  under  a  very  high  head  of  170  metres,  and  shows  in  a 
convincing  manner  the  marked  importance  of  the  new  arrange- 
ments (see  Plate  III).  The  chief  advantages  are  the  very  small 
floor  space  occupied,  the  inexpensive  general  design,  and  the 
splendid  accessibility  to  all  parts  of  the  turbines  and  generat- 
ors. It  is  possible  to  disconnect  the  twin  turbines  into  two 
separate  halves,  each  runner  being  connected  at  one  end  to  the 
generator  shaft,  thus  providing  for  a  generating  set  with  only 
two  bearings.  This  arrangement  has  been  chosen  for  the  large 
turbines  of  the  Tremp  Power  Station  of  the  Barcelona  Trac- 
tion Light  &  Power  Co.  in  Spain.  Each  of  the  four  turbines 
installed  is  designed  for  a  maximum  output  of  12,500  hp.,  run- 
ning at  variable  heads  of  40  to  70  metres.  By  dismantling  the 
draught  tube  bends,  it  is  very  easy  to  remove  the  runners  and 
change  them.  It  is  intended  to  have  for  this  plant  two  sets  of 
runners  to  suit  the  varying  heads,  in  order  to  insure  the  best 
efficiency  at  all  times. 

The  constant  increase  in  size  of  the  generating  sets  for  tur- 
bines of  medium  head,  from,  say,  20,000  hp.  upwards,  has  ren- 
dered it  necessary  to  make  serious  investigations  as  to  the  pos- 
sibility of  installing  vertical  turbines  instead  of  the  horizontal 
ones,  because  the  very  large  spiral  casings  in  question  are  much 
easier  to  install  in  a  horizontal  position  than  vertically.  As  a 
matter  of  fact,  the  former  arrangement  is  the  only  practicable 
one  for  units  of  about  40,000  to  50,000  hp.  Very  large  dimen- 
sioned units  have  already  been  erected  in  the  Seros  Power 


UODERK  WATEB  TfRBIKE  PRACTICE  431 

House,  of  the  above  mentioaed  company,  in  Spain,  with  singile- 
runner  spiral  turbines,  each  of  15,000  hp.,  working  under  a 
bead  of  50  metres  (see  Plate  IV,  and  Figs.  5  and  6).  The 
spiral  casing  was  first  made  of  wrought  iron  and  had  a  circular 
cross  section,  which  type  of  construction  proved  very  satisfac- 
tory. In  fact,  the  whole  turbine  is  fixed  on  a  very  heavy  cast- 
steel  ring,  supporting,  directly,  tbe  yoke  and  the  thrust  bear- 
ing. The  scroll  casing  of  sheet  iron  is  also  fixed  to  this  ring 
but  is  not  strained  by  any  part  of  the  weight  of  the  turbine, 


rif.  S.    Slnflt  Vntleil  TuiMne  In  WiaaE&Vlron  ScioU  OailBg;  Slioi  Plant,  SpUn. 

H— 30  m.;   N— 15,000  hp.;  ii=2S0 

except  by  its  own  weight.  This  is  the  striking  feature  of  the 
whole  design.  Scroll  casing  and  turbine  may  be  erected  simul- 
taneously in  the  shops.  The  very  short  time  in  which  these 
casings  can  be  made  and  their  remarkably  small  weight  are 
important  advantages  of  tbe  new  design.  The  thrust  bearing, 
which  is,  of  course,  a  very  important  part  of  such  a  turbine, 
can  be  installed  on  the  top  of  tbe  generator  or  below  it,  sup- 
ported on  tbe  turbine  itself  by  means  of  yokes  or  any  similar 
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part.  This  lay-out  is  the  one  which  has  most  chances  of  he- 
coming  a  standard  one  for  turbines  of  medium  bead  and  very  . 
lai^e  outputs,  and  serious  plans  are  already  made  for  turbines 
of  50,000  to  80,000  hp.  io  one  runner,  with  spiral  casing;  of 
wrought  iron,  as  is  now  being  made.  The  runner  is  the  most 
important  thing  to  be  designed  in  order  to  attain  such  enor- 
mous outputs  as  those  just  mentioned.  The  questions  of  ex- 
cessive erosion  by  sand  or  corrosion  due  to  impurities  contained 


in  the  water  are  aUo  of  the  utmost  significance.  The  designer 
increases  his  demands  on  the  foundry  and  the  machine  shop, 
but  the  improved  methods  of  the  former  and  the  very  important 
improvements  in  the  construction  of  the  machines  insure  the 
possibility  of  meeting  such  requirements.  It  is  a  standard  prac- 
tice nowadays  to  provide  medium-bead  runners  with  vanes  of 
wrought  iron,  cast  in  steel  rings  and  discs.  The  whole  runner 
is  generally  made  of  cast  steel,  in  one  piece,  for  heads  of  50  to 
60  metres.     Another  ditficulty  to  be  considered  is  the  transport 
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Fiff.  7.     PerformanM  Onrres  of  a  Modliun-Head  Turbine 

by  rail,  which  necessitates  large  runners  being  made  in  several 
parts.  All  these  requirements  have  already  been  complied  with 
in  quite  a  satisfactory  manner;  the  runners  of  the  Keokuk 
plant  were  made  in  different  pieces,  without  any  trouble  re- 
sulting up  to  date.  At  the  present  stage  of  water  turbine  de- 
sign, it  is  possible  to  deal  with  the  enormous  outputs  mentioned 
above  with  single-runner  turbines.  Fig.  7  gives  an  idea  of  the 
efficiencies  attained  by  a  turbine  of  first-class  design. 


HIGHHEAD  TURBINES. 

For  about  twenty  years  the  Girard  turbine  has  not  been 
considered  the  best  for  high  heads,  as  the  type  of  both  the  guide 
apparatus  and  the  runner  of  the  Pelton  wheel  is,  in  principle, 
better  adapted  for  high  heads.  The  constant  improvements  to 
wheels  of  the  Pelton  type  made  in  recent  years  have  rendered 
these  parts  considerably  more  satisfactory  than  those  formerly 
used.  The  increasing  tendency  to  utilize  higher  heads  made  it 
necessary  to  overcome  very  serious  difficulties  in  connection 
with  the  design  of  the  Girard  turbines,  so  that  the  Pelton 
wheel  received  much  greater  attention;  and  at  the  beginning  of 
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this  century,  the  latter  type  of  turbine  practically  held  the  field 
in  high-head  water-power  developments. 

The  first  important  high-pressure  water-power  plants  were 
installed  in  Switzerland,  and  they  were  equipped  with  relief 
valves.  The  latter  were,  for  the  first  time,  to  my  knowledge,  in- 
stalled in  a  plant  at  Davos  in  Switzerland.  These  relief  valves, 
which  are  designed  for  reducing  as  much  as  possible  the  over- 
pressure arising  in  the  penstocks  after  the  sudden  throwing  off 
of  load,  have  been  very  much  improved  since  the  first  one  was 
made.  A  large  plant,  which  for  many  years  was  considered  a 
standard  installation  of  its  kind  and  one  of  the  earliest  work- 
ing under  the  high  head  of  400  metres,  was  installed  at  Brusio 
in  Switzerland,  in  1905.  The  twelve  turbines  installed  have 
only  one  jet  and  develop  3500  hp.  each,  running  at  375  r.p.m. 
The  relief  valves  are  designed  as  slide  valves  and  are  con- 
trolled by  means  of  a  dashpot.  The  Tyssedalen  installation  in 
Norway,  running  under  a  head  of  380  metres,  though  also  a 
large  one,  was  laid  down  on  similar  lines.  The  turbines  of  the 
first  installation  develop  4600  hp.  each,  running  at  375  revs, 
per  minute.  The  Vermork  station  of  the  Bjukanfalle  develop- 
ment in  Norway,  with  a  head  of  250  metres,  has  already  been 
equipped  with  large  turbines  developing  15,000  hp.  with  two 
runners,  two  jets  working  on  each  runner.  All  these  turbines 
have  horizontal  shafts. 

The  vertical  shaft  arrangement  of  the  Pelton  wheel  has 
also  very  marked  advantages,  especially  where  several  jets  are 
necessary  to  develop  the  intended  output  according  to  the  head 
available.  This  new  design  was  adopted  for  the  plant  at 
Necaxa  in  Mexico,  which  was  equipped,  in  the  first  installation, 
with  six  generator  turbines  of  8200  hp.  each,  running  under  a 
head  of  390  metres,  started  in  1905.  Four  years  later,  this 
power  station  was  completed  by  the  addition  of  two  turbines  of 
16,500  hp.  each,  with  vertical  shafts,  one  runner  and  four  jets. 
The  water-power  plant  of  Rio  de  Janeiro  has  been  laid  down  on 
similar  lines,  the  station  containing  six  turbines  of  9500  hp. 
each  (see  Fig.  8),  and  two  additional  ones  of  19,000  hp.  each 
(see  Plates  V  and  VI).  All  these  turbines  are  of  the  vertical- 
shaft,  single-runner,  multiple-jet  design.  The  thrust  bearing 
has  been  installed,  in  all  these  turbines,  on  the  intermediate 
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floor,  below  the  generator.  All  have  relief  valves.  The  Necaxa 
plant  has  an  additional  relief  valve,  directly  controlled  by  the 
pressure  in  the  pipe  lines,  which  is  intended  to  reduce  the  over- 
pressure consequent  on  the  sudden  taking  on  of  load  by  the  tur- 
bine. An  important  Swiss  plant  is  that  of  the  Bodio  installa- 
tion of  the  Biaschina  power  development  on  tho' river  Tessin, 
on  the  Southern  slopes  of  the  Alps.  It  has  three  generating 
turbines  of  11,000  hp,  each,  running  under  a  head  of  255  me- 


n|.  8.     Fout-Koul*  Vartlcal  Paltou  Wheal,  Rio  d«  JuialTO  T.  L.  4  F.  Co.,  Rrmill. 
H  =  a70  m.:  N  =  00O0  hp.;  n  =  300 

treii,  with  300  revs,  per  minute.  The  length  of  the  shaft  is 
reduced  as  much  as  possible,  and  the  thrust  bearing  is  in- 
stalled on  the  top  of  the  generator,  the  exciter  being  mounted 
on  the  shaft  end  overhanging  the  thrust  bearing.  This  ar- 
rangement is  a  very  successful  one,  as  it  was  possible,  thereby, 
to  keep  the  cost  of  the  masonry  part  very  low. 

The  relief  valves  are  no  longer  satisfactory  for  heads  of, 
say,  500  metres  and  upwards,  as  the  high  pressure  practically 
entails  the  use  of  double  the  number  of  parts  exposed  to  severe 
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wear,  as,  for  instance,  a  turbine  with  a  single  jet  has  two  out- 
lets exposed  to  the  full  velocity  of  the  water.  The  designers 
have  attempted  to  arrive  at  a  satisfactory  arrangement  with  a 
single  outlet  for  the  water,  acting  as  nozzle  and  relief  valve  at 
the  same  time,  in  order  to  avoid  any  dangerous  pressure  in  the 
pipe  line.  This  is  possible  by  providing  such  a  device  as  will 
divert  from  the  runner  the  jet  in  the  same  instant  that  the  load 
is  taken  off  the  turbine,  thus  preventing  racing,  and  then  slowly 
closing  the  nozzle,  in  order  to  reduce  the  flow  of  water  to  zero, 
for  instance,  when  taking  off  full  load.  The  closure  of  the  out- 
let has,  of  course,  to  be  made  slowly,  for  the  purpose  of  avoid- 
ing any  dangerous  increases  of  pressure.  The  first  hydraulic 
engineer  in  Europe  to  apply  this  idea  was  Zodel,  who  desif?ned 
the  deflecting  nozzle,  which  has  been  adopted  for  four  turbines 
of  the  Adamello  plant,  working  under  a  head  of  950  metres. 
These  turbines  develop  6500  hp.  each  at  420  r.p.m.  Much 
larger  machines,  of  14,000  hp.  each,  running  under  520  metres 
head,  at  370  r.p.m.,  have  been  installed  at  the  power  house  of 
the  Tata  Hydro-Electric  Works  at  Bombay,  which  have  re- 
cently been  started  (see  Fig.  9).  Five  turbines  have  been  installed 
in  the  plant  up  to  the  present  time,  but  it  is  intended  to  increase 
the  number  to  eight.  A  very  important  plant,  on  the  river 
Flamisell  in  Spain,  has  been  laid  down  on  similar  lines  to  the 
Adamello  installation;  it  contains  four  turbines  of  8200  hp. 
each,  running  under  a  head  of  830  metres  (see  Plate  VII). 

The  governor,  through  a  servomotor,  acts  directly  on  the 
needle  of  the  nozzle,  and  by  means  of  another  servomotor 
which  is  controlled  by  a  dashpot,  it  acts  likewise  to  control  the 
deflecting  nozzle  itself,  the  dashpot  acting  expressly  for  the 
return  motion  of  the  nozzle  to  its  original  position.  Let  us 
consider  the  position  at  full  load.  When  suddenly  taking  off 
the  full  load,  the  dashpot  of  the  second  servomotor  remains 
locked,  so  that  the  deflecting  motion  is  effected  in  the  shortest 
possible  time,  the  jet  being  deflected  without  being  changed. 
The  position  of  the  needle  itself — that  is,  of  the  gear  which 
operates  it — is  immediately  changed  in  accordance  with  the 
new  load  of  the  turbine.  The  second  servomotor  is,  in  the 
meanwhile,  acting  slowly,  owing  to  the  action  of  the  dashpot, 
and  gradually  turns  the  whole  deflecting  mechanism  into  its 
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original  position.  The  time  required  for  this  combined  move- 
ment varies  in  each  installation  according  to  the  special  condi- 
tions of  the  penstocks,  in  order  that  the  resulting  over  pressure 
be  hardly  perceptible.  When  taking  off  the  load  slowly,  the 
needle  alone  will  be  moved,  on  account  of  the  fact  that  the 
dashpot  does  not  influence  the  second  servomotor.  The  latter, 
likewise,  remains  inert  when  load  is  put  on,  as  the  needle  alone 
is  moved. 


H  =  510  m.;   N  =  IB.SOO  hp. ;  n  =  BOO 

The  improvements  in  developing  this  idea  have  led  to  the 
introduction  of  a  new  element,  the  deflector,  which  is  placed 
between  the  outlet  of  the  nozzle  and  the  wheel  itself  and  de- 
flects the  jet  from  the  wheel  as  soon  as  the  load  is  suddenly 
taken  off.  The  nozzle  is  fixed,  and  this  device  hss  the  ad- 
vantage of  being  suitable  for  turbines  with  more  than  one 
nozzle.  A  very  interesting  application  of  this  improvement  has 
been  made  in  the  Arlia  Power  Station  in  Italy,  where  three  tur- 
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bines  of  2200  h.  p.  each,  with  two  nozzles,  were  installed  in  1912. 
The  second  installation  of  the  Adamello  plant  was  also  made 
with  turbines  of  this  new  design,  each  developing  8800  hp.  The 
design,  for  standard  machines  of  medium  size,  has  been  adopted 
in  the  Moncenisio  Power  Station,  where  two  turbines  of  2500 
hp.  each,  running  at  500  r.p.m.,  have  been  installed  with  this 
deflecting  device.  The  tendency  of  modem  designers  is  to 
increase  the  specific  speed  of  Pelton  wheels  as  much  as  possible, 
especially  for  heads  of  300  to  500  metres,  with  the  result  that  a 
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Fig.  10.     Forfomuuice  Correi  of  a  Pelton  or  ImpnlM  Water  Wheel 


less  expensive  generator  and  electrical  equipment  is  needed. 
The  ratio  of  the  diameter  of  the  jet  to  the  diameter  of  the  wheel 
is  increased  as  much  as  good  efficiency  will  permit,  especially 
to  avoid,  wherever  possible,  turbines  with  more  than  one  nozzle. 
The  large  turbines,  of  8250  hp.  of  the  Borgne  installation,  run- 
ning under  340  metres  head  and  300  revs,  per  minute  with  only 
one  nozzle,  have  the  largest  jet  (210  mm.)  that  has  been  made, 
up  to  the  present.  See  Plate  VIII.  This  design  of  Pelton 
water  wheel,  which  is  the  newest  and  simplest,  combines  the 
greatest  advantages  with  the  lowest  operating  costs,  the  spare 
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and  different  parts  exposed  to  wear  being  reduced  to  a  minimum. 
The  increase  in  the  diameter  of  the  jet  naturally  calls  for  an  in- 
crease in  the  dimensions  of  the  buckets,  and  the  designer  has  had 
to  solve  very  serious  difSculties  in  order  to  arrive  at  a  satisfactory 
method  of  fixing  the  buckets  to  the  discs,  taking  into  considera- 
tion the  very  strong  centrifugal  force  and  severe  shocks,  caused 
by  the  water  jets,  to  which  the  buckets  are  exposed.  In  this  con- 
nection, it  is  important  to  arrange  the  buckets  in  a  complete 
rigid  ring  around  the  disc,  this  being  done  by  means  of  various 
different  devices.  I  may  say  that  this  difficulty  is  now  abso- 
lutely removed.  Pelton  wheel  units  of  the  enormous  output  of 
25,000  hp.  each  are  already  under  consideration.  A  glance  at 
Fig.  10  will  show  the  range  of  efficiency  of  good  Pelton  wheels. 

AUTOMATIC  SPEED  GOVERNORS. 

About  twenty  or  twenty-five  years  ago,  the  governing  of 
the  turbine,  that  is  to  say,  the  maintaining  of  a  constant  speed 
for  every  load,  was  accomplished  by  means  of  a  mechanical 
governor  intended  to  relieve  the  engineer  of  the  trouble  of 
attending  to  this  point.  The  servomotor  of  the  governor  has  to 
make  an  initial  effort  controlled  by  a  pendulum,  which  is  af- 
fected by  every  small  and  hardly  perceptible  difference  of  the 
speed.  The  designer  used  the  water  pressure  available  at  the 
turbine  itself  for  operating  the  servomotor  in  all  the  instances 
where  it  was  possible  and  where  the  dimensions  of  the  servo- 
motor would  allow  it.  The  turbines  installed  for  working 
under  medium  heads  were  first  equipped  with  governors  pro- 
vided with  automatic  servomotors.  For  instance,  the  large 
turbines  of  3200  hp.  installed  at  the  Kanderwerke  in  Spiez 
(Switzerland),  working  under  a  head  of  62  metres  and  started 
in  1908,  were  equipped  with  water-driven  servomotors.  It  is 
obvious  that  only  the  purest  water  can  be  used  for  such  a  pur- 
pose, in  order  to  avoid  any  undue  wear  of  the  governing  valves 
and  so  on,  and  it  was  therefore  necessary  to  provide  for  very 
reliable  working  filters,  or  to  use,  as  in  some  of  the  plants,  water 
from  other  sources.  Of  course,  the  standard  practice  has  been 
to  filter  the  water  of  the  turbine  itself.  Notwithstanding  these 
precautions,  the  wear  on  all  the  regulating  valves  in  such  hy- 
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draulic  governors  was  very  great.  The  eddies  in  the  servo- 
motor, which  could  hardly  be  avoided,  even  in  the  best  designs, 
also  caused  wear  on  the  cylinders,  bushings,  stuffing  boxes,  etc., 
so  that  it  was  decided  to  use  another  liquid  substance  for  the 
purpose,  the  more  so  as  all  the  low-head  plants  could  not  yield 
pressure  water  themselves.  The  necessary  water  under  pres- 
sure ought  to  have  been  supplied  by  separately  installed  pumps. 
As  soon  as  pumps  were  found  to  be  unavoidable,  it  was  obvious 
that  oil  was  preferable  to  water,  on  account  of  the  numerous 
advantages  which  it  oflfered.  The  first  low-head  water-power 
developments  in  Switzerland,  at  Rheinfelden  and  Ch^vres,  had 
already  been  equipped  with  oil  pressure  governors.  The  ele- 
ments for  these  governors  are,  of  course,  the  same  as  for  the 
hydraulically  operated  ones,  but  I  need  hardly  deal  with  them 
in  detail. 

The  necessity  of  equipping  each  turbine,  without  exception, 
and  irrespective  of  the  head,  with  automatically  operated  govern- 
ors has  induced  the  designer  to  determine  certain  standard 
sizes,  in  order  to  build  them  in  series.  It  was,  and  is,  very 
important  to  reduce  to  a  minimum  the  cost  of  this  additional 
apparatus,  especially  for  the  smaller  plants.  The  pressure  of 
the  oil  is  produced  by  pumps,  which  are  generally  driven  from 
the  main  turbine  shaft.  Some  pumps  are  even  connected  with 
the  pulley  of  the  pendulum.  The  pumps  of  the  larger  govern- 
ors are  generally  driven  by  small  water  turbines.  The  servo- 
motors are  either  symmetrical  or  differential,  the  former  being 
chosen  for  the  smaller  governors,  and  the  latter  for  the  larger 
ones.  The  smaller  governors  are  generally  equipped  with 
pumps  sufficiently  large  to  supply  three  or  four  times  the  neces- 
sary quantity  of  oil  required  for  one  complete  movement  of  the 
servomotor.  This  condition  is  of  practical  importance  for  all 
governors,  for  the  pumps  would  be  too  large  and  too  expensive 
for  that  purpose  should  they  have  to  deal  with  such  large  quan- 
tities of  oil  for  larger  governors.  The  well  known  principle  of 
differential  pistons  was  developed  in  all  piston  pumps  of  about 
twelve  or  fifteen  years  ago,  and  has  generally  been  adopted  for 
the  larger  governors,  as  two  advantages  are  obtained  at  the 
same  time.  The  pump  needs  only  a  capacity  of  one  third  to  a 
quarter  of  the  total  volume  of  the  oil  required  (the  remainder 
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being  kept  in  a  reservoir  with  an  air  vessel)  according  to  the 
design  of  the  piston  pump.  The  smaller  end  of  the  differential 
piston  is  constantly  undei*  pressure,  which  prevents  the  tur- 
bine being  started  before  the  governing  valves  have  acted. 

The  improvement  recently  made  in  the  working  of  the 
smaller  oil  pressure  governors  is  that  of  allowing  a  certain 
clearance  on  the  governing  piston,  instead  of  an  overlap,  so 
that  in  connection  with  the  symmetrical  servomotors  the  pres- 
sure of  the  pilmp  is  reduced  almost  to  zero  all  the  time  the  load 
is  constant  on  the  turbine,  and  the  full  working  pressure  is  sup- 
plied by  the  pump  only  when  the  guide  vanes  of  the  turbine  are 
to  be  moved.  The  great  advantage  of  this  design  is  the  greatly 
reduced  heating  of  the  oil  during  the  operation. 

The  present  tendency  in  the  design  of  the  oil  pressure  gov- 
ernors is  to  reduce  as  much  as  possible  the  so-called  closing  time 
of  the  governors,  that  is,  the  time  necessary  to  shut  down  from 
full-  to  no-load  the  guide  vanes  of  the  turbine.  The  flywheel 
momentum  of  the  turbine,  to  insure  very  small  variations  of 
the  velocity  when  taking  off  the  load,  is  reduced  in  a  rate  pro- 
portional to  the  closing  time.  The  controlling  gears  of  the 
governor  are  made  as  sensitive  as  possible,  and  very  interest- 
ing improvements  are  constantly  being  embodied.  The  stand- 
ard relay  mechanism  of  the  governor  provides  for  a  variation 
of  3  to  4%  of  the  speed  between  no-load  and  full-load,  the  speed 
at  no-load  being  higher.  In  practically  all  the  governors  of 
good  design,  it  is  possible  to  change  the  range  while  the  gov- 
ernor is  running,  and  it  is  even  possible  to  reduce  this  varia- 
tion to  zero.  This  is  the  so-called  isochronous  regulation,  which 
has  already  been  tested  when  starting  the  large  turbine  plant  at 
Niagara  Falls.  It  is  also  possible  to  have  a  negative  range  of 
velocities,  the  speed  increasing  with  the  load.  The  most  im- 
portant tendency  is  the  increasing  of  the  sensitiveness  of  the 
pendulum  and  the  smaller  controlling  gear  of  the  governor. 
The  reduction  of  the  mass  to  be  moved  by  the  pendulum  is, 
especially,  the  most  striking  feature  of  the  newest  designs.  On 
the  other  hand,  the  manufacturers  are  trying  to  reduce  as  much 
as  possible  the  number  of  pieces  which  cannot  be  made  in 
series,  and  this  effort  seems  to  be  finding  favour  more  and 
more. 
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The  modem  oil  pressure  governor  is  an  extremely  ingen- 
ious mechanism,  requiring  the  highest  class  of  workmanship, 
and  is  the  essential  factor  which  renders  the  installation  of 
larger  and  larger  power  stations  possible,  under  the  control  of 
very  reduced  staffs. 

CONCLUSION. 

In  concluding  this  short  paper,  I  do  not  hesitate  to  say  that 
the  modern  design  of  each  of  the  three  kinds  of  water  turbines, 
for  low-,  medium-  and  high-head  water  developments,  has 
solved  all  the  important  problems  connected  with  the  installa- 
tion of  plants  for  very  large  outputs,  at  speeds  as  high  as  pos- 
sible and  with  the  most  accurate  governing  devices.  This  re- 
markable result  is  due  to  the  perfect  co-operation  of  applied 
sciences,  the  constant  improvement  of  manufacturing  methods, 
and  the  high  grade  of  workmanship  obtained  in  shops  with  up 
to  date  equipments.  The  near  future  will  show  still  more  rapid 
developments  than  the  last  fifteen  or  twenty  years,  on  account 
of  the  splendid  conditions  under  which  improveinents  can  be 
effected  nowadays.  Indeed,  any  new  demand  for  water  power 
developments  under  the  most  diflScult  conditions  can  now,  with- 
out hesitation,  be  met  and  be  certain  of  success  from  the  very 
beginning. 

DISCUSSION 

Mr.  Mr.  W.  A.  Doble,*  M.  Am.  Soc.  C.  K,  said  that  Mr.  Zoelly  in  his 

Dobls.  paper  must  surely  refer  to  European  practice  when  speaking  of  the  use 
of  deflecting  nozzles,  because  they  were  used  in  this  country  long  before 
they  were  introduced  into  Switzerland. 

In  reference  to  relief  nozzles  not  being  used  under  heads  higher  than 
500  meters,  they  were  to  be  found  in  this  country  under  much  higher 
heads. 

It  must  be  borne  in  mind,  when  reading  Mr.  Zoelly 's  paper,  that  all 
water  wheels  in  Europe  are  called  ''turbines''.  The  turbine  of  the 
vertical  form  for  medium  and  high  heads  was  developed  in  the  United 
States,  where  metallic  construction  carries  the  stationary  and  revolving 
elements.    The  first  installation  of  this  type  was  at  Schaghicoke,  N.  Y. 

*  Chief   Engr.,   Pelton   Water  Wheel   Co.,    San   Francisco,    Calif. 
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PREFACE. 

The  limited  space  of  this  paper  and  the  wide  range  of  design 
and  practical  application  covered  by  wheels  of  the  pressure  type 
do  not  permit  of  much  more  than  a  condensed  treatment  of  the 
subject.  This  may  be  accomplished  in  a  fairly  digestible  manner 
by  selecting  eight  chapters  in  which  the  various  points  are  dwelt 
upon. 

Chapter  1.  Theoretical  Definition. 

*'  2.  Previous  Art  and  Present  Art. 

"  3.  Applicability. 

"  4.  Classes,  Types  and  Characteristics. 

'*  5.  Description  and  Selection  of  Type. 

"  6.  EfiRciencies  and  Tests. 

'*  7.  Accessories. 

'*  8.  Some  General  Remarks  and  Suggestions. 

Throughout  the  paper,  a  knowledge  of  the  basic  principles  of 
water  wheels  must  be  presumed  in  order  to  keep  the  paper  within 
the  permissible  space.  In  a  separate  list,  are  given  all  references 
to  the  bibliography  of  the  subject. 

THEORETICAL  DEFINITION  OF  WHEELS  OF  THE  PRESSURE 

TYPE. 

From  a  purely  theoretical  point  of  view,  we  may  distinguish 
two,  or  possibly  three,  types  of  wheels  (turbines),  the  classifica- 
tion arising  from  the  method  adopted  in  transmitting  the  energy 
of  the  moving  water  to  the  wheel.  This  will  be  apparent  from 
the  following  discussion : 
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In  Fig.  1 — ^Let  H  be  the  effective  head  in  linear  units. 

Hn  be  the  head  after  all  friction  losses  up  to  the  speed 

gate  are  deducted. 
Hg  be  the  pressure  head  which  may  exist  between  speed 

gate  and  runner  of  the  turbine. 
C   be  the  spouting  velocity  of  the  water  under  head  H. 
Cn  be  the  spouting  velocity  of  the  water  under  head  Hn» 
Ct  be  the  velocity  resulting  from  the  head  H9  in  the 
turbine. 
**   g     be  gravity  =  32.2  feet,  or  9.81  meters  per  second  at 

sea  level. 
"    F   be  the  absolute  velocity  of  the  water  issuing  between 
the  guide  vanes. 

The  head  Hn  is  either  partly  or  wholly  transformed  into 
velocity  between  the  guide  vanes  or  the  speed  gate. 

Cn^=Vl±Cl_ 

The  velocity  C»  represents  a  velocity  due  to  a  head  fT.  =  -^ 

which  head,  expressed  as  a  pressure,    p»  =  "^Pf  is  commonly 

termed  the  reaction  pressure.  In  this  expression,  p  is  a  factor 
expressing  the  relation  between  pressure  expressed  as  head  meas- 
ured in  linear  units  and  the  same  expressed  as  a  given  force  per 

unit  of  area.  

In  this  relation  of  CB^VCn—  V*  we  may  distinguish  three 

specific  cases: 

(1)  08=0  V=On  atmospheric  conditions 

(2)  00  V<On 

(3)  08<0  V>On 

(1)  Cf  =  0.  The  entire  net  head  Hn  is  transformed  into 
velocity.  Wheels  of  the  above  characteristics  are  termed  action 
turbines,  or  wheels  of  the  impulse  type.  (Girard  turbines,  or 
axial  discharge  action  turbines  with  ventilated  runner  chutes.) 
In  turbines  of  this  type,  the  air  may  be  admitted  through  vent- 
holes  in  the  side  walls  of  the  runner,  below  the  rear  entrance  por- 
tion of  the  runner  vanes,  or  it  may  be  directly  admitted  through 
the  space  between  speed  gate  and  runner.  An  example  of  the 
outward  discharging  action  turbine  is  the  Schwamm-Krug  tur- 
bine, which  is  practically  the  same  as  the  Oirard  turbine  except 
that  the  water  does  not  flow  parallel  with  but  at  right  angles  to 
the  shaft. 
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Instead  of  ventilating  the  runner  chutes  to  enable  the  jets 
to  cut  loose  from  the  rear  of  the  preceding  runner  vanes,  the  rear 

0si' 


jc^lCT 


v^  v^ 


F/&.Z 


^^ 


y  L/L^^    I 


//^.3* 


^ 


of  the  vanes  may  be  so  shaped  that  they  reduce  the  area  of  the 
chutes  to  that  required  by  the  jets  as  is  shown  in  Fig.  3.  Thus  a 
ventilation  becomes  unnecessary.   Wheels  of  this  design  are  called 


446  WHEELS  OF  THE  PRESSUBE  TYPE 

Limit-  (Grenz)  turbines,  and  may  have  axial  as  well  as  radial 
outward  or  even  radial  inward  discharge. 

The  above  types  are  representatives  of  the  older  art  and  are 
hardly  considered  in  modem  practice. 

The  only  example  of  this  type  of  wheels  entitled  to  considera- 
tion at  present  is  the  Impulse  wheel  which  is  better  known  as  the 
Pelton  Wheel,  in  due  honor  of  L.  A.  Pelton,  the  inventor. 

It  is  a  combination  of  a  right  hand  and  a  left  hand  axial- 
discharge  Girard-turbine,  with  the  entrance  portions  of  the  run- 
ners symmetrically  joined  together  and  with  the  outer  rims  of  the 
runners  omitted,  (Pig.  4)  so  that  the  water  leaving  the  speed  gate 
can  enter  along  the  radial  central  plane  of  the  wheel. 

(2)  Cb  >  0.  In  this  case  part  of  the  net  head  Hn  is  trans- 
formed into  velocity,  and  part  is  retained  in  form  of  the  so-called 

reaction  pressure  Pb~-^'  P 

Wheels  of  the  above  characteristics  are  termed  reaction  tur- 
bines or  wheels  of  the  pressure  type,  and  will  be  made  the  special 
subject  of  this  i)aper. 

(3)  Cb  <  0,  In  this  case  not  only  is  all  the  head  Hn  trans- 
formed into  velocity,  but  an  artificial  suction  is  produced  in  the 
clearance  between  speed  gate  and  runner,  resulting  in  an  acceler- 
ation of  the  velocity  V  to  the  extent  that  it  exceeds  the  net  veloc- 
ity Cn»  Wheels  of  this  characteristic  may  be  termed  wheels  of 
the  **Under-Pressure"  type.  Such  wheels  have  not  as  yet  been 
introduced  into  actual  practice  but  the  design  was  fully  brought 
to  public  attention  by  Prof.  Dr.  H.  Baudisch,  of  Vienna,  in 
his  article  published  in  the  Zeitschrift  fiir  das  gesamte  Tur- 
binenwesen,  May  10  and  20,  1914. 

The  reaction  or  over-pressure  velocity  C,  (be  it  over-pressure 
as  under  2,  or  under- pressure  as  under  8)  is  produced  by  the 
difference  between  relative  inlet  velocity  W^ ,  and  relative  outlet 
velocity  Tfi,  viz.,  C,'=  W%—  Wi.  For  the  sake  of  simplicity  it 
can  be  assumed  that  the  water  flows  on  a  cylinder  with  its  axis 
coinciding  with  the  axis  of  rotation  of  the  runner,  so  that  i?  =  a 
constant  whereby  no  corrections  have  to  be  made  due  to  changes 
of  peripheral  speeds.  (Note  additional  velocity  component  C ^ 
introduced  by  Professor  Dr.  H.  Baudisch  in  his  article  referred  to 
before.) 
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PREVIOUS  ART  AND  PRESENT  ART. 

To  distinguish  wheels  of  the  pressure  type  according  to 
the  position  of  the  shaft,  viz.,  horizontal,  vertical  or  inclined, 
does  not  provide  a  proper  classification.  Let  us,  therefore,  classify 
them  according  to  the  direction  of  flow  of  the  water  with  reference 
to  the  shaft. 

Thus  we  have  wheels  with: 

1.  Radial  outward  discharge,  Fig.  5. 

2.  Diagonal  outward  discharge.  Fig.  6. 

3.  Axial  discharge.  Fig.  7. 

4.  Diagonal  inward  discharge,  Fig.  8. 

5.  Radial  inward  discharge.  Fig.  9. 

6.  Combined  radial  or  diagonal  inward  axial  and  diagonal 
or  radial  outward  discharge.    Fig.  10  a-c-e-f . 

Radial  Outward  Discbarge. 

This  is  the  oldest  type  of  turbine.  It  was  invented  by  the 
French  engineer,  Foumeyron,  in  1827,  who  rapidly  brought  his 
design  to  a  fair  degree  of  perfection,  both  as  a  reaction  wheel  as 
well  as  an  action  wheel.  That  the  splendid  qualities  of  this  wheel 
were  highly  appreciated  may  be  shown  by  the  fact  that  this  type 
was  proposed  for  the  first  installation  at  Niagara  Falls  by  the 
reputable  Swiss  concern,  Piccard  Pictet  &  Company  of  Geneva, 
for  the  first  set  of  5000  hp.  turbines,  and  which  was  accepted 
by  the  board  of  the  prominent  engineers  who  were  instrumental 
in  the  construction  of  this  first  large  hydro-electric  plant.  It  de- 
serves to  be  noted  in  history  that  these  wheels  were  kept  in  opera- 
tion for  18  years  until  they  were  replaced  by  more  modem  equip- 
ment.  The  rapid  advance  of  the  art  by  developing  more  efficient 
wheels  has  reduced  this  type  to  one  of  historical  interest  only. 

Axial  Discharge. 

This  type  was  first  built  by  Henschel  and  Son,  Kassel,  Ger- 
many, in  1837,  and  was  successfully  introduced  into  practice  by 
the  French  engineer,  Jonval,  in  1841  when  the  first  wheel  was 
built  at  the  machine  shops  of  A.  Koechlin  of  Mulhouse,  Alsace. 
The  advantages  of  this  type  over  the  radial  outward  discharge 
type  were  so  apparent  that  it  not  only  eliminated  the  latter  from 
the  market  almost  entirely,  but  also  maintained  its  supremacy 
for  the  rest  of  the  century,  particularly  in  Europe  and  in  the 
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countries  to  which  Europe  exports.  This  type,  too,  has  been 
eliminated  and  has  become  of  historical  interest  only,  except  in 
a  few  cases,  where  it  is  built  by  less  progressive  manufacturers. 
Badial  Inward  Discharge. 

This  type  was  invented  by  the  American  engineer,  J.  B. 
Francis,  as  early  as  1849.    The  fact  deserves  attention  that  in 


F/e.^-^ 


F/6.  S. 


F/6.B. 


F/6,  9.^ 


spite  of  its  eminent  qualities  this  type  of  wheel  did  not  force 
its  way  into  European  practice  until  the  last  decade  of  the  past 
century.  An  explanation  of  this  may  be  offered.  Francis's  in- 
vention was  at  once  picked  up  by  American  manufacturers  and 
was  rapidly  developed  by  their  engineers,  or  sub-inventors  as 
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we  may  call  them,  being  introduced  into  the  American  market 
under  pompous  trade  names  such  as  Hercules,  Victor,  Giant,  etc. 
These  various  makes  of  wheels  were  manufactured  in  lots  from 
standard  patterns  and  being  nothing  more  than  stock-trade- 
articles  the  invention  failed  to  impress  the  engineering  world 


/?6./ao 


F/6./0-0. 


as  to  its  real  value.  Thus  the  merit  of  the  Francis  wheel  was 
restricted  to  su«h  reputation  as  may  be  obtained  by  any  manu- 
facturing product  advertised  as  a  standard  article  in  trade  cata- 
logues. It  was  not  until  European  manufacturers  began  to 
develop  this  type  of  wheel  that  it  became  known  again  under 
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the  proper  name  of  its  inventor,  and  it  was  not  until  some  twelve 
years  ago  that  the  name  Francis  turbine  became  more  popular 
in  the  United  States,  thanks  to  a  large  manufacturing  concern 
whose  engineers  persistently  used  this  term  in  due  honor  of  its 
inventor,  who  was  an  American.  It  was  the  dawn  of  a  new 
era  in  which  the  stock  wheels  began  to  yield  their  ground  to 
Francis  turbines  designed  and  built  to  meet  exactly  the  condi- 
tions under  which  they  were  to  operate,  and  it  is  significant 
that  today's  advertisements  are  practically  free  of  any  reference 
to  trade  names.  With  the  rapid  development  of  the  Francis 
turbine,  radical  departures  were  made  from  the  strictly  radial 
inward  flow,  so  that  the  Francis  turbine  of  today  belongs  to  the 
sixth  class  cited,  namely  that  of  the  combined  radial-inward, 
diagonal-inward,  axial,  diagonal-outward  and  possibly  even 
radial-outward  discharge  wheels. 
Diagonal  Outward  Discharge. 

This  type  was  introduced  soon  after  the  Jonval.  turbine 
entered  the  field.    It  did  not,  however,  oflPer  sufficient  advan- 
tages over  the  other  existing  types,  and  therefore  failed  to 
obtain  more  than  a  historical  value. 
Diagonal  Inward  Discharge. 

This  type  was  introduced  into  practice  by  Escher-Wyss  & 
Company  of  Zurich,  Switzerland,  in  the  early  nineties,  and  was 
frequently  and  successfully  used  with  large  units,  of  which  we 
may  mention  that  at  Ch^vres,  near  Geneva,  Switzerland,  at 
that  time  a  very  large  hydro-electric  plant.  Due  to  the  fact 
that  this  design  was  protected  by  patents  controlled  by  one  con- 
cern its  use  in  practice  was  naturally  limited.  We  may  consider 
this  type  a  modest  forerunner  of  the  Francis  turbine  of  today, 
as  may  be  evident  from  Fig.  11  which  is  a  sketch  of  a  2200-hp. 
runner  designed  by  the  writer  in  1897  while  in  the  employ 
of  Escher-Wyss  &  Company.  It  can  be  seen  that  the  lowest 
portion  of  the  diagonal  (or  Conus)  runner  resembles  the  Francis 
runner  of  today  for  moderate  capacity.  This  type  has  also 
withdrawn  into  the  annals  of  history. 

A  review  of  the  above  chapter  reveals  the  fact  that  the 
present  art  has  done  away  with  the  various  types  cited,  and 
restricts  itself  to  the  exclusive  use  of  the  Francis  turbine  as 
the  only  wheel  of  the  reaction  or  over-pressure  type. 
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APPLICABILITY. 


The  Francis  turbine  of  today  has  displaced  all  other  types 
of  reaction-turbines  or  wheels  of  the  over-pressure  type.  Simi- 
larly it  can  be  stated  that  the  bucket  type  of  impulse-wheel  or 

F/6.  II. 
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Pelton  type  has  taken  the  field  against  all  other  action  or  im- 
pulse (pressure-less)  wheels.  The  fact  that  the  entire  range  of 
head  available  for  the  development  of  water  power  can  be  cov- 
ered by  only  two  types  of  wheels  has  naturally  broadened  the 
scope  of  application  of  these  two  types. 

Let  us  briefly  compare  the  principal  characteristics  of  these 
two  types  without  invading  too  far  the  territory  of  the  topic, 
''Water  Wheels  of  Impulse  Type". 

(a)  With  a  reaction  turbine  the  fundamental  requirement 
is  that  the  water  enter  the  runner  over  its  full  peripheral 
entrance  area. 

(b)  With  an  impulse  wheel  of  the  bucket  type,  it  is 
essential  that  the  jets  entering  the  buckets  be  kept  sufficiently 
apart  to  avoid  interference  with  a  free,  undisturbed  discharge 
from  the  buckets.    This  means  two  things : 

1.  That  only  part  of  the  periphery  of  the  runner  receives 
operating  water. 

2.  That  the  space  surrounding  the  buckets,  at  least  at  the 
place  where  the  water  discharges  from  same,  must  be  liberal,  in 
order  to  avoid  losses. 

The  fulfillment  of  these  two  requirements  would  have  a 
very  negative  effect  with  a  Francis  turbine,  where  it  is  essential 
that  the  jets  entering  the  runner  be  never  separated  and  where 
the  water  discharging  from  the  runner  be  kept  together  in  a 
solid  column  of  uniform  flow. 

The  Francis  turbine  is,  therefore,  adapted  to  discharge 
much  larger  quantities  of  water  per  diameter  of  runner  than  is 
the  case  with  the  impulse  wheel.  Its  field  of  application,  there- 
fore, begins  with  the  lowest  heads  which  can  be  commercially 
developed  and  ends  with  heads  which  reach  well  into  the  field 
of  the  application  of  impulse  wheels.  The  limit  cannot  be 
given  in  abstract  figures,  because  it  varies  with  the  power  and 
speed  required.  For  instance,  small  power  at  high  heads  re- 
quires a  small  quantity  of  water  discharged,  resulting  in  small 
width  of  the  runner,  in  which  case  the  skin  friction  may  become 
so  considerable  that  the  efficiency  of  a  Francis  turbine  would 
fall  below  that  of  an  impulse  wheel.  Similarly  a  low  speed  for 
a  high  head  requires  a  large  diameter  of  runner  resulting  in  the 
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same  disadvantages  for  a  Francis  turbine.  The  converse  of 
these  statements  is  true  of  an  impulse  wheel.  The  lower  the 
head  the  larger  the  area  of  the  jet  or  the  greater  the  number  of 
jets ;  the  higher  the  speed,  the  smaller  the  impulse  diameter  of 
the  bucket  runner.  Both  invite  danger  in  regard  to  possible 
interference  resulting  in  low  eflSciency. 

The  remarkable  advance  made  in  the  development  of  water 
power  for  electrical  transmission,  the  existence  of  large  power 
concerns  with  power  systems  into  which  numerous  hydro-elec- 
tric, steam-  or  gas-prime-mover  plants  are  tied  in,  has  justified 
the  increasing  demand  for  hydro-'Clectric  units  of  capacities 
hitherto  unheard  of.  This  tends  to  broaden  the  field  of  applica- 
tion of  the  Francis  turbine  in  both  directions  of  head,  particu- 
larly, however,  in  regard  to  high  heads,  and  today  it  is  per- 
fectly possible  to  find  progressive  manufacturers,  who  will  oflPer 
Francis  turbines  of  large  capacities  for  heads  as  high  as  300 
metres  (about  1000  ft.)  provided  that  the  operating  water  is 
free  of  silt  or  mineral  acids. 

CLASSES  AND  TYPES. 

Various  classifications  of  the  great  number  of  types  of 
Francis  turbines  may  be  made,  depending  entirely  on  the  re- 
spective points  in  view. 

We  may  classify  according  to: 

a.  The  characteristics  of  the  runner;  low,  medium  and 
high  speed. 

b.  The  position  of  the  shaft ;  vertical,  inclined,  horizontal 

c.  The  setting ;  open  flume  and  encased. 

d.  The  number  of  runners  employed ;  single,  double,  trip- 
lex, quadruplex,  etc.,  for  direct  connection  to  generator  or 
energy  absorber  or  the  geared  type,  where  a  plurality  of  single 
vertical  units  are  bevel-gear-connected  to  a  common  line  shaft. 

e.  The  method  of  controlling  the  flow;  cylinder  gate, 
wicket  type,  or  swivel  gate. 

(a)    Classification  According  to  the  Characteristics  of  the 
Runner. 

The  wide  range  of  head  covered  by  the  various  types  of 
modem  Francis  turbines,  and  the  requirements  of  speed  of  the 
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electrical  or  other  machines  which  are  driven  by  them  have 
brought  about  an  elaborate  classification  of  the  Francis  turbine 
runners.  With  low  head  developments,  the  speed  must  be 
selected  as  high  as  is  good  engineering  practice  in  order  to 
keep  down  the  weight  and  consequently  the  costs  of  the  genera- 
tors. With  very  high  heads  it  is  mostly  a  question  of  keeping 
the  speed  reasonably  low  so  as  to  avoid  the  use  of  costly  high 
speed  generators.  The  limit  of  high  speed  for  low  head  devel- 
opments is  fixed  by  the  progress  of  the  art  of  designing  high 
speed  runners.  The  limit  of  low  speeds  under  high  heads  is 
fixed  by  the  risks  taken  by  the  manufacturers  in  designing  run- 
ners for  operation  with  very  low  coefficient  of  peripheral  speed. 
High  speed  under  low  heads  also  means  large  discharge 
capacity  per  unit  diameter,  resulting  also  in  large  power 
capacity.  The  problem  to  be  solved  is  to  design  a  runner  which 
has  a  high  i)eripheral  speed  coefficient  a*  in  the  formula: 

Pit  N 

where  '^ "  60  V2gH 

N  =  Revolutions  per  minute 
Dj  =  Mean  inlet  diameter 
//  =  Net  effective  head 

and  which  discharges  a  maximum  quantity  **Q"  at  the  given  area 

of  runner  in  the  formula: 


Da 


where  

\\  =  Vn'^V2gH 

Da  =  Maximum  outlet  diameter. 

Fj  =  Average  absolute  velocity  at  area  where  diameter  =  Da. 

This  invites  a  large  outlet  diameter  and  a  high  average  veloc- 
ity  Fg  of  discharging  water.     Since  — r-^  represents  the  energy 

contained  in  the  water  discharging  at  the  velocity  F,,  it  can  be 
readily  seen  that  unless  this  energy  is  utilized  somewhere  else  it 
is  lost  to  the  turbine  and  so  causes  a  reduction  of  the  efficiency 

of  same. 

MC' 
The  input  energy  is  --^,  consequently  the  hydraulic  efficiency 

(F  \2 
-TT I  up  to  the  runner  outlet,  or  total  hydr.  6  =  1  —  (^4*)' 

where  F4*  represents  the  coefficient  of  velocity  F4  =  F^*  V2g  11  at 
the  end  of  the  draft  tube. 
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Low  speeds  under  high  head  mean  a  small  discharge  capac- 
ity per  unit  diameter  resulting  in  a  small  width  of  the  runner. 
The  problem  to  be  solved  here  is  to  design  a  runner  which  has 
a  low  peripheral  speed  coefficient,  and  which  discharges  a  rela- 
tively small  quantity  of  water  at  the  given  area  of  runner. 

The  peripheral  speed  U*  is  a  function  of  the  reaction  veloc- 
ity C/. 

The  well  known  fundamental  equation  for  turbines  is: 


or 
where 


U^  =  peripheral  outlet  diameter  speed. 
Ui  =  peripheral  inlet  diameter  speed. 


For  constant  diameter  TFa*  —  TT/  =  C^. 

77-  represents  the  ratio  of  the  two  peripheral  speeds.     -77  is 

Ul  i^8 

the  ratio  of  the  constant  diameter  reaction  velocity  to  the  actual 

U  C 

reaction  velocity  and  the  values  yp  and  -y^  are,  therefore,  of  re- 

lated  character  and  we  can  write  f7i*Xa=  C,'X  6  where  **a'' 
and  **6"  represent  constant  values  for  a  fixed  design.  Thus  it 
can  be  seen  that  for  a  decreasing  value  of  Ui  the  reaction  velocity 
Cf  must  also  decrease. 

A  low  peripheral  speed  invites  ix)ssible  danger  of  reaching 
into  the  range  of  the  action  or  pressureless  turbine  (C',=  Oi)  or 
even  of  the  under- pressure  turbine  (C«  <  0) . 

A  failure  of  a  high  speed,  high  capacity  runner  design  to 
operate  under  low  heads  becomes  evident  by  lack  of  power  or 
proper  speed ;  a  failure  of  a  low  speed  runner  design  operating 
under  high  heads  does  not  become  apparent  by  lack  of  power 
or  speed,  but  more  frequently  shows  by  excessive  wear  and  tear  of 
the  runner  proper.  The  cause  can  be  traced  back  to  the  improper 
selection  of  the  angles  in  the  design  with  the  result  that  condi- 
tions arise  within  the  turbine,  as  have  been  pointed  out  before. 

Not  infrequently  it  can  be  observed  that  high  head  Francis 
turbines  when  operating  at  small  gate  opening,  produce  a  noise 
which  under  certain  circumstances  increases  from  the  sound  of 
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rifle  fire  to  that  of  reports  of  a  small  cannon.  By  proper  intro- 
duction of  air  this  noise  can  be  stopped  entirely  and  the  effi- 
ciency he  improved,  in  spite  of  the  fact  that  the  vacuum  of  the 
draft  tube  is  somewhat  reduced  by  the  air  admitted.  Such  tur- 
bines are  no  longer  operating  as  over-pressure  types  but  as 
pressureless  or  even  under-pressure  types  of  defective  design. 

Prospective  purchasers  of  high-head  Francis  turbines  may, 
therefore,  be  cautioned  against  considering  low  bids  from  manu- 
facturers who  lack  the  experience  along  the  lines  of  proper 
design. 

Between  the  two  limits  of  head  and  speed  there  is  still  a 
vast  field  for  the  application  of  Francis  turbines. 

The  term  specific  speed  (or  better  ** characteristic  speed'') 
has  become  popular  in  the  modern  art  of  designing  Francis  tur- 
bine runners.  It  is  the  speed  of  a  runner  which  is  so  propor- 
tioned, that  it  develops  unity  power  at  unity  head.  It  is  defined 
by  the  following  formula : 

^-  ^  • "  Vn  Ww  ■>'  "■  "'"^ 

iVi  represents  the  revolutions  per  minute  at  unit  head,  and  fcp/ 
the  horsepower  at  unit  head.  The  formula  is  free  of  dimen- 
sional values  and  as  it  contains  only  the  fundamental  operating 
data  such  as  speed,  power  and  head,  it  permits  of  the  quick 
determination  of  one  of  the  four  quantities,  when  the  other  three 
are  known. 

The  three  values,  speed,  power  and  head,  can  be  replaced  by 
dimensional  values.     The  formula  thus  transformed  is  free  from 

the  first   data.     Thus   we    have   JVi=^*.     ^  Vv\^V~lA^,  or 

N8=CJ^  in  Fig  12,   C  being  a  constant,  containing  also  the 

peripheral  speed,  and  the  radial  inlet  velocity  of  the  water  enter- 
ing the  effective  area  **JB'.  D,  »"  of  the  runner,  together  with  the 
efficiency  of  the  runner.     For  impulse  wheels,  the  specific  speed 

Na^C—  is  directly  proportional  to  the  ratio  of  jet  and  impulse 

diameter  of  the  buckets. 

60.  (2^)*^*  A  metric  =  4.45^.  English  system. 

/V".  >/  7^  *^  ^  —  nieter  kgm.  (foot  pounds)  per  1  hp. 

•v  —  j  =  weight  of  one  cubic  meter  (foot)  of  water. 

<7  =  acceleration  in  meter  per  sec.  ( foot  per  sec. ) , 
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The  specific  speed,  therefore,  varies  directly,  or  with  the 
square  root  of  the  following  values : 

Peripheral  speed  coefficient,  ti^. 

Radial  component  of  absolute  inlet  velocity  of  water  into 
runner,  V/. 

Efficiency  of  the  turbine,  e  . 

Ratio  of  width  to  inlet  diameter  of  runner,-Tr. 

It  can  be  readily  seen  that  the  range  of  specific  speed  is 
very  wide.  It  is  a  minimum  for  a  low  peripheral  speed  of  a  nar- 
row  runner  of  large  diameter,  and  a  small  entrance  angle  a,  since 
Vr  =  V,  Sin.  o.  See  Fig.  13  where  Tr  =  o  for  a  «-  o.  Particu- 
larly so  with  impulse  wheels,  where  a  is  a  minimum,  when  the 
jet  impinges  directly  upon  the  splitter  of  the  bucket. 

Francis  turbines  with  small  angles  a  and  a  small  width  B^  of 
the  runner  invite  skin  friction,  resulting  in  inefficiency. 

The  specific  speed  is  a  maximum  for  a  high  peripheral  sx)eed  /J^ 
of  a  wide  runner  of  small  diameter  and  a  large  entrance  angle  a. 

According  to  the  values  of  specific  speed  we  may,  therefore, 
classify  the  Francis  turbines  tentatively  by  : 

Type  A.  Very  low  spec,  speed....     90  to 

Type  B.    Low    spec,    speed 110  to 

Type  O.  Medium  low  spec,  speed  135  to 

Type  D.  Medium  low  spec,  speed  180  to 

Type  E.  Medium  high  spec,  speed  270  to 

Type  F.  Very  high  spec,  speed..  855  to  ^  450 

and  the  above  types  are  successfully  operated  under  the  follow- 
ing limits  of  heads : 

Type  A  up  to  about  230  meters.  (750  ft.) 

'*     B    "   '*       '*      120  *'         (400  ft.) 

*'     C    "   **       •'        55  *'          (175  ft.) 

''    D    *'   ''       *'        27.5  *'          (  90  ft.) 

'*     E    "   ''       '*        12  ''          (  40  ft.) 

"     P    *'   "       "          6  *'          (  20  ft.) 

In  Fig.  14  the  above  values  are  shown  in  an  empirical  curve 
and  by  means  of  the  two  formulae  given  the  corresponding 
specific  speeds  can  be  directly  computed  for  both  the  metric 
and  the  English  system.  The  curve  represents  good  up-to-date 
practice.  However,  the  advancing  art  strives  to  apply  higher 
and  higher  specific  speeds  to  lower  heads.     The  dotted  curve 
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shown  is  a  forecast  of  what  may  become  the  practice  and  the 
formulae  applying  to  the  same  may  read: 

22400  ,.  30000 

Ns  metric  =  111.26  +  ^^^^^l'  ^'  ^'  ^°^^''^  =  ^^  ^HVll-^m' 

The  size  of  the  runner  influences  to  some  extent  the  selection 
of  the  specific  speed,  particularly  when  high,  as  it  involves  the 
question  of  strength  at  the  power  developed. 

Three  runners  of  a  very  low  specific  speed  (iVi  =  53  metric  = 
12  English)  have  been  in  continuous  and  successful  operation  for 
seven  years  past  at  the  Olmsted  Plant,  at  Provo,  Utah,  U.  S.  A. 
The  speed  was  selected  so  low,  because  the  wheels  replaced  an 
action  turbine  directly  connected  to  the  generator. 

The  highest  specific  speeds  are  found  to  be  commercially 
developed  by  American  manufacturers,  who  have  been  leading 
in  the  development  of  highly  e£9cient  runners,  thanks  to  the 
excellent  opportunities  for  making  exhaustive  tests,  offered  by 
the  testing  flume  at  Holyoke,  Mass.  The  world's  record  in  high 
specific  speed  is  held  by  Prof.  Dr.  Victor  Kaplan  of  Bruenn, 
Austria,  with  small  experimental  runners  having  specific  speeds 
heretofore  unheard  of.  See  publication  in  Zeitschrift  fuer  das 
gesamte  Turbinenwesen,  year  1912,  Dec.  10,  20,  30. 

(b)     Olassiflcation  According  to  the  Position  of  the  Shaft: 
Vertical,  Inclined  or  Horizontal  Shaft. 

Vertical  Shafts:  Vertical  shaft  arrangements  are  favored 
in  low  head  developments  of  medium  capacity  per  unit.  They 
are  indispensable  when  large  runners  are  employed.  The 
vertical  runner  unit  is  preferably  employed  where  it  can  be 
directly  connected  to  its  generator  or  to  other  energy  ab- 
sorbers. This  arrangement  has  the  undisputed  practical  advan- 
tage that  the  electrical  equipment  and  those  parts,  such  as  the 
governors,  thrust  bearings,  etc.,  which  require  more  attendance 
by  the  operators,  can  be  located  on  a  separate  fioor  and  within 
ready  reach  of  the  attendants.  In  cases  where  the  head,  or 
tail-water  level  rises  considerably,  as  in  times  of  flood,  the 
advantages  cited  before  become  still  more  apparent,  inasmuch 
as  it  is  possible  to  locate  the  generator  floor  safely  above  such 
flood  levels,  and  to  allow  the  hydraulic  end,  if  encased,  to  be 
temporarily  submerged  without  causing  damage. 
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Since  the  vertical  unit  has  its  dimensional  development 
principally  in  a  vertical  direction,  the  limited  floor  space  of  a 
vertical  shaft  plant  is  very  economical,  and  therefore  vertical 
shaft  arrangements  may  prove  advantageous  wherever  there  is 
only  limited  space  between  the  river  and  its  bank  on  which 
the  plant  is  to  be  located. 

Inclined  Shaft:  Arrangements  with  inclined  shaft  units  are 
infrequent,  but  may  be  employed  to  suit  local  conditions. 

Horizontal  Shafts :  Wherever  local  conditions  do  not  exist 
which  render  the  use  of  vertical  shaft  units  advantageous  the 
horizontal  units  have  been  preferred,  perhaps  for  the  following 
reasons : 

Simplicity  of  and  consequently  lower  cost  of  power  house 
sub-construction. 

Higher  speed  obtained  by  using  a  multiple  of  runners 
resulting  in  lower  cost  of  generating  equipment. 

Elimination  of  thrust  bearings  thus  requiring  less  skilled 
attendance. 

In  the  past,  and  particularly  in  the  American  market,  the 
keen  competition  introduced  by  the  numerous  stock  trade  tur- 
bines did  not  permit  a  careful  selection  of  the  type  of  turbine 
best  adapted  for  a  given  installation,  but  rather  allowed  the 
price  of  the  apparatus  to  be  the  chief  object  of  consideration. 
As  a  result  of  such  a  condition,  possibly  the  cheaper  layout  re- 
ceived first  consideration.  In  the  construction,  a  few  piers 
were  put  up  with  a  structural  iron  or  wooden  frame  upon 
which  the  turbine  was  bolted,  and  often  a  short  stub  discharge 
pipe  was  used  with  its  end  hardly  submerged  below  the  tail 
water  or  with  insufficient  clear  depth  allowed  below  for  an  un- 
disturbed discharge.  A  plurality  of  single  or  pairs  of  runners 
was  used  and  an  extension  shaft  carried  through  the  bulkhead 
for  connection  to  the  generator.  In  some  cases  where  the  water 
was  supplied  by  penstocks,  a  cylindrical  steel  plate  or  even  cast 
housing  was  built  around  the  standard  set  of  a  hydraulic  unit. 
With  the  gradual  disappearance  of  the  stock  article  turbines,  it 
became  more  and  more  possible  to  give  the  whole  plant  care- 
ful consideration,  and  to  properly  arrange  the  inlet,  the 
flume  and  the  outlet  conditions  of  the  unit.  Remarkable  prog- 
ress has  been  made  here  and  abroad,  and  it  has  become  a 
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general  custom  that  turbine  manufacturers  make  their  guar- 
antees under  the  distinct  condition  only,  that  the  flumes,  draft 
tubes,  etc.,  be  constructed  strictly  in  accordance  with  dimen- 
sions furnished  by  them. 

European  practice  seems  to  favor  the  horizontal  shaft  ar- 
rangement over  the  vertical  wherever  possible  and  as  a  result  of 
this,  has  endeavored  to  extend  the  use  of  horizontal  shaft  units 
over  as  low  heads  as  possible.  This  has  led  to  the  adoption  of 
the  siphon  chambers,  in  which  the  turbines  are  placed  in  such 
a  manner  that  the  water  level  above  same  may  be  higher  than 
the  head  water  level  itself.  An  automatic  regulation  of  this 
level  and  means  for  extracting  the  air  from  these  chambers 
must  be  provided.  These  plants  operate  satisfactorily  but  the 
design  has  not  been  introduced  into  the  United  States,  probably 
on  account  of  the  acknowledged  superiority  of  the  single 
runner  vertical  arrangement  now  used  here  which  has  been 
brought  to  a  remarkably  high  degree  of  perfection. 

The  horizontal  shaft  arrangements  for  low  and  medium 
heads  are  worked  out  in  numerous  ways  as  has  been  shown  by 
a  publication  made  in  the  Zeitschrift  fiir  das  gesamte  Tur- 
binenwesen,  1914,  No.  26  and  27,  by  Johann  Hallinger,  Muen- 
chen. 
(c)    Olassiflcation  According  to  the  Setting. 

We  may  distinguish  between  the  '*open  flume''  and  ** en- 
cased" type  of  turbine.  The  highest  applicable  head  of  an  **open 
flume''  type  is  limited  naturally  by  the  costs  of  the  walls  forming 
the  open  flume.  The  remarkable  advance  brought  by  the  use  of 
reinforced  concrete  permits  of  open  flume  setting  for  reasonably 
moderate  heads.  It  is  particularly  well  adapted  with  hollow 
dams,  such  as  those  of  the  Amburson  type  of  which  numerous 
plants  are  in  operation  all  over  the  globe.  The  ** encased" 
type  of  turbine  is  used  in  connection  with  penstocks  or  in  cases 
where,  due  to  limited  space,  relatively  high  velocities  are 
necessary. 

Two  types  of  casings  may  be  noted :  the  cylindrical  casing 
and  the  spiral  casing. 

Cylindrical  casings  are  employed  with  twin  turbines  with 
either  a  common  center  discharge  into  one  draft  tube  or  with 
a  double  quarter  turn  discharge  into  two  draft  tubes.    Standard 
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stock  turbines,  even  of  the  single  runner  type,  were  set  into 
cylindrical  casings,  all  for  reasons  of  competitive  cheapness. 
Cylindrical  casings  permit  of  top,  bottom,  side  and  end  inlet 
for  the  water  as  best  meets  the  location  of  the  incoming  pen- 
stock. If  made  liberal,  they  are  wasteful  as  to  the  material 
employed ;  if  made  of  limited  dimensions,  they  are  wasteful  in 
regard  to  hydraulic  losses. 

The  spiral  casing  is  the  most  efficient  means  for  bringing 
the  operating  water  to  the  turbine.  It  allows  of  a  relatively 
high  velocity  of  water  without  causing  losses  due  to  sudden 
change  of  direction  of  the  flow,  or  of  the  velocity  proper. 
This  is  due  to  its  characteristic  uniform  velocities  of  flow  and 
the  fact  that  the  energy  contained  in  the  water  is  correctly 
employed  in  the  approach  to  the  runner  through  the  guide  case. 

Three  types  of  construction  of  spiral  casings  may  be  dis- 
tinguished: The  concrete  spiral  casing,  the  plate  steel  spiral 
casing  and  the  cast  (iron  or  steel)  spiral  casing. 

Concrete  Spiral  Casing:  The  application  of  this  type  is 
limited  to  relatively  moderate  heads  and  to  units  of  sufficiently 
large  capacities  to  justify  the  additional  cost  of  a  spiral  casing 
over  that  of  an  ordinary  open  flume.  It  is  preferably  used  in 
connection  with  vertical  shaft  units,  although  also  well  adapted 
for  horizontal  shaft,  twin  units. 

The  most  efficient  type  of  setting  now  recommended  by 
progressive  engineers  and  manufacturers  is  that  for  the  single 
runner,  vertical  shaft  turbine  consisting  of  a  concrete  spiral 
flume.  Units  of  capacities  exceeding  10,000  hp.  for  heads  as 
moderate  as  9.2  m  (30  ft.)  have  been  placed  in  successful  opera- 
tion with  such  settings.  Large  concrete  spiral  casings  have 
been  used  for  heads  as  low  as  5.2  m  (17  ft.)  and  as  high  as 
20.7  m  (68  ft.).  With  units  of  this  type,  plant  efficiencies 
exceeding  90%  were  obtained.  These  high  efficiencies  were 
largely  due  to  the  proper  consideration  of  all  factors  involved. 
It  is  absolutely  essential  that  all  velocities  of  water  from  the 
intake  of  the  spiral  flume  to  the  end  of  the  draft  tube  be  har- 
moniously fixed  by  dimensions  decided  upon  by  the  manufac- 
turers of  the  hydraulic  end  of  equipment. 

Steel  Plate  Spiral  Casing:  For  moderate  and  high  heads, 
the  forces  to  be  considered  in  the  design  and  construction  of 
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the  spiral  casing  are  such  that  it  will  be  found  impossible  to 
further  employ  concrete.  In  such  cases,  a  metal  casing  must 
be  employed. 

Cast  iron  casings,  particularly  if  of  large  dimensions,  are 
very  expensive,  a  -certain  minimum  thickness  of  metal  being 
necessary  for  reasons  of  the  foundry  and  a  division  into  several 
parts  being  necessary  for  reasons  of  transportation.  With 
large  casings,  the  item  of  freight  may  become  of  primary  im- 
portance. Comparing  the  strength  of  material  of  steel  plate 
with  that  of  cast  iron,  it  can  be  readily  seen  that  the  weight 
of  the  steel  plate  casing,  built  equally  strong  as  a  corresponding 
casing  of  cast  iron,  is  about  one  fifth,  and  it  still  leaves  a  higher 
factor  of  safety  because  the  steel  plate  material  is  more  homo- 
geneous than  a  casting. 

Steel  plate  casings  of  the  spiral  form  have  been  built  for 
years  past,  however,  mostly  of  rectangular  cross  section  areas, 
an  instance  being  the  turbines  built  for  the  Niagara  Falls,  On- 
tario Power  Company,  Niagara,  Canada.  It  is  evident,  how- 
ever, that  the  rectangular  cross  area  is  neither  ideal  as  to 
hydraulic  nor  as  to  constructive  results.  Unless  very  low 
velocities  (resulting  in  uneconomically  large  casings)  are  em- 
ployed, the  losses  due  to  friction,  or  "dead  water  in  the  cor- 
ners'', are .  considerable.  Besides,  the  flat  side  walls  of  the 
casing  are  apt  to  deform  unless  stiffened  considerably  by  addi- 
tional angle  irons.  This  design  has  now  been  superseded  by 
the  circular  area  spiral  casing,  which  is  built  up  of  conical 
sections  either  lap-joint,  or  butt-strap  rivetted  together.  The 
circular  section  offers  a  very  smooth  and  uniform  surface  to 
the  flow  of  water  and  the  interior  pressure  of  the  operating 
water  imposes  uniform  stresses  upon  the  material,  resulting  in 
uniform  and  consequently  minimum  deformation. 

These  conical  sections  are  rivetted  to  a  speed  ring,  gen- 
erally made  of  cast  steel  and  built  up  of  two  flanges  held 
together,  within  the  desired  distance,  by  means  of  a  series  of 
webs  which  are  so  shaped  and  located  as  to  offer  a  minimum 
obstruction  to  the  flow  of  the  water,  and  which  take  up  part 
of  the  strain  otherwise  imposed  upon  the  steel  plate  sections. 

The  steel  plate  spiral  casing  has  been  introduced  rapidly, 
due  to  it&i  acknowledged  advantages  over  cast  casings.    Its  ap- 
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plication  is  steadily  expanding  further  into  the  range  of  low, 
as  well  as  high  heads.  With  low  heads,  its  use  may  be  well 
justified  if  one  considers  that  a  fair  portion  of  a  steel  plate 
casing  can  be  made  up  for  the  money  which  must  be  spent 
otherwise  for  building  up  a  wooden  form  for  pouring  concrete, 
and  for  such  steel  reinforcements  as  are  indispensable  with  a 
concrete  spiral  case  flume.  Higher  velocities  are  permissible 
with  steel  plate  spiral  casings  due  to  low  hydraulic  radius  of 
the  sections  offered  to  the  water  flowing  thru  same.  Hydrauli- 
cally  the  concrete  spiral  casing,  being  of  rectangular  cross  sec- 
tion areas,  may  be  compared  with  the  older  type  of  steel  plate 
spiral  casings.  The  increasing  demand  for  units  of  large  capaci- 
ties at  moderate  heads  and  the  call  for  a  highly  efficient,  yet 
simple  unit,  have  opened  a  wide  fleld  for  the  vertical  shaft, 
single  runner,  spiral  case  type  of  unit,  and  the  advantages 
connected  with  a  spiral  casing,  made  of  steel  plate,  are  so 
striking  that  its  use  is  becoming  more  and  more  popular.  We 
may  mention  a  typical  unit  now  under  construction  for  the 
Thompson  Falls  Plant,  at  Thompson  Falls,  Montana,  which 
will  furnish  power  for  the  electrification  of  a  division  of  the 
Chicago,  Milwaukee  and  Puget  Sound  Railway. 

Numerous  casings  have  also  been  built  for  horizontal  shaft 
units.  They  may  be  free,  partly  or  entirely  imbedded  in  the 
concrete  foundation,  as  may  best  suit  local  requirements. 

Oast  Iron  or  Cast  Steel  Spiral  Casing:  Cast  iron  spiral 
casings  are  preferably  used  for  small  sizes  and  particularly  for 
horizontal  arrangement  of  shaft.  They  represent  the  best 
known  type  of  high  efficiency  settings,  and  have  established 
themselves  in  practice  for  long  years  past. 

For  higher  heads,  where  water  pressure  imposes  strains 
upon  the  material  which  would  necessitate  uneconomical  thick- 
ness of  metal,  cast  steel  is  substituted  for  cast  iron.  The  high 
pressure  for  which  these  casings  are  used  produces  forces  of 
such  magnitude  that  a  careful  analysis  of  all  possible  stresses 
should  be  made  with  every  design.  Serious  failures  are  on  record 
caused  by  lack  of  proper  and  scientific  treatment  of  the  subject. 
Above  all,  the  casing  should  be  subjected  to  a  hydro-static  test, 
under  a  pressure  at  least  60%  in  excess  of  the  operating 
pressure,  before  it  leaves  the  shop.    Care  should  also  be  taken 
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that  when  subjecting  the  casing  to  such  a  test  the  pressure 
should  be  permitted  to  impose  its  strains  upon  the  material 
exactly  as  will  be  the  case  under  actual  operating  conditions. 
Shop  tests  are  often  made  under  much  more  favorable  condi- 
tions, so  that  they  are  worth  no  more  than  a  showy  experiment. 
(d)    Olassiflcation  by  the  Number  of  Runners  Employed. 

The  speed  of  a  turbine  unit  varies  as  the  square  root  of 
the  ratio  of  the  number  of  runners  employed. 

Twin,  triplex  and  even  quadruplex  units  have  been  built 
for  horizontal  as  well  as  vertical  position  of  shaft.  Sextuplex 
and  octuplex  units  are  found  with  horizontal  shaft  arrange- 
ment. The  possibility  of  obtaining  a  high  speed  for  direct 
connection  to  a  generator  may  be  pointed  to  as  an  advantage  by 
turbine  manufacturers,  who  naturally  prefer  to  sell  more  weight 
of  their  own  apparatus  than  leaving  the  sale  of  it  to  generator 
manufacturers.  A  careful  analysis  of  the  cost  of  the  whole 
installation  and  a  capitalization  of  the  efficiency,  however,  re- 
veal the  fact  that  single  vertical  runner  units  are  by  far  the 
most  economical.  This  result  is  further  confirmed  by  the  un- 
disputed fact  that  a  simple,  rugged  design  of  a  single  runner 
turbine  is  much  more  reliable  than  the  complicated  apparatus 
of  a  multiple  runner  unit.  This  fact  has  already  been  fully 
acknowledged  by  American  practice  and  is  being  accepted  also 
in  other  countries. 

The  geared,  or  harness  type  arrangement,  has  been  fre- 
quently used.  One  or  two  or  more  single  turbines  on  vertical 
shafts,  set  in  common  or  separate  flumes,  are  connected  to  a 
horizontal  line  shaft  by  means  of  bevel  mortise  gears.  This 
arrangement  flourished  in  the  times  when  the  standard  stock 
trade  turbines  dominated  the  market.  By  selecting  the  ratio 
of  the  bevel  gears,  any  desired  speed  of  the  line  shaft  could  be 
obtained  suitable  for  direct  connection  to  a  standard  speed 
generator.  Nothing  could  compete  in  cheapness  with  such 
layouts,  the  overall  efficiency  of  which,  however,  is  so  low  that 
modern  practice  cannot  consider  them  any  further. 

For  medium  and  high  heads,  the  horizontal  shaft,  single 
and  twin-units  are  preferred  types,  except  in  cases  where  cer- 
tain factors,  previously  referred  to,  make  the  use  of  a  vertical 
shaft  arrangement  preferable.    With  turbines  operating  under 
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very  high  head,  it  is  mostly  a  question  as  to  how  a  speed  can 
be  obtained  which  is  low  enough  to  avoid  the  expensive  design 
of  a  high  speed  (turbo)  generator. 

The  single  runner  type,  of  course,  is  the  best.  Much  fear  was 
manifested  at  one  time  about  possible  failure  to  properly  over- 
come the  end  thrust,  and  the  early  practice  endeavored  to  solve 
the  problem  by  splitting  the  discharge  of  the  runner  so  that 
two  quarter  turn  discharges,  with  two  draft  tubes,  could  be 
employed.  A  great  number  of  turbines  of  this  type  are  in 
operation.  The  decided  disadvantage  of  this  type,  however,  is 
that  the  runner  is  placed  mid-ways  between  the  two  main  bear- 
ings, which  are  located  outside  of  the  quarter  turns.  The  long 
span,  with  the  principal  weight,  the  runner,  in  the  middle, 
requires  a  shaft  of  large  diameter,  which  in  turn  takes  up  a 
large  portion  of  the  passage  area  of  the  water  discharging 
from  the  high  head  runner  at  considerable  velocity.  Hydraulic 
conditions  may  arise  which  set  up  serious  vibrations  of  the 
revolving  elements,  resulting  in  excessive  wear  of  the  parts  af- 
fected. Besides,  considerable  hydraulic  and  friction  loss  must 
be  expected,  due  to  the  relatively  large  surface  offered  to  the 
flow  of  the  water  at  high  velocities. 

These  disadvantages  are  eliminated  with  the  modern  single 
discharge  unit,  a  design  having  been  adopted  which  permits  of 
a  perfect  hydraulic  balance  of  the  runner  against  any  end 
thrust  whatever.  The  runner  can  be  placed  directly  on  the 
overhung  end  of  the  generator  shaft,  so  that  the  rotating  parts 
of  the  whole  hydro-electric  unit  are  supported  in  the  two 
generator  bearings  only.  Thus  a  most  compact  arrangement 
is  obtained,  together  with  a  mechanically  perfect  alignment  of 
the  rotating  parts. 

Units  of  large  capacity,  with  moderate  head,  permit  of 
the  use  of  two  runners  in  order  to  obtain  a  suitable  generator 
speed.  The  twin  center  discharge  unit  has  been  frequently 
used,  two  spiral  casings  being  employed  with  a  common  center 
discharge.  These  units  are  perfectly  balanced,  as  long  as 
both  sides  are  simultaneously  governed.  By  employing  the 
hydraulic  balancing  feature,  as  now  used  with  single  discharge 
unit,  it  is  possible  to  operate  the  two  sides  separately.  A  loss 
of  efficiency  must,  however,  be  accepted  in  such  cases  due  to 


468  WHEELS  OF  THE  PRESSURE  TYPE 

the  disturbed  conditions  in  the  center  discharge.  With  the 
twin  center  discharge  type,  the  shaft  and  one  main  bearing  are 
indispensable. 

Large  units  involve  considerable  initial  investment,  their 
revenue  should  not,  therefore,  be  interfered  with  by  interruption 
of  the  operation  of  the  prime  mover.  Plants  which  are  designed 
on  a  basis  of  conservation  of  water  should  be  equipped  with 
turbines  maintaining  good  efSciencies  even  at  fractional  loads. 
The  operation  of  high  head  Francis  turbines,  at  very  small 
loads,  may  introduce  an  unfavorable  financial  efficiency  due 
to  wear  and  tear  causing  frequent  interruption  of  service  for 
repair.  The  prime  mover  of  a  hydro-electric  unit,  should,  there- 
fore, be  so  constructed  that  at  least  a  fair  part  of  the  total 
load  is  obtained  from  the  generator  at  all  times.  This  has 
led  to  the  adoption  of  the  double,  overhung  Francis  turbine, 
which  consists  of  two  independent,  single,  overhung  Francis 
turbines,  one  placed  at  each  end  of  the  generator.  By  equip- 
ping each  side  with  its  own  auxiliaries,  such  as  gate  valve, 
governor,  pressure  regulator,  etc.,  the  whole  hydro-electric  unit 
is  composed  of  one  generator  driven  by  two  independent  prime 
movers.  It  can  be  readily  seen  that  such  a  type  is  of  the 
highest  flexibility  in  regard  to  operation  and  efficiency.  One 
side  may  have  its  water  supply  shut  off  completely,  the  over- 
hung runner  simply  revolving  idly  in  air,  or  it  may  be  set  for 
a  constant  gate  opening  which  insures  high  efficiency,  while 
the  other  side  takes  care  of  the  fluctuating  load.  In  cases  of 
repair  to  one  side,  the  other  may  be  operated  for  a  time  until 
that  work  is  done  which  requires  a  complete  shut  down  of  the 
whole  unit. 

This  two-bearing  type  of  unit  represents  the  latest  achieve- 
ment in  the  design  of  modern  hydro-electric  units.  It  has  been 
rapidly  introduced  into  practice  although  it  is  protected  by 
patents  controlled  by  one  company  only.  An  18,000-hp.  tur- 
bine has  recently  been  constructed  to  operate  under  320'  head 
at  360  r.p.m.  and  will  be  installed  in  one  of  the  plants  of  the 
Pacific  Gas  and  Electric  Company  of  San  Francisco,  Cal.  It 
will  receive  its  operating  water  from  the  Sierra  Nevadas,  the 
melted  snow  of  which  is  stored  in  Lake  Spaulding  formed  by 
one  of  the  largest  dams  built  in  recent  times. 
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(e)    Classification  according  to  the  Method  of  Controlling  the 
Flow  of  Water. 

Old  art,  cylinder  gate,  and  wicket  type  of  swivel  gates. 

Out  of  the  great  variety  of  designs  for  controlling  the  flow 
of  reaction  turbines,  only  two  principal  types  have  been  re- 
tained in  practice,  namely  the  cylinder  gate  and  the  wicket 
or  swivel  gate  type.  The  cylinder  gate  type  was  employed 
with  many  of  the  stock  trade  turbines,  particularly  in  connec- 
tion with  plants  for  mills  which  had  a  fairly  steady  load.  Later 
on,  the  use  of  this  type  was  also  forced  upon  hydro-electric 
units,  however,  with  disappointing  results.  In  the  early  stage 
of  the  development  of  hydro-electric  units,  a  cylinder  gate  was 
employed  outside  of  the  speed  gate,  as  is  shown  on  Fig.  11 
previously  referred  to.  This  was  a  rather  crude  method  of 
controlling  the  flow,  amounting  to  nothing  more  than  a  throt- 
tling down  of  the  operating  head,  resulting  in  poor  eflSciency 
of  the  unit.  The  cylinder  gate  placed  between  speed  gate  and 
runner  is  somewhat  better,  yet  it  has  inherent  defects  which 
become  manifest  in  excessive  wear  and  tear  of  the  runner  and 
of  parts  of  the  guide  vanes  adjacent  to  the  cylinder  gate  proper. 
This  fact  is  being  more  and  more  acknowledged  and,  therefore, 
the  cylinder  gate  type  will  in  time  yield  to  the  wicket  or  swivel 
gate  type.  The  swivel  gate  was  invented  as  early  as  1859  and, 
as  a  worthy  companion  of  the  Francis  turbine,  is  also  of  Amer- 
ican origin.  The  credit  is  due  Mr.  John  Temple,  who  assigned 
his  invention  to  the  manufacturers  of  the  American  wheel  at 
Middletown,  Ohio,  and  later  of  the  new  American  wheel  at 
Dayton,  Ohio.  Like  the  original  Francis  turbine,  the  wicket  or 
swivel  gate  also  underwent  a  number  of  improvements  as  a 
result  of  the  progress  of  the  art.  The  original  invention  was 
first  intended  for  low  head  developments  only  and  the  stock 
trade-turbines  have  maintained  the  same  practice  up  to  the 
present  date. 

The  swivel  gate,  although  a  more  intricate  mechanism  than 
the  cylinder  gate,  offers  decided  advantages.  Wear  and  tear  is 
greatly  reduced  for  small  fractional  loads  due  to  fair  condi- 
tions of  flow,  resulting  also  in  better  efficiencies  than  are  ob- 
tained with  cylinder  gates. 

Two  types  of  swivel  gate  mechanisms  are  principally  used, 
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the  inside  type  and  the  outside  type.  The  inside  type  is  the 
older,  and  was  at  first  used  even  for  moderate  and  high  heads, 
but  for  high  heads  it  has  been  replaced  exclusively  by  the  out- 
side type.  With  the  inside  type,  all  component  parts  are 
exposed  to  the  operating  water  pressure.  The  guide  vanes  have 
a  stationary  pivot  serving  as  stay  bolt  between  the  lower  and 
upper  wall  of  the  guide  case.  They  are  connected  to  a  common 
shifting  ring  by  means  of  links  or  rods.  The  shifting  ring  may 
be  located  at  the  outer  periphery  of  the  speed  case  or  at  the 
center  portion  of  the  cover  plate  around  the  steady  bearing. 
It  is  either  directly  operated  from  one  or  two  reach  rods  con- 
nected to  the  lever  of  the  regulating  shaft  of  governor  or,  as 
was  the  practice  with  standard  stock  turbines,  it  carries  the 
gear  segment  operated  from  the  pinion  located  on  the  regulating 
shaft. 

The  inside  type  of  gate  rigging  has  the  decided  disadvan- 
tage that  its  principal  parts  are  exposed  to  the  operating  water 
and  cannot  be  inspected  during  operation. 

With  the  outside  type  of  gate  rigging,  this  defect  is  sub- 
stantially eliminated.  No  parts  are  exposed  to  the  operating 
water  except  the  guide  vane  body  and  the  two  adjacent  bear- 
ings of  its  pivot.  The  shifting  ring  and  its  connecting  elements 
are  placed  outside  of  the  operating  water  where  they  are  readily 
lubricated  and  inspected.  The  decided  advantages  of  the  out- 
side type  have  made  its  use  so  popular  that  it  is  found  for 
large  single  runner  vertical  shaft  units  even  at  heads  as  low 
as  5.25  m  (17  ft.).  In  case  of  accidents  due  to  foreign  matter 
lodging  between  the  guide  vanes,  the  inside  type  suffers  con- 
siderably greater  damage  than  the  outside  type.  With  the 
outside  type,  the  body  and  the  pivots  of  the  guide  vanes  can  be 
made,  sufficiently  strong  to  withstand  the  entire  governor  force 
concentrated  upon  two  guide  vanes,  if  held  open  by  foreign 
matter  lodged  between  them.  This,  of  course,  would  prevent 
the  governor  from  bringing  the  remaining  guide  vanes  into 
closed  position,  so  that  a  runaway  of  the  unit  would  be  inevit- 
able. To  prevent  this,  a  safety  element  is  introduced  between 
the  guide  vane  levers  and  the  shifting  ring.  Several  practical 
solutions  are  found;  for  instance,  a  link  designed  with  a  cross 
sectional  area  of  predetermined  breaking  strength,  or  a  pin 
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which  is  sheared  oflP,  both  arranged  for  easy  removal.  A  more 
expensive  but  excellent  method  is  the  introduction  of  a  spring 
which  is  simply  compressed  or  temporarily  lengthened  until  the 
obstruction  is  removed.  This  design  is  employed  by  the  repu- 
table Swiss  concern,  Piccard  Pictet  &  Company  of  Geneva, 
whose  engineers  have  introduced  into  practice  a  number  of 
valuable  devices  and  details  which  furnish  a  proof  of  their 
eminent  abilities. 

The  outside  gate  rigging  is  particularly  well  fitted  for  use 
with  high  heads,  and  the  latest  designs  are  little  short  of  a 
high  degree  of  perfection,  all  surfaces  subject  to  wear  and  tear 
being  designed  so  as  to  be  readily  renewable  with  a  minimum 
of  expense  for  their  replacement.  Spare  sets  are  furnished, 
made  absolutely  interchangeable  so  that  such  repair  work  can 
be  done  even  with  the  less  perfect  tools  and  skilled  labor  avail- 
able locally. 

SELECTION  OF  TYPE, 

A  selection  of  the  type  for  the  conditions  to  be  met  in  a 
given  installation  must  not  be  influenced  by  two  factors  which 
were  dominant  in  early  days,  viz.  : 

(1)  the  existence  of  designs  and  patterns  previously  used, 

(2)  the  customary  practice  of  a  country. 

The  factor  first  cited  may  be  a  highly  desirable  one  from 
the  commercial  point  of  view  of  the  manufacturer  or  of  the  non- 
technical financier.  That  tendency  certainly  dominated  during 
the  period  when  the  stock  trade  turbines  were  in  vogue.  That 
the  real  engineering  end  always  suffers  under  its  regime  is 
sadly  demonstrated  in  the  many  financial  failures,  caused  to 
enterprises  which  received  their  advice  from  parties  either 
incapable  of  making  a  proper  analysis,  or  short  of  the  necessary 
foresight  to  comprehend  the  final  results.  It  is  a  matter  of 
great  pleasure  to  the  conscientious  and  leading  turbine  de- 
signers to  notice  the  remarkable  change  of  conditions  during 
the  past  decade.  It  is  particularly  gratifying  to  see  a  country 
like  the  United  States,  at  one  time  practi-cally  forced  to  accept 
whatever  the  stock  trade  market  offered,  taking  the  lead  in 
establishing  records  of  highly  efficient  and  reliable  designs  in 
the  construction  of  hydraulic  turbines. 
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The  customary  practice  of  a  country  may  also  be  charac- 
terized as  nothing  less  than  a  drawback  and  hindrance  to 
progress.  It  may  prove  interesting  to  here  refer  to  the  many 
publications  which  have  appeared  in  European  engineering 
papers,  in  which  over-zealous  engineers  believed  themselves 
destined  to  defend  the  old  style,  horizontal,  multiple  runner 
arrangements  against  the  victorious  invasion  of  the  field  by  the 
modern,  single,  vertical  shaft  units. 

It  is  particularly  pleasing  to  observe  again  that  America 
has  discarded  the  old  customary  practice  in  spite  of  many 
warnings  sounded  by  less  progressive  parties  in  this  country, 
or  by  too  conservative  authorities  in  Europe,  of  which  the 
writer  could  cite  numerous  examples  in  connection  with  his  own 
work.  Due  appreciation  shall  be  given  here  to  those  con- 
sulting engineers  and  manufacturers  who  have  manifested  their 
confidence  in  progressive  designs  and  constructions  and  who 
thus  have  made  it  possible  for  progress  to  go  on  unhampered, 
a  fact  which  has  been  brought  first  to  public  attention  in  an 
able  paper  read  by  Mr.  H.  B.  Taylor,  Mem.  A.  S.  M.  E.,  at  a 
meeting  of  the  Canadian  Society  of  Civil  Engineers,  January 
15,  1914. 

Space  does  not  permit  the  setting  forth  in  detail  of  the  many 
courses  pursued  in  selecting  the  type  of  the  turbine.  The  selec- 
tion should  be  based  upon  a  thorough  knowledge  of  the  follow- 
ing basic  conditions : 

First,  the  extreme  operating  heads,  maximum  and  mini- 
mum, and  the  head  existing  for  the  longest  period  of  the 
season  (variable  heads  or  fairly  constant  heads). 

Second,  the  topographical  conditions  of  the  power  site  and 
approaches  (pipe  line,  or  open  flume,  limited  area  for  power 
house,  vertical  shafts). 

Third,  the  character  of  the  commercial  load  (steady  or 
heavily  fluctuating  load,  overload,  reserve,  and  regulation). 

Fourth,  the  characteristic  features  of  the  electrical  equip- 
ment (high  voltage,  long  transmission  lines,  electrical  surges, 
revolving  masses,  operating  in  parallel,  etc.). 

Fifth,  the  character  of  the  operating  water  (presence  of 
glacial  silt,  mineral  acids,  etc.,  requiring  special  material  for 
certain  parts,  special  designs  for  ready  renewal,  etc.). 
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Comment  can  be  offered  on  these  points  as  follows : 

First,  a  constant  head  permits  of  a  runner  designed  for 
highest  efficiencies  at  a  constant  peripheral  speed.  A  wide  range 
of  operating  head,  however,  necessitates  a  design  which  may 
sacrifice  the  highest  efficiencies  for  a  greater  flexibility  under 
the  various  peripheral  speeds. 

Second,  power  sites  with  ready  access,  railroad  spurs  run- 
ning into  the  power  house  directly  below  the  crane,  permit 
of  designs  with  heavy  complex  parts,  possibly  a  shipment  of 
completely  assembled  units.  Remote  location  with  wagon  or 
mule  transportation  necessitates  greater  subdivision  of  compo- 
nent parts.  Long  pipe  lines,  tunnels,  etc.,  complicate  the 
problem  of  regulation  and  may  necessitate  intricate  turbine 
designs. 

Third,  a  steady  commercial  load  simplifies  the  device  for 
speed  and  pressure  regulation  and  permits  of  a  relatively  light 
design  of  parts  affected  by  the  control  of  the  flow  of  water 
through  the  turbine.  Heavy  load  fluctuations  impose  greater 
duty  upon  the  gate  rigging,  runner  and  governing  devices. 
Special  designs  and  auxiliary  apparatus  may  become  neces- 
sary. 

Fourth,  the  electrical  transmission  often  introduces  factors 
which  require  special  consideration.  Partial  and  total  short 
circuits,  partial  runaways  of  the  power  system  due  to  failures 
of  governors  of  other  plants  operating  in  parallel  may  occur 
which  may  produce  extraordinary  operating  conditions. 
Nothing  is  more  welcome  in  a  plant  than  a  simple  arrangement 
and  a  conspicuous  location  of  those  devices  requiring  quick 
manual  attendance  in  emergency  cases. 

Fifth,  operating  water  which  is  relatively  pure  permits  of 
the  use  of  standard  materials.  Impurities  in  the  operating 
water,  which  tend  to  have  a  corroding  effect  upon  the  exposed 
surfaces,  necessitate  special  materials  and  require  a  design 
which  permits  of  ready  renewal  of  the  parts  subject  to  wear 
and  tear.  Serious  financial  handicaps  are  on  record  as  a  result 
of  utter  neglect  of  consideration  of  these  factors.  A  design 
causing  a  large  initial  investment,  but  having  a  low  cost  of 
parts  to  be  replaced  from  time  to  time,  should  be  preferred 
over  a  medium  initial  cost  design  with  expensive  up*keep. 
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With  the  above  factors  given  due  consideration,  and  with 
the  other  points  previously  cited  in  the  foregoing  chapters,  a 
proper  selection  of  the  type  of  turbine  should  be  possible.  There 
are  not  many  instances  where  the  proverb  **  Experience  is  the 
best  teacher  *'  could  be  better  employed  than  in  the  designing 
and  building  of  hydraulic  turbines,  yet  the  fact  should  never 
be  lost  sight  of  that  experience  only  when  coupled  with  scien- 
tific research  will  bring  about  best  results. 

EFFICIENCY  AND  TESTS. 

The  modem  Francis  turbine  has  attained  such  a  high  degree 
of  perfection  that  a  proposal  with  guarantees  of  e£Sciency 
under  80%  at  full  gate,  and  more  so  for  highest  efficiency  gate 
openings,  would  receive  no  consideration  whatever.  A  remark- 
able advance  in  this  direction  can  be  noticed  in  the  past  six 
years.  With  the  single  runner,  vertical  shaft  turbine,  efficien- 
cies can  be  obtained  which  exceed  90%.  Such  efficiencies  have 
been  obtained  not  only  from  units  tested  in  special  testing 
flumes  but  also  in  actual  power  house  settings.  Efficiencies  well 
above  80%  were  obtained  long  years  ago  even  with  stock  trade 
wheels  designed  by  the  so-called  method  of  -cut  and  try,  which 
lacked  the  proper  scientific  basis.  The  increasing  demand  for 
turbines  of  high  specific  speed  has  encouraged  research  work, 
and  the  progress  made  in  this  direction  is  the  result  of  an 
efficient  combination  of  practical  experience  with  scientific 
treatment  of  the  subject. 

Testing  laboratories  have  been  installed  on  both  ^continents 
by  manufacturers  as  well  as  technical  high  schools  or  univer- 
sities, and  unlimited  progress  may  be  confidently  looked  for. 

High  efficiencies  are  certainly  very  desirable,  particularly 
in  cases  where  the  available  discharge  is  limited,  yet  it  does 
not  seem  to  fully  justify  the  almost  frenzied  race  of  over-zealous 
engineers  to  obtain  and  maintain  the  world's  record  for  high 
efficiency.  Such  procedures  are  apt  to  bring  about  unsound  con- 
ditions in  several  respects.  Designs  may  be  offered  which  lack 
consideration  of  other  factors  just  as  important  and  necessary 
for  the  successful  operation  of  a  plant.  Test  arrangements  may 
be  chosen  in  which  such  intricacies  are  employed  as  cannot  be 
fully  or  lastingly  reproduced  under  actual  power  house  condi- 
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tions.  The  logical  consequence  is  that  power  house  results 
will  sooner  or  later  fall  behind  the  result  of  such  show  tests. 
The  presentation  of  results  of  such  a  show  test  may  induce 
those  of  less  experienced  judgment  to  give  preference  to  a 
bidder  although  his  machinery  as  a  whole  may  be  inferior  to 
that  of  others,  when  considered  from  a  point  of  view  of  overall 
commercial  results.  It  may  be  stated  here  that  as  a  result  of 
such  new  practice,  the  margin  between  actual  results  obtained 
and  guarantees  made  has  been  much  reduced  lately,  and  unless 
such  high  guarantees  are  covered  by  bonus  and  penalty  clauses 
they  are  apt  to  do  more  general  harm  than  good. 

Let  us  briefly  analyze  the  values  of  the  various  testing 
laboratories.  Testing  stations  owned  by  manufacturers  are,  of 
course,  exceedingly  useful  to  their  owners  and  may  be  looked 
on  as  the  proper  means  of  securing  the  desired  progress.  Natu- 
rally, they  are  more  or  less  closed  to  the  outsider,  and  the 
results  obtained  remain  the  private  property  of  the  owner. 

Turbine  laboratories  of  technical  institutions  are  mostly 
used  for  strictly  scientific  researches,  rarely  also  for  purely  prac- 
tical purposes.  The  results  may  be  considered  public  property 
and  consequently  manufacturers  are  reluctant  in  sending  their 
latest  products  of  progress  to  such  places. 

To  obviate  the  inherent  disadvantage  of  the  two  testing 
stations  referred  to  before,  a  third  kind  of  testing  station  may 
be  worthy  of  consideration,  namely,  a  station  at  which  tur- 
bines of  any  make  may  be  tested,  under  a  responsible  manage- 
ment of  acknowledged  capacity,  so  that  results  obtained  from 
tests  made  at  such  a  station  mjiy  serve  to  give  information  even 
in  cases  of  a  legal  nature. 

It  is  again  gratifying  to  note  that  the  United  States,  even 
at  an  early  date,  took  the  lead  in  this  direction.  Although  it 
is  not  a  testing  station  which  is  under  the  control  of  the  gov- 
ernment, the  testing  flume  of  the  Holyoke  Water  and  Power 
Company  of  Holyoke,  Mass.,  is  entitled  to  the  consideration 
given  to  such  a  flume.  This  station,  in  its  first  stages,  was  built 
as  early  as  1871  and  1872  and  was  open  for  public  use  and  con- 
tinued under  the  charge  of  James  Emerson  until  about  1880. 
A  new  testing  flume  was  then  designed  by  Clemens  Herschel, 
the  inventor  of  the  world  renowned  **Venturi  Meter"  and  of 
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the  **Fall  Increaser",  a  recent  invention  for  artificially  increas- 
ing the  suction  head  on  a  turbine  by  means  of  the  surplus  flood 
water.  It  was  completed  in  1882,  and  is  in  use  today  under  the 
direction  of  Mr.  A.  F.  Sickman,  Hydraulic  Engineer  of  the 
Holyoke  Water  &  Power  Company. 

Space  does  not  permit  here  of  a  detailed  description  of 
the  flume  and  the  methods  of  the  test.  The  conditions  are 
briefly  outlined  in  the  Holyoke  Water  Power  Company's  Cir- 
cular, dated  November  1, 1898,  an  extract  of  which  is  here  given. 
''The  wheel  pit  is  20  ft.  square  and  vertical  shaft  wheels  can 
be  tested  of  any  usual  diameter  and  power  up  to  300  horse 
power.  The  weir  can  discharge  about  200  cubic  feet  per  second. 
Small  wheels  may  be  tested  under  any  head  from  four  to 
eighteen  feet;  larger  sizes  from  eleven  to  fourteen  feet.  The 
price  of  test  and  report  is  based  on  the  amount  of  water  drawn 
by  the  wheel.  The  test  will  consist  of  five  or  six  settings  of  the 
gate;  additional  settings  are  charged  extra.  Horizontal  shaft 
wheels,  single  or  in  pair,  of  small  and  medium  sizes  can  also 
be  tested.  All  results  are  kept  strictly  confidential,  report  being 
made  only  to  party  ordering  the  test". 

The  Holyoke  Testing  Flume,  as  it  is  commonly  termed,  has 
served  the  method  of  '*cut  and  try"  for  the  empirical  develop- 
ment of  the  standard  stock  wheels,  some  1200  tests  having  been 
made  up  to  the  end  of  the  past  century.  It  is  patronized  today 
equally  as  much  by  the  leading  American  manufacturers,  and 
research  work  on  a  scientific  basis  is  now  done  there,  as  may 
be  seen  from  the  able  paper  of  Mr.  Chester  W.  Larner,  read 
before  the  American  Society  of  Civil  Engineers,  August,  1909. 

We  owe  it  to  the  splendid  opportunities  for  testing  offered 
by  the  Holyoke  Testing  Plume  that  rapid  advance  has  been, 
and  is  still  being  made  in  the  development  of  high  efficiency 
and  high  specific  speed  runners  of  American  design.  We  owe 
it  to  the  excellent  reputation  of  this  Testing  Flume  and  to  the 
commercial  reliability  of  its  results  that  progressive,  prospective 
buyers  of  Francis  turbines  have  not  hesitated  to  indorse  the 
fruits  of  such  tests  by  allowing  the  results  to  be  incorporated 
into  actual  commercial  design.  Much  criticism  has  been  heard 
from  European  engineers  about  the  reliability  of  the  results 
obtained  from  tests  made  at  the  Holyoke  Testing  Flume,  to 
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which  the  reply  may  be  made,  that  actual  power  house  tests 
have  in  many  instances  fully  corroborated  the  results  obtained 
at  the  Testing  Flume,  both  as  to  capacity  as  well  as  discharge 
and  eflSciency  derived  from  same,  whenever  the  conditions  of 
test  and  power  house  setting  of  the  turbine  were  as  nearly 
identical  as  was  practically  possible.  Very  recent  tests  of  high 
efficiency  units,  where  heavy  bonus  and  penalty  clauses  are 
involved  by  the  contract,  have  again  conclusively  proved  that 
it  is  perfectly  possible  to  base  power  house  guarantees  on 
Holyoke  Tests  made  with  a  homologous  model  runner.  The 
reliability  of  the  results  of  tests  made  at  Holyoke  may  be  shown 
again  by  the  fact  that  in  the  power  house  tests,  various  methods 
were  employed  simultaneously  for  determining  the  quantity  of 
water  discharged  (weir  measurements,  current  meter  measure- 
ments using  different  types  of  current  meters,  salt  solution  tests, 
colored  water  tests,  etc.). 

As  long  as  the  results  obtained  from  such  testing  flumes 
check  up  with  the  actual  power  house  tests,  there  is  no  reason 
why  such  a  flume  should  not  be  most  frequently  patronized. 

ACCESSORIES. 

No  matter  how  carefully  the  selection  of  the  type  of  Francis 
turbine  may  be  made  and  how  perfect  its  design  and  construc- 
tion may  be  found,  yet  the  whole  may  be  proven  a  commercial 
failure  if  the  accessories  used  in  connection  with  the  turbine 
are  of  either  defective  design,  improperly  selected,  or  omitted 
entirely.  The  destruction  of  complete  plants  is  on  record  as  an 
exclusive  consequence  of  such  defects. 

Not  including  the  electrical  end  in  which  a  number  of 
important  factors  are  involved  in  the  proper  combination  of 
hydro-electric  equipment,  three  principal  groups  of  accessories 
may  be  briefly  referred  to. 

First — ^Means  for  shutting  off  the  water  from  the  flume  or 
the  turbine. 

Second — Means  for  controlling  the  speed. 

Third — Means  for  controlling  the  pressure  of  the  operating 
water. 

First — The  means  for  shutting  off  the  water  from  the  flume 
or  casing  should  be  placed  as  close  to  the  turbine  as  possible 
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in  order  to  avoid  large  quantities  of  water  from  reaching  the 
turbine  after  the  flow  is  stopped  above.  They  should  also  be 
readily  operated  from  the  power  house  and  should,  by  all 
means,  be  so  designed,  that  they  can  be  readily  and  safely 
closed  against  full  pressure  or  head. 

For  low  head  units,  the  gates  are  usually  of  the  sliding 
type,  although  Tainter  gates,  or  some  other  types  of  rotating 
gates,  are  sometimes  employed.  Some  power  house  arrange- 
ments have  only  stop  logs  provided,  individual  logs  being  in- 
serted by  hand,  or  complete  gates  being  used,  and  lowered  or 
raised  by  a  traveling  crane  running  over  the  entire  length  of 
the  flumes. 

For  medium  heads,  and  in  cases  where  each  turbine  has  its 
own  pipe  line,  a  wicket  gate,  or  butterfly  valve,  may  be  used 
as  a  very  satisfactory  means  for  quickly  shutting  oflf  the  water 
from  the  turbine.  These  butterfly  valves  cannot  be  expected 
to  be  absolutely  tight  although,  if  properly  designed,  they  may 
be  suflBciently  tight  to  permit  of  inspection  of  the  interior  of 
the  turbine,  provided  that  a  drain  is  employed  for  taking  care 
of  the  leakage  water. 

Butterfly  valves  have  been  used  for  long  years  past  in 
Europe  and  are  becoming  more  popular  on  the  American  con- 
tinent. Two  valves  each  of  about  2.125  m  (84")  inside  diam- 
eter under  a  head  of  about  134  m  (440')  are  used  in  connection 
with  the  22,500  hp.  Francis  turbines  at  the  White  River  plant 
near  Seattle,  Wash.,  U.  S.  A.,  and  are  constructed  to  permit  of 
being  closed  even  in  case  the  turbine  or  pressure  regulator 
should  be  discharging  its  full  quantity.  Such  emergency  means, 
if  absolutely  dependable,  are  a  valuable  protection  to  the  in- 
vestment and  greatly  stimulate  the  confidence  of  the  operating 
staff  in  the  equipment  to  be  taken  care  of  by  them.  (See  Engi- 
neering News,  April  18,  1912.) 

For  very  high  heads,  gate  valves  should  be  employed.  They 
should  also  be  designed  to  permit  of  their  being  closed  against 
full  pressure,  in  order  to  be  dependable  in  emergency  cases.  A 
warning  may  be  sounded  here  against  the  use  of  standard  de- 
signs of  gate  valves,  having  a  double  tapered  seat,  which  per- 
mits of  a  rattling  of  the  valve  plug,  when  partly  closed.  Serious 
accidents  are  on  record  caused  by  the  failure  of  such  valves 
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at  the  very  time  of  the  emergency.  Reference  may  be  made 
here  to  the  eight  hydraulically  operated  gate  valves,  as  used  for 
the  Big  Creek  plants  near  Fresno,  California.  These  gate  valves 
have  an  inside  diameter  of  620  mm.  (24  inches)  and  were  tested 
under  a  pressure  of  104  Atm.  (1500  lbs.  per  sq.  in.)  and  were 
actually  closed  against  full  discharge  of  the  units  at  the  power 
house  in  order  to  establish  a  proof  of  their  absolute  reliability. 

Second — The  speed  of  a  Francis  turbine  is  regulated  by  the 
control  of  the  discharge  of  the  turbine.  The  various  types  of 
gate  mechanisms  have  been  discussed  in  a  previous  chapter. 

The  gates  are  actuated  by  a  governor.  A  relatively  large 
amount  of  energy  is  required  to  actuate  the  gates,  and  therefore 
indirect  acting  governors  must  be  used  exclusively,  employing 
either  mechanical  energy  with  the  so-called  mechanical  gov- 
ernor, or  a  compressed  fluid  with  the  hydraulic  governors. 

The  principal  requirements  for  satisfactory  governors  are : 

Reliability,  simplicity  and  sensitiveness  combined  with 
steadiness  (dead  beat  action)  under  constant  load. 

Reliability  and  simplicity  are  inseparable  qualities.  A  com- 
plicated piece  of  mechanism,  a  delicate  or  intricate  machine, 
cannot  be  expected  to  be  absolutely  dependable.  It  requires 
expert  attendance  and  skill  in  keeping  up  the  adjustments, 
etc.  Neither  one  or  the  other  may  always  be  available  in 
power  plants. 

Lack  of  sensitiveness  of  a  governor  produces  variation  of 
speed  resulting  in  poor  service.  Too  much  sensitiveness  may 
result  in  placing  unnecessarily  heavy  duty  upon  the  gate  me- 
chanism of  the  turbine,  which  increases  the  depreciation  of  the 
equipment. 

Not  infrequently  unsatisfactory  speed  regulation  is  due  to 
anything  other  than  the  governor  itself.  In  many  instances,  it 
is  due  to  lack  of  proper  consideration  and  knowledge  of  all 
factors  involved.  Past,  more  frequently  than  recent,  experience 
revealed  the  fact  that  a  piece-meal  purchase  of  the  various 
parts  of  a  hydro-electric  power  plant  is  greatly  responsible  for 
the  failure  to  obtain  commercially  satisfactory  results.  Quite 
often  the  generator  is  bought  from  one  party,  the  turbine  from 
another,  the  governor  from  a  third,  the  accessories  from 
standard  manufacturers,   and   the  whole   utterly  fails   to   be 
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adapted  to  producing  the  desired  results.  When  prices  are  re- 
quested of  each  part  separately,  it  is  natural  that  each  manu- 
facturer endeavors  to  offer  what  in  his  belief  will  be  of  such 
price  as  will  secure  him  the  business.  Will  a  generator  manu- 
facturer in  such  cases  take  into  consideration  the  character  of 
load  and  will  he  add  such  additional  fi3rwheel  effect  to  the 
revolving  parts  as  may  be  necessary  to  secure  proper  speed 
regulation? 

Will  a  governor  manufacturer  include  in  his  proposition 
other  parts  which  are  indispensable  under  certain  circumstances, 
such  as  additional  flywheel  effect  of  the  revolving  elements  of 
a  hydraulic  unit,  or  pressure  regulators,  or  additional  devices 
for  the  performance  of  certain  desirable  duties? 

Will  a  manufacturer  of  standard  gate  valves,  etc.,  offer  a 
design  and  construction  which  is  dependable  under  emergency 
conditions,  unless  he  is  forced  to  do  so  by  purchaser's  specifi- 
cations ? 

It  is  not  within  the  scope  of  this  paper  to  enter  into  the 
discussion  of  the  many  points  connected  with  the  problem  of 
speed  regulation.  A  brief  analysis  of  the  practical  points  of 
the  governor  may,  however,  be  in  order. 

The  use  of  mechanical  governors  is  more  and  more  be- 
coming a  thing  of  the  past.  They  have  inherent  disadvantages 
which  render  their  use  prohibitive,  the  larger  the  amount  of 
energy  they  are  called  upon  to  develop  within  a  certain  time. 
The  energy  which  is  produced  mechanically,  mostly  by  a  belt 
drive  from  the  prime  mover,  is  delivered  to  the  gate  shaft  by 
means  of  couplings  either  of  the  friction  type  or  else  hydrauli- 
cally,  and  less  frequently  by  means  of  ratchets  which  produce 
a  limited  gate  motion  at  a  time.  The  rate  of  the  gate  motion 
is  constant,  irrespective  of  the  severity  of  the  speed  fluctuation 
caused  by  the  load  variation.  It  consists  of  a  series  of  incre- 
ments, which,  in  the  case  of  ratchet  connections,  may  be  larger 
than  the  gate  motion  required  for  readjustment  to  the  corre- 
sponding load.  The  result  will  be  that  such  a  governor  will 
**hunt  or  race'*  even  under  a  steady  load.  Similar  defects  in 
speed  regulation  can  be  noticed  with  steam  turbines  of  the 
action  type,  where  the  governor  fully  closes  or  opens  one 
nozzle  only  at  a  time. 
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With  hydraulic  governors,  the  rate  of  gate  motion  varies 
with  the  load  fluctuation,  and  the  resistance  to  be  overcome 
according  to  the  lift  of  the  regulating  valve  admitting  the  fluid 
to  one  or  the  opposite  sides  of  the  regulating  piston.  Thus  a 
speed  regulation  can  be  obtained  which  is  far  more  accurate 
than  that  of  a  mechanical  governor. 

The  pressure  fluid  employed  is  either  water,  in  cases  where 
the  operating  penstock  pressure  is  sufiSciently  high,  or  oil. 
Water  is  rarely  used  in  American  practice,  on  account  of  its 
wearing  effect  upon  the  regulating  valve  and  other  parts  in 
contact  with  same. 

A  great  variety  of  oil  pressure  governors  are  found  on  the 
market,  some  concerns  building  governors  exclusively.  Similar 
to  the  stock  trade  turbines,  such  stock  trade  governors  are 
made  of  a  certain  type  and  of  certain  sizes  and  often  their  use 
in  connection  with  different  makes  of  turbines  produces  the  most 
cumbersome  or  impractical  connections.  A  specific  instance  may 
be  cited  where  the  motion  of  the  gate  shaft  of  the  turbine  was 
18  **  and  that  of  the  governor  being  two  full  turns,  required  a 
train  of  gears,  the  total  weight  and  the  price  of  which  amounted 
to  far  more  than  that  of  the  governor  itself. 

The  connection  between  the  regulating  piston  and  the  gate 
shaft  should  be  as  simple  and  as  short  as  possible,  and  should 
be  free  from  lost  motion  due  to  clearances  or  deformation.  With 
large  units,  the  regulating  cylinder  is,  therefore,  separated  from 
the  speed  governor  proper  and  is  frequently  placed  at  a  con- 
siderable distance  from  the  same  for  the  purpose  of  obtaining 
a  short  and  correct  connection  to  the  gate  shaft  or  shifting 
ring. 

It  is  essential  that  the  revenue  from  large  units  be  as  little 
interrupted  as  possible,  particularly  in  cases  where  they  operate 
in  parallel  with  an  extensive  power  system.  Provision  should 
therefore  be  made  to  enable  the  unit  to  be  kept  under  com- 
mercial load  even  in  case  the  governor  should  be  temporarily 
out  of  service.  To  accomplish  this  an  independent,  mechanical 
or  hydraulic,  hand  regulating  device  should  be  provided  which 
permits  of  a  ready  manual  adjustment  of  the  gates  of  the  tur- 
bine. 

The  operation  of  large  power  systems,  comprising  a  variety 
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of  hydro-electric,  steam,  and  other  plants,  requires  a  well  organ- 
ized management.  The  load  dispatcher  generally  issues  orders 
to  the  various  plants  as  to  the  number  of  units  to  be  operated 
and  the  amount  of  power  to  be  developed.  Plants,  which  are  to 
economize  the  fuel,  or  operating  water,  are  to  take  care  of 
the  load  variation,  while  the  others  may  deliver  a  fixed  amount 
of  power.  This  brings  about  the  introduction  of  a  number 
of  new  features.  The  orders  of  the  load  dispatcher  are  gen- 
erally telephoned  to  the  man  in  charge  of  the  plant,  generally 
the  switchboard  operator,  and  to  enable  him  to  adjust  the  load 
or  speed  of  the  unit  from  the  switchboard,  the  remote  control 
of  governor  has  been  introduced.  It  is  a  switchboard-controlled 
motor  which  operates  the  relay  of  the  governor,  reducing  or 
increasing  the  gate  opening  of  the  turbine.  This  device  also 
permits  of  paralleling  the  unit  with  the  power  system. 

Sometimes  it  is  required  to  carry  a  fixed  load  irrespective 
of  the  load  or  speed  variation  of  the  system  and  such  fixed  load 
may  be  less  than  that  developed  at  full  gate.  It  may,  for  in- 
stance, be  that  load  at  which  the  turbine  and  the  generator 
operate  most  economically.  This  requirement  necessitates  the 
use  of  a  load  limiting  device.  Crudely,  it  could  be  done  by 
simply  stopping  the  piston  at  the  gate  opening  desired  or  by 
forcibly  preventing  the  flyballs  from  attaining  a  position  be- 
yond that  producing  the  desired  gate  opening.  Correctly,  it  is 
done  by  preventing  the  distributor  of  the  regulating  valve  from 
attaining  a  position  which  would  allow  the  gate  to  open  beyond 
the  amount  desired.  Thus  no  part  of  the  servo-motor,  or  of  the 
flyball  is  strained,  and  the  governor  retains  the  sensitiveness 
necessary  to  cause  a  prompt  closing  of  the  gates  in  case  of  loss 
of  load. 

This  fixed  load  may  have  to  be  shifted  at  times  by  order 
of  the  load  dispatcher.  A  remote  control  of  the  load  limiting 
device  is  therefore  the  proper  solution.  It  also  allows  of  an 
adjustment  according  to  the  head,  or  quantity  of  water  available 
at  various  times.  The  first  condition  arises,  when  a  turbine  is 
designed  to  develop  a  certain  power  under  a  minimum  head  and 
where  it  would  dangerously  overload  its  generator  when  left 
to  develop  full  gate  load  under  the  high  head  sometimes  exist- 
ing.   The  second  condition  arises,  when  a  plant  receives  its  oper- 
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ating  water  directly  fram  a  plant  above,  and  when  that  plant 
(storage  reservoir)  has  **  backed  oflf*'  with  the  decreasing  load 
of  the  system. 

The  remote  control,  load  limiting  device  also  permits  of  a 
very  convenient  paralleling  from  the  switchboard,  inasmuch  as 
it  prevents  the  governor  from  opening  the  gates  beyond  a 
desired  amount  at  times. 

Many  hydro-electric  units  are  found  which  cannot  be 
paralleled  when  the  governor  is  in  operation.  They  have  to  be 
**cut  in"  by  hand  and  the  governor  put  in  operation  afterwards, 
and  in  case  of  a  dead  short  circuit,  the  governor  will  have  to 
be  **cut  out''  again  immediately,  to  prevent  serious  racing. 
This  is  caused  either  by  inherent  defects  of  the  governor,  or 
by  lack  of  flywheel  effect  of  the  unit.  By  means  of  the  remote 
control,  load  limiting  device,  the  governor  can  be  made  opera- 
tive before  paralleling,  and  it  can  be  adjusted  so  as  to  permit 
of  only  friction  load  gate  opening  in  case  of  loss  of  load. 

These  load  limiting  devices  may  also  be  controlled  from 
floats,  thus  adjusting  the  gate  opening,  or  the  discharge  of  the 
turbine,  according  to  certain  elevations  of  head  or  tail-water  or 
according  to  pressures  existing  in  the  pipe  line. 

A  few  remarks  may  also  be  made  with  reference  to  the 
means  for  delivering  the  compressed  fluid.  The  efl&ciency  of 
the  pump  supplying  the  compressed  oil  is  a  negligible  quantity 
due  to  the  small  amount  of  power  required  by  it.  Simplicity 
and  absolute  reliability  in  operation  are,  therefore,  the  leading 
factors  in  the  selection  of  the  type  of  pump.  The  rotary  gear 
pump  is  far  better  adapted  for  this  service  than  any  other  type, 
due  to  the  absence  of  any  valves  or  packings,  and  due  to  the 
fact  that  it  consists  of  the  least  number  of  essential  parts. 

The  pressure  tanks  or  accumulators  should  be  of  ample 
capacity  and  should  be  provided  with  protective  means  to  pre- 
vent excess  pressure.  These  protective  means  should  be  of 
simple  design  so  as  to  be  dependable. 

For  large  power  plants,  a  central  oil  pressure  system  may 
be  adopted,  furnishing  the  compressed  oil  for  all  governors  in 
question.  Unloading  valves  are  recommended,  which  prevent 
the  pumps  from  working  against  full  pressure  all  the  time. 
A  by-pass  is  opened  when  a  certain  oil  pressure  is  obtained  in 
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the  pressure  tank,  and  the  oil  is  returned  to  the  receiver  tank 
without  being  put  under  pressure.  When  the  pressure  has 
reached  a  lower  limit  in  the  pressure  tank  the  by-pass  is  closed, 
and  the  pump  is  called  upon  to  deliver  the  fluid  into  the 
pressure  tank.  The  steadier  the  load,  the  less  oil  will  be  con- 
sumed by  the  governors,  and  the  longer  will  the  pumps  be  oper- 
ated under  the  reduced  circulating  pressure. 

In  regard  to  the  question  as  to  what  oil  should  be  used,  it 
may  be  remarked  that  a  governor  which  operates  satisfactorily 
with  any  grade  of  oil,  readily  obtained  within  reach  of  a  plant, 
is  much  to  be  preferred  over  a  governor,  which  requires  a  cer- 
tain special  grade  of  oil;  and  in  many  instances  it  may  be 
observed  that  a  high  grade  governor  capable  of  using  ordinary 
oil,  will  practically  always  save  its  higher  cost  in  a  compara- 
tively short  period  of  time,  by  its  economy  in  the  use  of  a 
cheaper  brand  of  oil. 

Third — With  hydraulic  plants  employing  pipe  lines,  it  is 
of  importance  to  prevent  heavy  surges  of  the  pressure  during 
the  operation,  not  only  on  account  of  possible  accidents  to  the 
pipe  line  (bursting  or  collapsing),  but  also  on  account  of  dis- 
turbance affecting  the  speed  regulation.  Sufficient  literature 
is  found  dealing  with  this  particular  subject.  Three  typical 
cases  may  be  outlined  as  being  caused  by  the  change  of  the 
discharge  through  the  turbine,  regulated  by  a  governor. 

A.  Surge  with  a  series  of  waves  of  decreasing  ampli- 
tudes. 

B.  Surge  with  continuous  waves  of  constant  amplitudes. 

C.  Surge  with  waves  of  increasing  amplitudes. 

Surges  of  decreasing  amplitudes  may  not  prove  detri- 
mental, provided  that  the  absolute  value  of  the  first  surge  does 
not  impose  too  high  strains  upon  the  materials  involved,  and 
provided  also  that  the  governor  is  sufficiently  static  to  prevent 
over-regulation.  Surges  of  constant  amplitudes  may  also  be 
tolerable  provided  that  the  absolute  values  are  not  serious  and 
that  the  period  of  the  wave  is  sufficiently  long  to  permit  the 
governor  to  follow  same  aperiodically.  Surges  of  increasing 
amplitude,  however,  render  the  use  of  a  governor  absolutely 
impossible.     Numerous  plants  can  be  found  where  the  units 
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must  be  first  paralleled  by  hand  and  the  governor  "cut  in" 
after  the  generator  is  "tied'*  into  the  power  system.  The  fault 
may  not  be  with  the  governor  at  all,  but  will  be  found  in  the 
lack  of  harmony  of  flywheel  effect  of  the  revolving  parts  of  the 
unit,  the  velocity  of  water,  and  the  length  of  the  pipe  line.    If 
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one  of  the  three  could  be  properly  altered,  the  trouble  could 
be  eliminated.  The  fact  that  the  governor  often  behaves  cor- 
rectly, after  the  unit  is  paralleled,  is  explained  at  once  if  we 
consider  what  liberal  fljrwheel  effect  is  added  by  the  system 
itself  after  paralleling  the  unit. 

The  velocity,  or  velocity  change,  can  be  reduced  by  using 
pressure  regulators,  and  the  length  of  pipe  line,  or  at  least  its 
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effect,  can  be  modified  by  using  stand  pipes,  surge  reservoirs,  or 
air  chambers. 

In  cases  where  a  constant  quantity  must  be  discharged 
into  the  tailrace,  the  problem  of  regulation  reduces  itself  to 
that  of  an  open  flume  turbine.  A  synchronous  by-pass  is  used 
which  should  discharge  exactly  the  difference  between  full  gate 
discharge  of  turbine  and  discharge  at  gate  opening  at  times. 
Thus  the  velocity  in  the  pipe  line  is  not  changed  and  the  effect 
of  the  governor  is  the  same  as  if  it  simply  deflected  the  stream 
from  the  runner  directly  into  the  tail  race.  These  by-passes 
may  be  directly  and  mechanically  operated,  either  by  direct 
or  by  relay  connection  to  the  gate  mechanism  of  the  turbine, 
or  to  the  governor  itself.  It  is  essential  that  the  rate  of  dis- 
charge of  the  pressure  regulator  be  inversely  equal  to  that  of  the 
turbine  under  all  conditions.  If  this  is  not  the  case,  surges 
will  result  in  the  pipe  line. 

Let  us  assume  two  throats  of  equal  size  regulated  by 
needles.  Their  discharge  curves  follow  the  law  of  a  parabola 
of  a  higher  degree,  as  may  be  seen  in  Pig.  15-a.  The  sum  of 
the  area  covered  by  each  parabola  represents  the  total  discharge 
during  one  period  of  motion  and  it  can  be  seen  that  this  total 
discharge  of  the  two  throats  (closing  period  of  one,  and  opening 
period  of  the  other)  is  about  23%  in  excess  of  what  is  required. 
The  result  will  be  a  surge  in  the  pipe  line,  first  caused  by  an 
acceleration  of  the  water  column  and  followed  by  a  decelera- 
tion. Such  devices  can  be  found  in  actual  operation  in  con- 
nection with  impulse  wheels,  and  the  pressure  charts  on  record 
confirm  the  statements  made. 

In  order  to  obtain  absolutely  synchronous  discharge,  it  is, 
therefore,  necessary  to  know  the  discharge  curves  as  a  function 
of  the  stroke  of  the  gate  mechanism  of  the  turbine,  and  as  a 
function  of  the  stroke  of  the  bypass  valve  of  the  pressure 
regulator.  The  rate  of  the  motion  of  the  pressure  regulator 
must  then  be  so  fixed  that  the  requirement  Qt+  Qpr  =  Const,  is 
fulfilled;  Qt  being  the  discharge  of  the  turbine  and  Qpr  that  of 
the  pressure  regulator  for  any  increment  of  time. 

The  operation  of  a  synchronous  or  water  wasting  bypass 
is  prohibitive  wherever  economy  of  water  is  essential,  as  where 
storage  reservoirs  are  used.    The  synchronous  bypass  is  made 
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a  water  saving  pressure  regulator  by  inserting  a  dashpot  which 
permits  of  a  relative  motion  of  the  connection  between  gate 
mechanism  of  turbine  and  bypass  valve.  The  adjustment  of 
the  dashpot  is  made  such  that  the  bypass,  after  having  been 
opened  due  to  a  sudden  closing  of  the  gates,  is  closed  within 
a  period  which  is  suflSciently  long  to  prevent  a  secondary 
pressure  rise  in  the  pipe  line.  Naturally  if  the  load  goes  off 
gradually,  and  the  gates  are  closed  at  a  rate  slower  than  that 
produced  by  the  dashpot,  the  pressure  regulator  remains  in- 
operative. If  the  gates  are  again  opened  before  the  dashpot 
has  closed  the  pressure  regulator,  then  it  should  close  synchron- 
ously with  the  gate  motion,  otherwise  an  excess  quantity  of 
water  is  discharged,  causing  a  pressure  drop  in  the  pipe 
line. 

Operating  diagrams  under  various  conditions  are  graphi- 
cally shown  in  Pig.  16-a,  b,  d,  e,  and  may  be  readily  understood 
with  the  following  explanations: 

T  Equals  time  of  regulating  processes. 
tgd  Closing  time  of  turbine  gates. 
tgo  Opening  time  of  turbine  gates. 
ipro  Equals  opening  time  of  pressure  regulator. 
tprd  Equals  closing  time  of  pressure  regulator. 
Td  Equals  closing  time  of  pressure  regulator  dashpot. 
Q  Equals  maximum  discharge  of  turbine  and  of  pressure 
regulator. 
qg  and  qpr  At  times  discharge  of  turbine  and  of  pressure. 

Again  referring  to  the  example  of  the  reversing  needles,  it 
can  be  readily  seen  that  if  the  bypass  needle  is  combined  with 
a  dashpot  (Fig.  15-b),  the  relative  positions  of  the  two  parabolic 
curves  are  shifted  for  each  different  needle  opening  at  which 
the  governor  begins  its  closing  action.  Consequently,  the  char- 
acter of  the  surges  will  be  different  also.  It  is,  therefore,  evi- 
dent that  the  requirement  Qt-\-  Qpr  =  a  c  instant  be  met  also  with 
water-saving  pressure  regulators,  however,  only  during  the 
period  of  the  gate  motion  of  the  turbine. 

The  total  waste  of  water  from  the  time  the  load  is  removed 
to  the  time  when  the  dashpot  has  completely  closed  the  pressure 
regulator  again,  may  be  expressed  as  follows : 
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above  waste  which  may  soon  exceed  the  excess  initial  invest- 
ment. 

It  may  be  in  order  to  state  that  a  guarantee  as  to  the 
amount  of  water  wasted  during  the  period  of  a  dead  short  cir- 
cuit was  made  in  connection  with  the  23,000  horsepower  im- 
pulse wheel  units  at  Big  Creek,  Cal.,  the  manufacturer  of  the 
hydraulic  equipment  guaranteeing  that  not  more  than  850 
cubic  feet  (about  24  cu.  meters)  of  water  will  be  discharged 
during  such  a  period,  at  an  operating  head  of  2000  ft.  (610 
meters). 

Water  saving  pressure  regulators  are  closed  during  a  long 
period  of  steady  load.  They  are  inoperative  when  load  is 
thrown  on  and,  therefore,  do  not  assist  the  speed  governor  or 
prevent  dangerous  surges  in  the  pipe  line  caused  by  same. 

Two  principal  types  of  pressure  regulators  are  used.  The 
governor,  or  gate  co-acting  pressure  regulator,  and  the  pressure 
operated,  or  manometric  pressure  regulator.  The  first  becomes 
immediately  operative  with  the  closing  gate  motion,  if  the  rate 
of  same  is  shorter  than  that  of  the  closing  motion  of  the  dash- 
pot,  while  the  second  becomes  operative  only  after  a  certain 
pressure  rise  has  taken  place.  The  first  has  the  advantage  of 
responding  at  once  to  quick  motion  of  the  gates,  the  latter  has 
the  advantage  of  responding  to  pressure  rises  of  whatever  cause 
and,  therefore,  is  a  more  universal  means  of  protection  of  a 
pipe  line  against  dangerous  pressure  rises. 

Designs  of  governor  operated  pressure  regulators,  however, 
are  made,  which  permit  of  an  automatic  action  also  independent 
of  that  of  the  gate  motion.  This  is  particularly  valuable  in 
cases  where  there  is  a  possibility  of  clogging  up  portions  of  the 
gates  of  a  turbine  or  a  nozzle  of  an  impulse  wheel.  Pressure 
regulators  of  such  design  may  be  found  in  successful  operation 
at  the  Big  Creek  plants  previously  referred  to. 

With  hydro-electric  units  operating  in  parallel  with  a  large 
power  system  the  total  percentage  of  load  variation  is  small, 
and  the  liberal  flywheel  eflfect  of  all  revolving  elements  of 
the  whole  system  prevents  a  sudden  drop  of  speed,  so  that  the 
governor  can  open  the  gates  at  such  a  gradual  rate  as  to  prevent 
dangerous  pressure  decreases.  Where  this,  however,  is  not 
the  case,  and  where  economy  of  water  is  also  essential  it  is 


490  WHEELS  OF  THE  PRESSURE  TYPE 

necessary  to  provide  other  auxiliary  means  such  as  stand  pipes, 
surge  reservoirs  or  air  pressure  chambers. 

Careful  analysis  should  be  made  of  all  conditions  before 
determining  the  size  of  such  auxiliaries.  Serious  damage  has 
been  caused  due  to  improper  selection.  There  is  no  excuse, 
however,  for  such  neglect,  since  sufficient  literature  is  available, 
dealing  with  this  subject. 

The  use  of  stand  pipes  and  surge  chambc^rs  is  often  impos- 
sible on  account  of  local  conditions.  Air  pressure  chambers  are 
costly  if  of  sufficient  capacity.  Reference  may  be  made  here 
to  the  air  chambers  in  operation  at  the  White  River  plant  near 
Seattle,  Wash.,  U.  S.  A.,  in  connection  with  the  22,500-hp.  high- 
head  Francis  turbines.  An  ingenious  communication  between 
pipe  line  and  air  pressure  chambers  has  been  made,  so  arranged 
that  the  flow  from  the  air  chamber  to  the  pipe  line  is  different 
from  that  in  the  reversed  direction,  the  governor-  and  pressure- 
operated  pressure  regulators  taking  care  of  the  positive,  and 
the  air  chambers  of  the  negative  surges. 

Due  mention  shall  also  be  made  here  of  the  so-called  Dif- 
ferential-Surge-Chamber, which  was  successfully  introduced 
into  practice  by  Mr.  R.  D.  Johnson,  who  has  written  several 
valuable  papers  on  the  subject.  These  surge  chambers  can  be 
found  in  commercial  operation  at  Niagara  Falls,  Ontario.  They 
are  not  only  applicable  to  the  pressure  side  but  also  to  the  draft 
tube  side  of  a  turbine.  A  practical  application  of  the  latter 
type  is  now  being  considered  in  connection  with  a  proposed 
plant  located  in  the  eastern  part  of  the  United  States. 

This  type  of  surge  chamber  seems  to  be  the  most  correct 
and  economical  solution  so  far  available.  Its  functioning  may 
be  roughly  called  a  hydraulic  double  compensation,  that  is,  a 
quick  exchange  followed  by  a  gradual  and  finer  correction. 

SOME   GENERAL  REMAKKS  AND  SUGGESTIONS. 

It  is  assumed  that  the  papers  presented  to  the  Interna- 
tional Engineering  Congress  shall  dwell  upon  their  subjects  not 
only  from  an  Engineering  or  Scientific  point  of  view,  but  that 
they  may  also  be  of  a  stimulating  nature  with  reference  to  gen- 
eral, practical  results  to  be  obtained. 
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Purchasing. 

Two  or  three  principal  parties  are  involved  when  a 
hydraulic  or  hydro-electric  plant  is  built. 

First :  The  purchaser,  or  owner  of  the  property. 

Second :  His  advisor  or  advisors. 

Third:  The  manufacturer. 

The  purchaser's  advisor  may  be  a  consulting  engineer,  a 
financier,  or  an  engineering  concern,  or  it  may  be  all  in  one, 
himself.  There  is  a  difference  between  a  purchaser  who  has 
plants  already  in  operation  and  one  who  merely  desires  to 
build  a  plant,  and  to  retain  it  long  enough  to  get  things  going, 
just  for  the  purpose  of  selling  out  as  soon  as  possible  at  a  good 
profit.  It  is  easy  to  guess,  which  is  the  customer  more  desirable 
to  the  responsible  manufacturer. 

The  financier's  influence  may  be  welcomed  by  one  manu- 
facturer but  not  by  the  others. 

The  services  of  a  consulting  engineer  will  always  be  bene- 
ficial, if  he  has  the  capacity  to  make  a  proper  combination  and 
organization  of  all  factors  involved  and  if  he  is  absolutely  inde- 
pendent in  his  judgment. 

Engineering  concerns  will  be  most  successful  if  the  work  is 
carried  out  with  the  main  point  in  mind :  namely,  to  accomplish 
best  general  results. 

Too  much  stress  cannot  be  laid  upon  the  importance  of 
the  proper  selection  of  the  prime  mover  equipment.  Sad 
examples  may  be  cited  where  large  sums  were  spent  for  con- 
struction work  and  where  little  consideration  was  given  to  the 
seemingly  smallest,  but  most  important  item,  that  of  the  tur- 
bines proper.  Construction  work  will  stand  and  may  serve  its 
purpose  with  little  cost  of  upkeep.  The  prime  mover,  however, 
will  be  the  soul  of  the  enterprise,  and  on  the  successful  per- 
formance of  its  duty  depends  often  the  financial  result  of  the 
entire  enterprise.  It  is  gratifying  to  note  that  the  condemnable 
practice  of  giving  the  item  of  prime  mover  least  and  last 
consideration  is  disappearing  rapidly,  and  that  careful  consid- 
eration is  now  given  this  portion  of  work  at  an  early  stage  of 
the  enterprise. 

Much  has  been,  and  can  still  be  done  in  the  direction  of 
bringing  about  still  better  conditions.    Bequests  for  delivery 
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could  often  be  made  more  advantageous  for  the  manufacturer 
as  well  as  for  the  purchaser  by  an  early  letting  of  the  contracts 
for  the  prime  mover  equipment.  The  quality  of  the  design  and 
construction  could  be  improved  by  encouraging  manufacturers 
with  bonus  clauses  in  the  contract.  Unscrupulous  manufac- 
turers could  be  gradually  eliminated  if  heavy  penalty  clauses 
in  the  contract  held  them  strictly  responsible  for  failures  in 
meeting  the  terms. 

On  the  other  hand,  much  expense  could  be  saved  to  manu- 
facturers and  their  actual  customers,  if  consulting  engineers,  or 
prospectors  were  less  prodigal  in  their  requests  for  information 
concerning  mere  *^ wild-goose-chase"  propositions. 

This  particular  practice,  and  similar  ones,  should  be 
brought  within  proper  limits  by  a  mutual  agreement  of  all 
responsible  concerns  to  charge  a  fee  for  all  such  work  with  the 
purpose  of  reducing  the  burden  otherwise  distributed  over  or- 
ders received  from  actual  customers. 

Let  us  also  touch  upon  the  subject  of  ''Shopping",  or  of 
playing  one  competitor  against  the  other,  by  breaking  the  news 
of  having  '*just  obtained"  a  new  low  figure.  What  is  the  re- 
sults Will  it  not  be  detrimental  to  the  interests  of  the  very 
''Shopper"  himself f  Unless  an  estimate  is  made  on  an  un- 
scrupulous basis,  the  price  can  only  be  reduced  by  an  omission 
of  something,  somewhere.  The  picture  of  the  successful  bidder 
is  well  known.  He  scratches  his  head  and  is  afraid  to  think  of 
what  he  forgot  to  include,  or  is  worried  as  to  how  he  can  now 
make  the  ends  meet  on  the  contract. 

Much  remains  to  be  done  to  establish  an  ethical  standard 
along  the  above  lines,  but  appreciation  is  expressed  here  of 
those  prospective  buyers  who  ask  bidders  for  one  price  and 
make  it  understood  that  no  deviation  from  same  will  be  con- 
sidered. 
Testing. 

In  a  previous  chapter,  the  question  of  testing  units  was 
mentioned.  Manufacturers'  testing  flumes,  as  well  as  those  of 
technical  colleges  or  universities,  greatly  help  the  cause,  but, 
however,  not  sufficiently.  The  Holyoke  Testing  Plume  is 
exceedingly  valuable,  but  its  range  is  limited,  due  to  the  limited 
facilities  both  in  regard  to  head  as  well  as  to  capacities. 
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The  idea  suggested  by  the  Prime  Mover's  Committee  of  the 
National  Electric  Light  Association  of  building  a  testing  flume 
accessible  to  the  public  and  under  government  control,  and  of 
such  capacity  as  to  offer  a  wide  range  of  possible  conditions, 
low,  medium,  high  head,  different  settings,  etc.,  is  an  excellent 
one,  and  should  receive  the  substantial  support  of  all  parties 
interested,  power  concerns  as  well  as  engineering  concerns  and 
manufacturers. 
Bating . 

A  more  uniform  definition  of  the  various  terms  such  as 
gross  head,  net  head,  effective  head,  maximum  power,  normal 
power,  etc.,  is  urgently  needed,  and  a  standard  should  be  decided 
upon  and  adopted  by  the  engineers  of  all  countries  in  order  to 
avoid  confusion,  or  legal  disputes  arising  from  different  interpre- 
tations. 

Attention  may  be  called  here  to  another  specific  case : 

The  energy  of  a  hydraulic  governor  is  generally  stated  in 
total  foot  pounds  at  a  given  pressure  per  square  inch  (kilo- 
grammeters  at  a  given  pressure  in  atmospheres).  Nothing  is 
more  misleading,  as  it  may  be  used  by  unscrupulous  manufac- 
turers of  governors  with  a  purpose  of  deceiving  inexperienced 
engineers  or  purchasers.  A  small  mechanical  governor,  for  in- 
stance, «an  produce  a  million  foot  pounds  of  energy  if  it  is  only 
given  sufficient  time  to  do  so.  It  is  suggested  here  to  rate  a 
governor  by  its  maximum  torque  produced ;  (PxB)  with  a  given 
pressure,  and  also  by  its  ** energy  produced  per  second''. 
This  latter  term  is  an  indication  of  both  the  power  supplied 
for,  and  the  rate  of  the  gate  motion  to  be  produced  by,  the 
governor. 
Nomenclature. 

A  uniform  nomenclature  should  be  adopted  for  use  in  the 
literature  of  the  subject.  Certain  symbols  should  be  selected 
and  used  exclusively  for  one  and  the  same  quantities,  such  as 
theoretical  velocities,  relative  and  absolute  velocities,  peripheral 
speeds,  etc.,  and  indices  should  be  applied  for  corresponding 
values.  This  would  eliminate  the  tedious  necessity  of  adapting 
one's  memory  to  the  expressions  and  symbols  arbitrarily 
adopted  by  each  individual. 

Above  all,  a  strong  appeal  may  be  made  here  to  all  engi- 
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neers  and  parties  of  influence  to  advocate  the  exclusive  intro- 
duction of  the  metric  system  in  practice  in  all  countries  which 
have  not  as  yet  shared  its  blessings. 


The  various  periodicals  referred  to  will  be  briefly  designated  by 
capital  letters  as  follows: 

A  Proceedings  of  the  American  Society  of  Civil  Engineers. 

B  Proceedings  of  the  American  Institute  of  Electrical  Engii^eers. 

0  Proceedings  of  the  American  Society  of  Mechanical  Engineers. 
.  D  Dingier 's  Polytechnical  Journal. 

E  Electrical  World. 

F  Engineering  News. 

O  Engineering  Record. 

H  London  Engineering. 

1  Schweizerische  Bauzeitung,  Zurich. 
K  Zeitschrift  die  Turbine. 

L    Zeitschrift  fur  das  gesamte  Turbinenwesen. 
M    Zeitschrift  des  Yereines  Deutscher  Ingenieure. 

Theory. 

Design  of  High-Speed  Runners,  1%  Sept.  20,  Nov.  20,  1913;  H,  May  15, 

1914. 
Modem  High-Speed  Runners,  1%  June  29,  1907. 
Modern  High-Speed  Runners,  Highest  Obtainable  Spec.  Speeds,  Jm,  May  10, 

1912. 
Specific  Speeds  of  Francis  Turbines,  L,  Sept.  10,  Dec.  1  and  30,  1909. 
Computations  of  Francis  Turbines  (Prof.  Camerer),  M,  June  10,  1911. 
New  Method  Showing  Fundamental  Equation  of  Water  Turbines  Oraphi- 

caUy,  li^  Dee.  30,  1913. 
The  Under-Pressure  Turbine  (Prof.  Dr.  H.  Baudisch),  L,  May  10, 1914. 
The  Two-dimensional  Theory  of  Turbines  (Prof.  Dr.  Victor  Kaplan),  !•, 

Dec.  10,  20  and  30,  1912. 
Contributions  for  Determining  the  Inlet  and  Outlet  Dimensions  of  Francis 

Turbines  (Prof.  Camerer),  D,  Vol.  319,  No.  52;  Vol.  320,  No.  4  and 

"No.  7. 
Runaway  Speeds  of  Water  Wheels,  B,  July  12,  1913. 

Cliaracteristlcs. 

Characteristics  and  Efficiency  of  the  Francis  Turbine,  M,  Page  93,  1905; 

F,  Mar.  2,  1911;  It,  Jan.  5,  1910. 
Characteristics  of  Modern  Hydraulic  Turbines,  A,  Aug.,  1909. 
Characteristics  of  Efficiency  as  a  Function  of  the  Head,  M,  Page  1541, 

1909. 
Characteristics  at  Constant  Speed  and  Variable  Head,  1%  Jan.  10,  1911. 
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Characteristics  of  Operation  of  Modern  Francis  Turbine,  K,  Sept.  5,  1912. 
Change  of  Characteristics  with  Change  of  Size  of  Bunner,  L,  No.  32,  1909. 

Ezperiments  and  Investigations. 

Experiments  for  Determining  the  Distribution  of  the  Pressures  in  a 
Francis  Turbine  Runner  (Prof.  A.  Pfarr),  M,  Aug.  27,  1910. 

Experimental  Investigation  of  the  Flow  Conditions  in  a  High-speed  Bun- 
ner,  M,  May  13,  1911. 

Kinematical  Investigations  on  Guide  Vanes  of  the  Wicket  Type,  L,  Jan. 
10,  1914. 

Experiments  and  Besults  with  Turbine  Constr.,  I,  May  20,  1911. 

Determination  of  the  Direction  of  Flow  by  Pitot  Tubes,  H,  Oct.  8,  1910. 

Draft  Tube  Experiments,  L,  Aug.  20,  1912. 

A  Model  of  a  Francis  Wheel,  L,  Nov.  20,  1910;  Feb.  20,  1914. 

Investigation  of  Performance  of  a  Beaction  Turbine,  A,  Oct.,  1914. 

Operation  of  Water  Wheels,  E,  May  5,  1900. 

Selection. 

Determination  of  the  Economical  Size  of  Water-Power  Plants  with  Storage 

Capacity,  L,  Oct.  20,  1913. 
The  Problem  of  Finding  the  Proper  Turbine  Capacity  to  be  Installed  at 

a  Power  Site,  F,  Sept.  4,  1913. 
Selection  of  Water  Wheel  Unit  (Coldwell),  B,  April,  1912;  M,  Aug.  3, 

1912;  K,  Aug.  5  and  20,  1912. 
Contribution  to  the  Problem  of  a  Bational  Francis  Bunner  Blading,  K, 

June  20,  1910. 
Contribution  for  Computing  Turbines,  1%  June  28,  July  10  and  20,  1907. 
Standards  in  Turbine  Designing,  M,  Apr.  12,  1913. 
Designs  of  Turbines  based  on  Tests  Obtained  at  the  Testing  Flume  of 

Briegleb  Hansen  &  Co.,  M,  June  10,  17  and  24;  July  1,  1911. 

Testing  Laboratories. 

Testing  Flume  at  Charlottenburg,  Germany,  M,  Page  1835,  1908. 

Testing  Flume  at  Darmstadt,  Germany,  M,  July  16,  1904. 

Testing  Flume  at  Zurich,  Switzerland,  I,  Oct.   17,   24  and  31;   Nov.   14 

and  21;  Dec.  12,  1903. 
Turbine  Testing  Plant  of  J.  M.  Voith,  Germany,  BS,  Nov.  6,  1909. 

Testing  and  Tests. 

Some  Becent  Tests  of  High  Power  and  High  Speed  Francis  Bunners,  O, 

Nov.  28;  Dec.  26,  1914. 
Efficiencies  and  Tests  of  Wellman-Seaver-Francis  Bunners,  A,  Aug.,  1909; 

L,  Feb.  28,  1911. 
Brake  Tests  of  Hydraulic  Turbines,  F,  Oct.  18,  1908. 
Test  of  9700  hp.  High-Head  Francis  Turbine  after  4  years  of  Operation,  I, 

Feb.  13,  1915. 
Pitot  Tube  Measurements,  L,  Mar.  9,  1907. 
Pitot  Tube  Water  Wheel  Testing,  C,  Jan.  7,  1910. 
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Comparison  of  Stream  Discharges  Indicated  by  Current  Meters  and  by 

Francis  Weirs,  F,  Apr.  28,  1910. 
The  Triangular  (notched)  Weir,  H,  Apr.  15,  1910;  L,  Dec.  30,  1910. 
Modern  Methods  of  Measuring  Discharges,  I,  July  and  Aug.,  1913. 
Measuring  Discharges  by  Means  of  Screen,  11,  Page  627,  1907. 
Chemical  Method  of  Measuring  Discharge,  O,  Aug.  22,  1914;  11,  Page 

1276,  1914. 
Measuring  Turbine  Discharges  with  Salt  Solutions,  G,  Jan.  31,  1914;  1% 

Dec.  20,  1913. 
The  Prony  Brake  with  Water  Friction,  M,  Page  1353,  1907. 
The  Fronde  Water  Brake,  H,  Oct.  31,  1913. 

End  and  Vertical  Thnut. 

Ball  and  Boiler  Bearings,  D,  Apr.  4,  1911. 

Relief  of  Thrust  Bearings  of  Vertical  Units,  L,  Oct.  10,  1911. 

Kingsbury  Thrust  Bearing,  O,  Jan.  11  and  18,  1913. 

Kingsbury  and  Mitchell  Thrust  Bearing,  L,  Oct.  10,  1914. 

The  Mitchell  Thrust  Bearing,  H,  Feb.  6,  1914. 

Boiler  Bearings  at  Keokuk  Plant,  M,  Mar.  15,  1913. 

Standardisation  and  Nomendatnre. 

Uniform  Nomenclature  in  Turbine  Designing,  li,  Page  1993,  1906;   Zi, 

No.  28,  1906. 
Uniform  Nomenclature  in  Turbine  Designing,  Conference  at  Berlin,  Zi, 

Oct.  10,  1906. 

Miscellany  on  Turbines. 

The   Turbines  at   the  Exhibition  at  Berne,  Switzerland    (Prof.  Dr.   F. 

Prasil),  I,  Sept.  12,  1914. 
Siphon  Turbines,  L^  Mar.  10,  1913;  F,  Feb.  1,  1913. 
Turbines  with  Artificially  Baised  Head-water  Level,  M,  June  27,  1914. 
Concrete  Draft  Tubes,  L^  Aug.  20,  1913. 
Keokuk  Bunners,  F,  Aug.  21,  1913. 

Pitting  of  Vanes  of  Water  Turbines,  P,  Page  213,  Vol.  LX. 
Packing  Boxes  with  Water  Seal,  L,  Oct.  15,  1910. 
Labyrinth  Seals,  D,  Jan.  21,  1911. 
Designs  of  Shifting  Bings  on  Ball  Bearings,  L,  Oct.  19,  1907. 
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BI80U88ION 

Mr.  A.  H.  Markwart,*  Assoc.  M.  Am.  Soc.  C.  £.,  opened  the  discus-      Mr. 
sion  by  reading  in  behalf  of  Mr.  J.  D.  Galloway  a  discussion  of  the  paper  Markwart. 
of  Mr.  Pfauy  in  which  he  stated  that  he  was  interested  in  the  limiting 
values  of  the  specific  speed  given  by  the  author. 

The  range  in  specific  speed  from  20  to  100,  English  units  (90  to 
450  metric  units),  shows  the  wide  range  in  design  of  modern  turbines. 
The  author  notes  the  use  of  turbines  at  Prove,  Utah,  with  a  specific 
speed  of  12  (53  metric).  This  is  lower  than  the  limit  given  in  the  table, 
and  it  would  be  interesting  to  know  if  such  limits  would  be  considered 
good  practice. 

The  engineer  in  general  charge  of  the  design  of  a  power  plant  must 
necessarily  rely  upon  the  engineer  of  the  turbine  manufacturer  to  de- 
termine the  limits  under  which  turbines  can  be  built.  In  some  cases  the 
extreme  is  that  of  a  low  head,  where  a  high  specific  speed  is  necessary. 
In  many  other  cases,  the  turbine  is  being  used  under  relatively  high 
heads,  and  the  tendency  is  to  extend  this  limit  say  up  to  1,000  feet.  This 
necessarily  results  in  a  very  high-speed  machine.  Owing  to  generator 
considerations,  it  is  necessary  to  keep  the  specific  speed  as  low  as  pos- 
sible. It  is  very  much  to  the  credit  of  American  designers  that  they  are 
able  to  design  turbines  which  are  adapted  to  this  extreme  range  in 
specific  speed.  At  the  same  time,  they  are  also  entitled  to  much  credit 
for  increasing  the  efficiency  of  turbines  until  they  have  reached  a  point 
where  further  significant  increase  of  efficiency  cannot  be  expected. 

The  author  urges  the  necessity  of  a  uniform  definition  of  terms 
relating  to  the  subject  of  hydraulics  and  the  design  of  water  wheels. 
This  is  a  very  pertinent  subject.  In  the  design  of  hydro-electric  power 
plants,  three  types  of  engineering  come  into  contact:  electrical,  me- 
chanical and  civil.  As  all  of  these  different  classes  of  engineers  are  in- 
terested, it  would  seem  that  a  conference  committee  should  be  formed 
of  the  engineering  societies,  to  take  up  the  subject  and  formulate 
standard  rules  and  definitions. 

The  Ohalrman,  Mr.  W.  B.  Eckart»  Jr.,t  Mem.  Am.  Soc.  M.  E.,  called     Mr. 
attention,  with  reference  to  a  point  in  Mr.  Galloway's  discussion,  to  the  Eckart. 
fact  that  Mr.  Pfau,  in  connection  with  the  Olmsted  plant  at  Prove,  Utah, 
states  that  the  reason  such  a  very  low  specific  speed  of  12   (English) 
was  used  was  because  the  wheels  replaced  an  action  turbine  direct  con- 
nected to  the  generator. 

Mr.  W.  A.  Dobl6,tt  M.  Am.  Soc.  C.  E.,  remarked  that  there  were    Mr.- 
several  reasons  why  low  specific  speed  turbines  were  not  used:     first,  a  I>oble. 
large  runner  means  a  large  wetted  surface,  which  intensifies  the  eddy 
effect  and  increases  friction;  second,  the  Pelton  type  of  wheel  is  so  far 
the  superior  in  mechanical  construction,  that  it  does  not  pay  to  design 
a  Francis  turbine  for  these  low  specific  speeds. 

*  Cons.    Engr.,    San    Francisco,    Calif. 

t  Prof.    Mech.    Engrg.,    Stanford   University,    Calif. 

tt  Chief  Engineer,  Pelton  Water  Wheel  Co.,   San  Francisco,   Calif. 


498  DISCUSSION:    WHEELS  OF  THE  PRESSURE  TYPE 

Mr.  In  speaking  of  a  merchandizing  governor   he   said  that  due  credit 

Doble.  must   be  given   to   Nathaniel   Lombard,  who   taught   the   world    how   to 
make  a  governor  which  was  a  commercial  machine. 

^r.  Mr.  C.  B.  Martin*  stated  that  there  are  a  number  of  wheels  designed 

Martin.  ^^^  specific  speeds  of  13  and  14  (English).     He  thought  that  Mr.  Pfau 

referred  to  specific  speeds  of  20  to   100   (English)   as  standard  practice, 

while   wheels   having   specific   speeds   of   12    to   20    (English)    could   be 

designed  in  special  cases. 

Mr.  Mr.  A.  Streiffyt  M.  Swiss  Soc.  Engrs.  (by  letter),  said  that  consider- 

Streiff.  ing  the  international  character  of  the  meeting  at  which  the  paper  was 

presented,  the  author  might  have  pointed  out  more  forcibly  the  prominent 

part  taken  by  American  engineers  in  the  development  of  the  turbine, 

which  is  a  source  of  pride  for  all  engineers  in  this  country. 

It  is  a  matter  of  fact  that  every  marked  improvement  in  the  design 
of  pressure-type  wheels  originated  in  America.  The  classic  investiga- 
tions by  James  B.  Francis  of  his  ** center-vent"  water-wheel  at  the 
Booth  cotton  mill  at  Lowell  in  the  year  1850  are  the  foundations  of  the 
modern  Francis  turbine.  Professor  F.  Prasil  of  Ziirich,  in  his  theoretical 
investigations  published  in  the  year  1905,  did  not  hesitate  to  illustrate 
his  conclusions  with  examples  taken  from  the  original  Lowell  experi- 
ments. It  is  perhaps  not  to  be  regretted  that  the  Francis  turbine  was 
not  reared  in  the  same  scientific  atmosphere  in  which  it  was  born,  since 
this  might  have  stified  the  innumerable  original  creations  of  the  in- 
ventors who  followed.  Each  small  foundry  and  machine  shop,  so  to 
speak,  manufactured  water-wheels  based  on  Francis'  principle,  and 
hardly  any  new  form  of  runner  can  be  conceived  that  has  not  been 
made  in  the  past,  and  is  perhaps  still  running  in  some  New  England 
mill.  It  was  not  until  the  year  1875  that  the  J.  M.  Voith  Company  of 
Heidenheim,  Germany,  took  up  the  Francis  wheel,  and  in  1876  that  the 
Escher  Wyss  Company  of  Ziirich,  Switzerland,  followed  suit. 

The  European  designers  adhered  too  much  to  theoretical  consid- 
erations, which  prevented  the  development  of  new  forms.  It  was  there- 
fore to  be  expected  that  the  Holyoke  testing  flume,  which  enabled  the 
investigation  of  new  designs,  eventually  produced  the  high-capacity  and 
high-speed  Francis  turbine,  as  compared  with  the  former  types.  This 
form  was  originated  by  a  certain  Mr.  Obenchain,  but  was  taken  up  and 
greatly  improved  by  a  pattern-maker  and  millwright,  Mr.  McCormick, 
who  really  must  be  considered  the  designer  of  the  modern  high-speed 
runner.  All  the  characteristics  of  the  present  high-speed  runner  are  to 
be  found  in  the  McCormick  creations.  The  clearance  between  guide- 
vanes  and  runner  entrance  is  large;  there  is  little  flare  of  the  wheel  rim, 
and  the  outflow  velocities  are  large.  It  must  be  ascribed  mainly  to  the 
extreme  values  of  the  outflow  loss,  coupled  with  the  then  not  yet  dis- 
covered regenerating  value  of  a  long-taper  draft  tube,  together  with  a 
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tendency  for  horizontal  mountings  with  defective  draft  cases,  that  the     Mr. 
McCormick-type  wheels  did  not  attain  higher  efficiencies  under  practical  S^^eiff. 
conditions. 

Their  practical  value,  however,  in  increasing  the  speed  and  decreas- 
ing the  cost  of  the  installation  was  such  that  they  soon  found  their  way 
into  the  European  market  and  caused  sharp  competition.  This  led  the 
late  Professor  Pfarr,  who  then  (in  1902)  was  connected  with  the  J.  M. 
Voith  Works  in  Germany,  to  test  some  wheels  of  American  origin.  These 
wheels  were  found  to  be  of  inferior  efficiency  (72%)  as  compared  with 
80%,  and  better,  which  were  obtained  with  the  German  designs.  This 
investigation  led  the  European  engineers  to  distrust  the  results  of  the 
Holyoke  testing  flume,  which  distrust  is  still  maintained  today  by  many 
engineers,  although  wholly  unfounded.  It  was  but  natural  that  the 
same  wheel  tested  on  a  long-taper  draft-tube  and  under  a  head  of  14  ft. 
in  a  flume  11  ft.  square,  as  was  done  at  Holyoke,  should  show  a  ma- 
terially lower  efficiency  if  tested  in  a  flume  6  ft.  square  and  under  a 
head  of  6  ft.  with  a  short  draft-tube.  Tests  of  a  wheel  with  a  high 
outflow  loss,  with  and  without  draft  tube,  in  the  same  Holyoke  flume 
and  at  the  same  head,  have  shown  a  difference  of  7%. 

In  order  to  refute  the  claim  of  these  critics  that  the  efficiencies 
obtained  at  the  Holyoke  flume  are  too  high,  the  Fargo  Engineering 
Company,  of  Jackson,  Mich.,  introduced  the  same  instruments  and 
methods  of  water  measurement  as  used  in  Germany  and  Switzerland. 
The  screw-type  current  meter,  manufactured  by  A.  Ott,  in  Kempten, 
Bavaria,  was  utilized,  and  the  methods  used  by  Dr.  J.  Epper,  former 
director  of  the  Swiss  hydrometric  bureau  of  Berne,  Switzerland,  were 
closely  followed.  The  meters  were  rated  at  the  naval  tank  of  the 
University  of  Michigan  at  Ann  Arbor,  under  supervision  of  Professor 
H.  C.  Sadler.  Dr.  J.  Epper  voluntarily  undertook  to  compute  the  rating 
curves  from  these  ratings  and  pronounced  same  to  be  very  accurate. 

It  was  clearly  established  by  utilizing  these  means  of  water  meas* 
urements  that  there  is  a  close  agreement  between  Holyoke  and  field-test 
results  under  similar  conditions,  and  the  criticisms  of  European  engi- 
neers appear  to  be  wholly  without  foundation.  It  is  very  true  that 
European  designers,  notably  Professor  Camerer,  by  selecting  lower  out- 
flow velocities,  succeeded  some  twelve  years  ago  in  designing  higher- 
speed  wheels  which  gave  better  results  than  the  American  wheels,  if  not 
mounted  on  a  long-taper  draft  tube.  For  a  while  it  looked  as  if  Euro- 
pean design  had  begun  to  improve  on  the  American  wheels  of  the 
McCormick  type. 

But  soon  new  improvements  originated  in  America.  It  was  recog- 
nized, some  four  or  five  years  ago,  that  large  clearances  between  guide- 
vanes  and  runner  entrance  were  not  harmful,  but  beneficial  to  increased 
efficiency  and  speed.  The  error  into  which  European  designers  fell,  viz., 
a  small  diameter  at  the  entrance,  coupled  with  a  large  flare  in  order  to 
get  sufficient  outlet  area,  was  thereby  avoided,  and  this  simple  expe- 
dient jumped  the  average  efficiency  of  the  high-speed  runner  five  percent 
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or  more.     The  smooth  wicket-gate  design  was  borrowed  from  European 
Streiff   ^^^Bigners.     The  single  vertical  direct-connected  unit  came  into  use   in 
very  large  sizes  and  became  the  leading  type. 

Whereas  a  great  number  of  power  plants  in  this  country,  some  of 
which  contain  the  largest  size  and  largest  power  single-runner  units  in 
existence  of  this  latest  "large  clearance"  type,  have  been  placed  in 
operation  during  the  last  five  years,  it  is  only  quite  recently  that  Euro- 
pean designs,  for  the  third  time,  follow  the  example  set  by  American 
practice.  This  was  fully  evident  to  the  writer  upon  his  visit  to  the 
Swiss  national  exhibition  in  Berne  in  the  year  1914,  where  a  number 
of  specimens  of  advanced  European  art  in  high-speed  runner  building 
were  exhibited.  Compared  with  the  present  American  turbine  industry, 
which  markets  runners  having  a  specific  speed  of  100  (450  metric) 
with  an  efficiency  of  90%,  these  European  designs  were  obsolete.  On 
the  other  hand,  it  must  be  admitted  that  the  design  of  details,  such  as  the 
guide-vanes,  as  followed  at  present  in  this  country^  is  largely  of  European 
origin. 

Also,  in  the  field  of  governor  design  the  most  important  advance, 
the  invention  of  the  isodrom  governor,  was  made  in  America,  and  all  the 
leading  governor  designs  of  today  may  be  considered  but  modifications 
of  the  original  Lombard  governor. 

Discussing  the  future  of  the  reaction  turbine,  it  may  be  expected 
that  since  no  material  advance  in  efficiency  is  possible,  the  specific  speeds 
will  be  increased  in  the  future.  This  future  high-speed  wheel  undoubt- 
edly will  be  still  less  a  Francis  (inward  flow)  type  than  the  present  high- 
speed runners  are,  but  will  undoubtedly  be  a  combination  of  Foumey- 
ron  and  Jonval  type,  without  internal  guide-vanes,  but  with  a  guide- 
case,  as  of  the  present  high-speed  runners,  and  a  clearance  of  a  quarter 
circle  or  more.  But  even  this  future  high-speed  runner  will  then  be  an 
American  invention!  Mr.  Clarence  Kinne,  Mem.  Am.  Sec.  M.  E.,  of 
Watertown,  N.  Y.,  possesses  the  prototype  of  such  a  futurist  wheel, 
which  ran,  without  guide-case,  for  years  in  a  saw  mill.  In  appearance 
it  resembles  an  inverted  Francis  runner. 

The  disadvantage  of  such  runners  of  extreme  high  speed  lies  in  the 
fact  that  the  best  efficiency  rapidly  changes  with  the  gate  opening.  But 
in  our  modern  hydro-electric  stations  of  larger  capacity,  the  units  of 
which  can  conveniently  be  operated  constantly  at  any  desired  gate  open- 
ing, this  is  of  minor  importance.  The  Niagara  Falls  Power  Company, 
for  instance,  still  utilizes  cylinder  gates,  which  have  a  poor  part-gate 
efficiency,  for  the  above  reason. 

It  is  also  feared  that  these  runners  of  extreme  high  speed  are  not 
utilizable  under  high  heads,  on  account  of  pitting,  but  there  are  no 
theoretical  grounds  to  sustain  this  objection,  because  the  runners  with 
the  highest  specific  speed  have  the  highest  degree  of  reaction,  which  is 
the  surest  guarantee  against  erosion.  Considering  the  great  advantages 
they  possess  in  very  materially  reducing  the  first  cost,  this  question  should 
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be  settled  by  trial.     The  proposed  government  testing  flume  at  Niagara     Mr. 
Falls  would  permit  the  solution  of  just  such  a  question.  Streiff. 

llr.  Arnold  Pfau  (author's  closure),  referring  to  Mr.  Galloway's  Mr. 
discussion,  wished  to  say  that  the  curve  of  specific  speeds  given  on  page  Pf«u. 
458  of  his  paper  should,  of  course,  not  be  looked  at  as  a  steel  fence 
above  which  (for  low  or  medium  heads)  and  below  which  (for  high 
heads)  disastrous  results  are  to  be  expected.  Modern  design  of  runners 
on  a  scientific  basis  coupled  with  wide  experience  enables  a  remarkable 
flexibility  of  design,  without  inviting  trouble  resulting  from  corrosion  or 
crystallization  of  material  due  to  excessive  vibration.  It  is  difficult  to 
define  limits,  as  such  limits  are  naturally  limited  within  themselves,  and 
greatly  depend  upon  the  skill  of  the  designer  of  the  runner.  For  general 
consideration  it  is  therefore  advisable  to  recommend  values  which  are 
known  to  be  absolutely  safe.  Should  special  conditions  justify  a  de- 
parture from  such  safe  values,  it  is  always  advisable  to  consult  a  spe- 
cialist, and  in  doing  so  it  is  essential  to  consult  only  such  specialists 
who  have  the  real  goods  to  present  as  proof  of  their  undisputed  ability 
to  make  proper  recommendations. 

Mr.  W.  A.  Doble's  statement:  ''The  Pelton  type  (better  say  Im- 
pulse type)  of  wheel  is  so  far  superior  in  mechanical  construction  that 
it  does  not  pay  to  design  a  Francis  turbine  for  these  low  specific  speeds ' ' 
is  a  rather  radical  expression  of  a  purely  personal  and  obviously  com- 
mercial opinion.  Becent  very  careful  and  conscientious  investigations 
seem  to  disprove  Mr.  Doble's  statements  in  more  than  one  respect,  and 
particularly  so  when  a  large  capacity  of  the  unit  is  involved. 

(1)  With  a  Beaction  turbine  the  whole  available  head  can  be 
utilized.  The  additional  head  thus  gained  is  an  actual  increase  of 
efficiency  of  the  hydraulic  development,  and  in  many  instances  is 
well  worthy  of  consideration. 

With  Francis  turbines  designed  to  operate  under  high  heads, 
efficiencies  well  above  87%  have  been  obtained  and  have  been  main- 
tained for  operating  periods  of  exceeding  five  years.  No  commercial 
impulse-wheel  unit  has  ever  been  produced  showing  operating  effi- 
ciencies higher  than  the  above-mentioned. 

(2)  As  far  as  mechanical  construction  is  concerned,  nobody  will 
deny  the  fact  that  a  solid  runner  easting  of  steel  or  bronze  is  a 
much  safer  piece  of  revolving  machinery  than  a  series  of  buckets 
individually  bolted  to  a  disk.  Accidents  due  to  bursting  of  Francis 
runners  are  practically  unknown.  A  fair  number  of  cases  of  com- 
plete destruction  of  impulse-wheel  units  (Pelton  or  Doble  type)  are 
on  record. 

(3)  As  far  as  hydraulic  wear  is  concerned,  it  is  evident  that 
such  parts  as  are  subject  to  the  flow  of  water  at  high  velocities 
will  have  to  be  replaced  whether  the  high  velocities  occur  in  a 
Francis  turbine  or  in  an  Impulse  wheel.  Becords  prove  beyond 
a  doubt  that  a  Francis  runner  in  a  worn-out  condition  produces  at 
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Mr.  least  as  good  an  efficiency  as  does  a  bucket  with  a  broken  entrance 

Pfau.  edge,   a   spoiled   splitter,   or   holes   through    the   bowl.     A   worn-out 

speed  gate  (guide  vanes  and  side  walls)  may  cause  serious  leakage 
in  closed  position.  It  will,  however,  have  no  such  effect  upon  the 
efficiency  of  the  turbine,  as  can  be  noticed  with  a  nozzle  and  needle 
tip  in  bad  condition  of  an  Impulse  wheel. 

(4)  As  to  mechanical  wear,  it  can  be  stated  without  hesitation 
that  the  present  high-grade  practice  enables  the  production  of  spare 
parts  which  require  very  little  field  work.  Complex  sets  may  be  kept 
in  readiness  so  that  they  can  be  slipped  into  place  in  a  relatively 
short  time  and  with  the  unskilled  labor  generally  available  in  power 
plants  of  remote  location.  The  cost  of  such  Francis  turbine  spare 
parts,  as  well  as  the  expense  of  the  field  work  involved  and  the 
loss  of  revenue  due  to  interruption  of  service,  will  invariably  be 
found  less,  or  at  least  not  higher,  than  that  of  a  corresponding  over- 
hauling of  an  Impulse  wheel. 

(5)  The  first  initial  investment  and  the  cost  of  transportation 
are  factors  which  also  deserve  consideration.  Large  generators  at 
relatively  high  speeds  are  less  costly  than  generators  of  equal  rating 
at  low  speeds.  As  to  weight,  a  high-head  Francis  turbine  generating 
unit  of  large  capacity  may  stand  almost  the  same  comparison  with 
an  Impulse-wheel  generating  unit,  as  a  steam-turbine  generating 
unit  with  a  reciprocating  steam-engine  unit.  A  similar  comparison 
may  be  made  in  regard  to  floor  space,  crane  capacity,  and  power 
house  cost  in  general. 

Mr.  Pfau  is  just  as  interested  in  the  development  of  Impulse  wheels 
as  he  is  in  that  of  Francis  turbines,  and  he  believes  that  the  discussion 
of  such  an  important  subject,  viz.,  the  question  as  to  whether  Francis 
turbines  should  be  used  or  Impulse  wheels,  should  be  given  careful 
thought,  and  that  it  cannot  be  disposed  of  by  arbitrary  remarks. 

In  conclusion,  he  feels  that  it  is  to  be  regretted  that  the  deplorable 
conditions  prevailing  due  to  the  war  abroad  have  deprived  these  trans- 
actions of  the  long  range  of  discussion  expected,  and  expresses  the  sin- 
cere hope  that  the  cooperative  work  in  the  development  of  hydraulic 
prime  movers  will  be  vigorously  resumed  as  soon  as  peace  is  restored. 
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INTRODUCTORY. 

The  modem  development  of  this  type  of  hydraulic  prime- 
mover  dates  back  to  the  ** hurdy-gurdy"  water  wheel  constructed 
by  the  early  gold  miners  of  California.  The  history  of  the  wheel 
will  be  found  in  Volume  29, 1899,  Transactions  of  The  American 
Institute  of  Mining  Engineers,  Page  852, — **The  Tangential 
Water  Wheel''. 

The  wheel  has  been  designated  by  several  different  names, 
viz.,  ''Impulse",  **  Impulse-reaction",  **  Free- jet",  **  Spoon- 
wheel",  ** Tangential"  and  ** Pelton",  but  in  view  of  the  fact 
that  Pelton  developed  the  characteristic  dividing  wedge  of  the 
buckets,  and  was  the  first  to  develop  the  wheel  from  the  commer- 
cial standpoint,  the  engineering  world  has  adopted  the  name 
"Pelton  Wheel"  as  being  synonymous  of  the  type,  as  it  is  a  dis- 
tinct type  of  hydraulic  prime-mover,  differing  radically  in  prin- 
ciple from  the  pressure  types  and  the  various  forms  of  partial 
turbines  developed  in  Europe  and  in  the  eastern  part  of  the 
United  States. 

EARLY  DEVELOPMENT. 

In  considering  its  development  from  1850  to  1915,  it  will  be 
best  to  divide  this  time  into  two  periods.  First,  the  ''Mining 
Period",  running  from  1850  to  1890,  during  which  time  the 
wheel  was  developed  primarily  by  the  miners,  and  its  principal 
use  was  in  connection  with  the  mining  industry.  Its  design  and 
development  were  restricted  in  merit  and  quality  by  the  rather 
crude  requirements  of  the  mining  industry,  and,  of  course,  re- 
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finements  in  design  and  constniction  beyond  the  requirements  of 
that  industry  were  not  justified.  The  power  of  each  wheel  was 
also  limited  to  comparatively  small  horsepower  output,  as  the 
nature  of  the  driven  apparatus  was  such  that  there  was  no  call 
for  large  power  output  from  a  single  wheel.  During  this  period 
the  effective  head  or  pressure  was  comparatively  low,  averaging 
from  200  to  500  feet.  The  power  developed  by  the  wheels  was 
necessarily  used  where  it  was  developed,  the  length  of  the  trans- 
mission being  limited  to  that  feasible  for  a  shaft,  belt,  or  rope 
drive. 

Second,  the  ** Electrical  Period",  running  from  1890  to  date, 
during  which  period,  radically  new  and  severe  requirements 
were  demanded  from  the  makers  of  the  wheel.  The  size  and 
power  output  were  no  longer  limited  to  the  requirements  of  the 
immediate  location  of  the  wheel,  but  only  by  the  amount  of  power 
that  could  be  developed  by  the  water  available.  The  working 
head  was  greatly  increased,  as  new  conditions  justified  greater 
expenditures  in  the  development  of  the  watershed,  with  its  stor- 
age dams,  conduits,  regulating  reservoirs  and  penstocks.  The 
problem  of  successful  speed  regulation  to  meet  the  requirement 
of  operating  two  or  more  dynamos  in  synchronism,  or  two  or 
more  widely  separated  power  plants  on  the  same  system  of  trans- 
mission and  distribution  also  arose,  and  involved  the  necessity 
of  a  governing  means  sufficiently  sensitive,  accurate  and  rapid  to 
maintain  a  uniform  speed  with  instantaneous  changes  of  power 
demand  from  zero  load  to  full  load  and  inversely,  and  with  fre- 
quent large  percentages  of  the  total  capacity  of  the  water  wheel 
instantly  rejected  or  applied. 

During  this  period,  a  further  requirement  developed,  viz., 
continuous  service ;  whereas,  before  this  period,  continuous  ser- 
vice,  and  all  that  it  means,  was  an  unknown  quantity.  Long 
distance  transmission,  reaching  out  over  wide  territories  and  sup- 
plying power  and  light  to  many  commercial  industries,  towns  and 
cities,  gave  an  entirely  new  meaning  to  the  term  continuous  ser- 
vice, and  demanded  apparatus  of  the  highest  type  of  engineering 
design,  material  and  workmanship,  to  meet  its  necessities. 

In  the  Mining  Age,  the  problem  of  speed  regulation  was  very 
simple,  since  the  early  use  of  such  wheels  was  principally  to  drive 


WATER  WHEELS  OF  IMPULSE  TYPE  506 

stamp  mills,  saw  mills,  etc.,  where  the  power  output  was  quite 
constant  and  the  friction  load  on  the  shafting  and  driven  machin- 
ery formed  a  large  proportion  of  the  power  developed.  In  such 
cases  regulation  was  accomplished  usually  by  partially  closing 
the  gate  valve  placed  back  of  the  nozzle  entrance,  or  as  a  refine- 
ment, in  wheels  using  a  rectangular  slot  nozzle,  a  sliding  tongue 
was  inserted  in  the  orifice,  that  could  partially  or  fully  open  the 
orifice.  A  refinement  for  wheels  using  a  circular  jet  was  the 
adoption  of  the  deflecting  nozzle,  to  permit  of  projecting  the 
entire  jet  against  the  buckets  of  the  wheel,  or  partially  or  wholly 
deflecting  the  jet  outside  the  path  of  the  buckets.  Other  improve- 
ments were  made,  such  as  in  using  cast  iron  instead  of  wood,  etc. ; 
but,  in  general,  it  is  reasonable  to  state  that  the  impulse  or  Pelton 
wheel  of  the  Mining  Period  was  comparatively  crude  in  its  engi- 
neering design  and  in  its  construction,  though  suitable  for  the 
work  it  was  called  upon  to  do.  Many  of  these  early  wheels  are 
still  in  use,  and  they  were  of  great  service  to  mankind. 

During  the  Electrical  Age  the  development  of  the  wheel  by 
modem  engineering  methods,  such  as  were  in  vogue  in  other 
types  of  prime-movers,  dates  back  to  the  first  work  in  long-dis- 
tance electric  transmission,  made  possible  by  the  invention  and 
development  of  the  static  transformer.  This  would  start  the  con- 
sideration of  this  later  development  with  the  years  1890-1893 
with  the  installation  of  the  Telluride  Power  Company's  Plant, 
the  justly  celebrated  Pomona  Plant,  and  the  plant  of  the  Bed- 
lands  Electric  Light  &  Power  Co.  The  progress  in  the  art  from 
that  time  has  gone  hand  in  hand  with  a  similar  development  in 
the  co-related  work  of  the  electrical  engineer.  Thus  the  hydro- 
electric prime-mover  has  brought  about  a  great  and  rapid  de- 
velopment in  the  water  wheel,  with  its  accessories,  as  it  has  in 
the  development  of  the  dynamo.  A  similar  development  has  also 
taken  place  in  steam-electric  prime-movers.  New  problems  in  the 
designing  of  both  types  of  prime-moyers — ^particularly  those  con- 
nected with  safety,  reliability  and  accurate  regulation — ^have  thus 
been  brought  about  by  the  special  requirements  of  the  electric 
dynamo,  with  the  co-related  problems  introduced  by  the  require- 
ments of  long-distance  transmission,  continuous  service,  and 
speed  regulation  of  a  character  heretofore  unknown,  in  combina- 
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tion  with  the  demand  for  prime-movers  of  much  greater  power 
output,  high  rotative  speed,  and  to  operate  under  extremely  high 
heads  and  therefore  high  water  pressures. 

Tracing  the  development  from  1890-1893:  the  Telluride, 
Pomona,  Redlands,  and  the  other  early  hydro-electric  plants 
quickly  demonstrated  that  the  wheel  so  successful  in  the  Mining 
Period  was  entirely  inadequate  in  its  design,  material  and  work- 
manship to  meet  the  more  severe  requirements  of  the  hydro- 
electric generating  units. 

During  the  period  from  1890  to  date,  there  has  been  a  con- 
stant development  to  satisfy  the  more  and  more  severe  and  exact- 
ing demands  of  the  rapidly  growing  industry. 

To  establish  a  comparison:  in  the  plant  of  the  Telluride 
Power  Company  at  Ames,  Colorado,  installed  in  1890,  were  two 
hydro-electric  single-phase  units,  each  of  150  kw.  output,  consist- 
ing of  a  Pelton  wheel  directly  connected  to  a  Westinghouse  gener- 
ator.   These  wheels  operated  under  a  head  of  500  ft.  (152  m.). 

In  the  Pomona  Plant  of  the  San  Antonio  Light  &  Power 
Co.,  Pomona,  California,  installed  in  1891,  were  two  hydro- 
electric single-phase  units,  each  of  120  kw.  output,  consisting  of 
a  Pelton  wheel  operating  under  a  head  of  402  ft.  (122  m.)  and 
directly  connected  to  a  Westinghouse  generator. 

In  the  Mill  Creek  Power  House  No.  1  of  the  Redlands  Elec- 
tric Light  &  Power  Co.,  near  Redlands,  California,  installed  in 
June,  1892,  and  first  put  into  operation  on  September  7,  1893, 
were  two  hydro-electric  three-phase  units,  each  of  250  kw.  out- 
put, consisting  of  a  Pelton  wheel  operating  under  a  head  of  295 
ft.  (90  m.)  and  directly  connected  to  a  General  Electric  gen- 
erator. These  were  the  first  three-phase  generators  made  in  the 
United  States,  and  this  was  the  first  three-phase  transmission 
system  to  be  put  into  service  in  the  United  States. 

The  development  since  these  early  installations  has  been 
very  remarkable,  as  will  be  appreciated  in  completing  the  com- 
parison with  the  more  recent  developments:  there  are  five  or 
more  power  plants  in  the  United  States  where  the  wheels  operate 
under  heads  of  approximately  2000  ft.  (610  m.)  and  over,  and 
in  Europe  one  plant  operating  under  a  head  of  2890  ft.  (880 
m.),  and  one  plant  recently  completed  operating  under  a  head  of 
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5250  ft.  (1720  m.),  wherein  a  single  jet  of  water  1^  inches  diam- 
eter develops  3000  horsepower.  The  increase  in  the  size  of  the 
units  is  more  striking,  starting  with  the  150-kw.  units  at  Ames  in 
1890  to  the  recent  generators  of  12,500  kw.  output  and  driven  by 
Pelton  wheels  of  20,000  hp.  capacity.  To  fully  appreciate  this 
development,  it  is  necessary  to  consider  that  it  is  the  result  of 
only  twenty-five  years'  work,  which  period  covers  the  entire  his- 
tory of  the  art  of  Hydro-Electric  Power  Generation  and  Trans- 
mission. 

The  details  of  design  of  each  hydraulic  prime-mover  are  con- 
trolled and  determined  by  the  natural  conditions  existing  at  the 
location  where  it  is  to  be  installed,  and  under  which  it  is  to  ope- 
rate. These  natural  conditions  and  limitations  differ  over  a 
wide  range  with  every  installation;  therefore,  the  hydraulic 
prime-mover  cannot  be  standardized  in  design,  as  is  possible 
with  electric  generators,  steam  engines,  or  steam  turbines,  but 
each  prime-mover  must  be  specially  designed  and  developed. 

The  principal  controlling  factors  of  the  design  are :  (1)  The 
water  quantity  curve,  or  the  quantity  of  water  available  during 
each  period  of  each  day  and  throughout  the  year;  (2)  the  total 
head  that  it  is  possible  or  profitable  to  develop;  (3)  the  presence 
of  satisfactory  sites,  favorably  located,  on  which  to  construct 
storage  reservoirs,  or  equalizing  reservoirs,  from  which  the  pres- 
sure pipes  will  carry  the  water  to  the  wheels ;  (4)  the  character  of 
the  load  curve  that  is  to  be  carried ;  (5)  the  most  economic  speed 
of  rotation  of  the  electric  generator  or  driven  machinery;  (6) 
whether  or  not  riparian  or  irrigators'  rights  have  a  controlling 
interest  that  will  affect  the  possibilities  of  water  storage  during 
the  sag  in  the  daily  load  curve,  so  as  to  permit  the  water  not  re- 
quired during  this  sag  in  the  load  curve  to  be  conserved  and 
available  to  carry  the  peaks  of  the  load  curve.  These  conditions 
primarily  determine  the  general  type  and  capacity  of  the  instal- 
lation, the  number  and  capacity  of  the  separate  units  into  which 
the  plant  will  be  subdivided,  the  speed  of  rotation,  the  method 
of  speed  regulation  and  whether  or  not  water  economizing  meth- 
ods can  be  used  to  an  advantage.  These  controlling  factors  differ 
so  materially  in  each  installation  that  they  not  only  affect  the 
general  type  or  arrangement  of  the  design  but  also  the  details. 
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The  general  type  of  unit  to  be  adopted  in  a  given  power 
plant  will,  therefore,  be  determined  by  the  particular  arrange- 
ment and  characteristics  of  details  to  be  incorporated  in  the  unit, 
as  required  to  meet  the  conditions  under  which  the  prime-mover 
is  to  operate;  it  being  appreciated  that  there  are  in  practically 
every  prime-mover  certain  similar  details,  differing  only  in  size 
and  mode  of  operation. 

WHEEL  BUNNERS  AND  BUCKETS. 

The  term  ''wheel  runner"  contemplates  the  entire  wheel 
proper,  consisting  of  some  form  of  center,  to  the  rim  of  which  the 
buckets  are  attached.  There  are  two  general  types  of  wheel  con- 
struction: First,  the  double-lug  bucket;  secondly,  the  chain- 
type  or  triple-lug  bucket. 

The  double-lug  bucket  is  arranged  with  two  lugs  cast  inte- 
gral with  the  bucket.  The  wheel  center  consists  of  a  single  rim. 
The  ty^o  lugs  of  the  bucket  are  accurately  machined  to  a  press 
fit  over  the  rim  of  the  wheel  center  and  the  buckets  are  held  in 
position  on  the  rim  of  the  wheel  center  by  two  bolts,  which  are 
pressed  into  reamed  holes  passing  through  the  two  lugs  of  the 
bucket  and  the  rim  of  the  wheel  center,  thus  making  a  very  sub- 
stantial construction.  This  type  of  wheel  is  shown  in  Fig  1  and 
the  photograph  of  th^  De  Sabla  buckets.  Fig.  2. 

The  wheel  illustrated  in  Fig.  1  is  operating  under  865  ft. 
(264  m.)  head,  at  225  revolutions,  and  develops  3750  horsepower. 
This  wheel  is  constructed  with  a  forged  steel  disc,  which  is  car- 
ried on  a  cast-steel  hub  with  follower  plate. 

One  of  the  four  wheels  installed  in  the  Mill  Creek  No.  3 
Plant  of  the  Southern  California  Edison  Company  furnishes  an 
interesting  illustration  of  the  double-lug  type  of  bucket.  This 
wheel  operates  under  1900  ft.  (580  m.)  head  at  430  revolutions 
per  minute,  developing  1600  horsepower,  and  has  been  in  continu- 
ous service  since  March  17,  1903.  This  wheel  held  the  record  for 
some  time  as  operating  under  the  highest  head  of  any  wheel  in 
the  world.  The  wheel  center  consists  of  an  annealed  open-hearth 
steel  casting,  the  buckets  being  of  special  hard  bronze.  This  type 
of  construction  is  thoroughly  satisfactory  for  all  installations 
where  the  ratio  between  the  diameter  of  the  jet  and  the  pitch 
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diameter  of  the  wheel  is  favorable.    In  this  type  there  are  two 
bolts  for  each  bucket,  and  where,  owing  to  the  lai^^  ratio  be- 
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tween  the  pitch  diameter  of  the  wheel  and  the  diameter  of  the 
jet.  there  is  ample  room  for  the  two  bucket  bolts  and  proper  lugs 
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on  the  buckets,  this  type  of  construction  is  thoroughly  satisfac- 
tory. 

The  photograph  of  the  De  Sabla  wheel  (Fig.  2)  also  shows 
buckets  of  the  double-lug  type  of  construction.  This  photograph 
is  of  particular  interest,  as  it  shows  the  condition  of  the  buckets 
as  they  were  on  February  25,  1915,  the  wheel  having  gone  into 
service  October  22,  1903,  and  having  been  in  almost  continuous 
service  since  that  time  with  practically  no  expense  whatever  for 
maintenance.  The  construction  of  this  wheel  shows  a  forged 
nickel-steel  disc  4  inches  thick  at  the  rim  and  10  ft.  4  in.  in  diam- 
eter. This  forged  wheel-center  is  then  bolted  directly  to  a  flange 
forged  solid  with  the  hollow  nickel-steel  wheel  shaft.  The  buck- 
ets are  made  of  high-carbon  open-hearth  steel  castings.  This 
record  will  be  of  particular  interest  to  engineers  as  showing  what 
can  be  accomplished  in  the  way  of  durability  and  continuity  of 
service  from  a  properly  designed  '*Pelton"  wheel.  These  wheels 
operate  under  1531  ft.  (467  m.)  head  at  240  revolutions  per  min- 
ute and  develop  3700  horsepower. 

The  chain  type  of  construction  differs  materially  from  that 
of  the  double-lug  construction.  In  the  chain-type  construction  a 
double  rim  is  required.  This  is  sometimes  made  of  a  wheel  with 
a  '*U"-type  rim.  Generally,  however,  it  consists  of  two  separate 
wheel  centers,  the  hubs  being  so  finished  as  to  bring  the  space 
between  the  rims  of  the  two  wheels  a  proper  distance  apart.  The 
bucket  is  provided  with  three  lugs,  a  forward  center  lug  and  two 
rear  lugs.  Figure  3  shows  clearly  the  arrangements  of  the  lugs 
of  the  bucket.  Figure  4  shows  the  assembled  wheel  runner  com- 
plete. These  wheels  operate  under  1330  ft.  (405  m.)  head  at  360 
revolutions  per  minute,  and  each  wheel  develops  20,000  horse- 
power. 

In  this  design  the  center  or  forward  lug  of  the  bucket  is  a 
close  fit  between  the  two  rims  forming  the  duplex  wheel  center. 
The  two  rear  lugs  of  the  bucket  straddle  the  rims  of  the  wheel 
center,  the  spacing  of  the  lugs  of  the  bucket  and  the  drilling  of 
the  wheel  centers  being  so  designed  that  the  rear  lugs  of  one 
bucket  come  directly  in  line  with  the  forward  lug  of  the  next 
following  bucket,  these  holes  being  drilled  and  reamed  in  line.  A 
single  bolt  therefore  passes  through  the  rear  lugs  of  one  bucket, 
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the  double  wheel  rims  of  the  center  and  the  central  or  forward 
lug  of  the  next  following  bucket,  thus  connecting  up  all  of  the 
buckets  into  a  continuous  chain.  By  this  arrangement  it  will  be 
observed  that  there  are  the  same  number  of  bolts  as  there  are 
buckets,  though  each  bucket  is  secured  to  the  double  wheel  rims 
by  two  bolts. 

In  comparing  this  type  with  the  double-lug  type,  it  will  be 
observed  that  the  base  line  of  the  bucket,  or  the  distance  between 
the  supporting  bolts,  is  very  much  greater  in  the  chain-type  or 


Fig.  3.    Amnfammt  at  Lif i  on  OtMia  Typa  or  Doabl*  Lag  Type  at  Oonatniettaa. 

triple-lug  buckets  than  it  is  in  the  double-lug  buckets.  This  type 
of  construction  is  particularly  suitable  for  all  installations  where 
the  ratio  between  the  diameter  of  the  jet  and  the  pitch  diameter 
of  the  wheel  is  small,  that  is,  where  a  large  diameter  of  jet  is 
applied  to  a  comparatively  small  diameter  of  wheel.  This  is 
always  the  case  where  a  very  large  power  output  is  required, 
with  a  turning  speed  com[>aratively  high,  as  proportional  to  the 
head  of  water,  thus  calling  for  large  buckets  on  a  compara- 
tively small  wheel.  It  is  also  especially  suitable  for  extreme 
cases  of  large  horsepower  and  high  heads,  making  the  wheel 
runner  of  the  most  stable  construction. 

In  the  construction  of  the  wheel  runners  for  comparatively 
low  heads,  cast-iron  wheel  centers  of  either  the  disc  or  "U"-rim 
type  give  good  results.  For  medium  high  heads,  wheel  centers  of 
either  the  disc  or  "U"-rim  type  made  of  annealed  cast  steel  are 
thoroughly  satisfactory.  For  extreme  heads  and  large  horse- 
power output,  the  wheel  centers  should  be  made  from  chrome- 
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nickel  steel  fot^ngs.  to  such  cases,  the  attaching  bolts  are  also 
made  of  heat-treated  chrome-nickel  steel  and  forced  into  place 
with  25  tons  pressure.  The  most  satisfactory  material  to  use  for 
the  buckets  is  a  very  high  grade  high-carbon  steel  casting.    For 
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the  highest  heads,  it  is  possible  to  use  drop  forcings  for  the 
buckets. 

In  the  construction  of  the  wheels,  the  accurate  dynamic  bal- 
ance of  the  structure  is  of  the  utmost  importance,  and  to  insure 
this,  the  buckets  are  balanced  in  a  special  apparatus  which  in- 
sures a  dynamic  balance  at  the  maximum  runaway  speed  of  the 
prime  mover. 

In  the  earlier  wheels  constructed,  the  breaking  off  of  the 
buckets  was  one  of  the  principal  sources  of  failure ;  also  the  great- 
est single  improvement  in  eflSciency  of  the  wheels  was  secured  by 
the  development  of  the  ellipsoidal  type  of  bucket  bowls  illus- 
trated in  the  several  photographs,  this  change  alone  having  im- 
proved the  eflSciency  of  the  wheels  by  over  10%. 

NOZZLES  AND  SYSTEMS  OP  CONTROL. 

In  general,  the  needle  type  of  nozzle  is  invariably  used, 
the  characteristic  jet  from  a  needle  nozzle  being  illustrated  in 
Fig.  5.  This  is  a  flash-light  photograph  taken  through  an 
opening  in  the  side  of  the  wheel  housing.  The  blur  at  the 
right  hand  side  of  the  wheel  represents  the  rapidly  revolving 
buckets  of  the  wheel ;  the  cone  in  the  center  of  the  jet  is  the 
end  of  the  needle  bulb.  A  characteristic  needle  and  nozzle  tip 
is  illustrated  in  Fig.  6,  this  being  the  needle  and  nozzle  tip  for 
the  nozzle  shown  in  Fig.  7. 

The  determining  factor  in  selecting  the  type  of  needle 
nozzle,  which  also  carries  with  it  the  means  of  regulation  of 
the  power  output  and  speed  of  the  prime-mover  that  will  be 
used  in  a  given  plant,  depends  primarily  upon  whether  or  not 
water  economizing  control  can  be  used.  In  those  plants  that 
are  located  on  streams  where  water  storage  cannot  reasonably 
be  secured,  or  where  other  power  plants  are  located  on  the  same 
stream,  making  it  necessary  to  allow  the  full  flow  of  the  stream 
to  pass  the  plant,  or  on  those  streams  where  irrigators'  or  ripar- 
ian rights  have  a  prime  control,  thus  preventing  the  storage  of 
water,  the  simpler  stationary  needle-controlled  nozzle  with 
governor  deflector  control  over  the  jet,  or  the  needle-regulat- 
ing: deflecting  nozzle  is  used.  The  stationary  needle-regulated 
jet-deflecting  nozzle  is  shown  in  Fig.  7   (a  jet  deflector  for  a 
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nozzle  is  shown  in  Fig.  8).  The  nozzle  is  of  particular  interest, 
as  it  projeeta  a  jet  lOH  inches  in  diameter,  which  is  the  larg- 
est single  jet  of  water  used  at  the  present  time. 

Figure  8  illustrates  two  nozzles  of  this  type  arranged  to  be 
supplied  with  water  through  a  branch  "Y"  from  a  single 
pipe  line,  the  photograph  clearly  showing  the  arrangement  of 
the  deflector,  the  hand-operated  needle  control,  and  the  needle- 
controlled,  reversing  water-motor-operated  gate  valves,  one  of 
which  is  bolted  to  each  of  the  two  discharge  flanges  of  the 
branch  "T". 

The  method  of  mounting  the  jet  deflector  is  clearly  shown. 
The  jet  discharging  from  the  end  of  the  nozzle  passes  through 
the  cylindrical  bushing,  which  is  slightly  larger  than  the  jet. 
The  speed  control  is  secured  by  the  governor  operating  on  the 
rockshaft  and  swinging  the  deflector  more  or  less,  so  that  it  par- 
tially or  entirely  deflects  the  jet  outside  of  the  path  of  the 
buckets  of  the  wheel. 

The  needle-deflecting  regulating  nozzle  is  illustrated  in 
Fig.  9.    This  type  of  nozzle  consists  of  a  nozzle  body  which 
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is  pivoted  to  a  ball  joint,  permitting  the  nozzle  to  be  raised  or 
deflected  so  as  to  either  direct  the  full  jet  into  the  buckets 
of  the  wheel  or  to  partially  or  entirely  direct  the  jet  outside 
of  the  path  of  the  backets  of  the  wheel. 

In  both  the  stationary  needle  nozzle  with  the  jet  deflector 
and    the    needle-regulating    deflecting    nozzle,    the    needle    is 
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usually  operated  by  hand  control,  the  needle  being  set  to  utilize 
to  full  advantage  the  available  supply  of  water.  In  plants 
where  either  of  these  types  of  nozzles  is  installed  and  where 
there  are  forebay  reservoirs,  economy  in  the  use  of  water  is 
secured  by  setting  the  needle  at  different  times  during  the  day 
to  carry  the  maximum  load  on  the  plant,  the  needle  being  set 
to  follow  the  general  load  curve  of  the  plant,  while  the  momen- 
tary load  changes  and  speed  control  are  taken  care  of  by  the 
governor  either  operating  the  jet  deflector  or  deflecting  the 
nozzle. 

The  system  of  hand  setting  of  the  needle  with  governor 
control  of  the  deflecting  means  is  of  particular  value  in  semi- 
arid  countries  where,  due  to  the  influence  of  evaporation,  the 
daily  flow  is  variable  to  a  very  considerable  degree;  and  also 
in  those  power  plants  where  the  source  of  water  supply  is  in 
the  snow  fields,  the  quantity  of  water  varying  to  a  very  great 
degree,  depending  upon  the  melting  of  the  snow  by  the  sun. 
In  such  plants  the  operator  can  set  the  needle  by  hand  at 
different  times  during  the  day,  to  utilize  to  the  best  advantage 
the  quantity  of  water  available. 

In  such  plants,  where  large  units  are  installed,  the  control 
of  the  needle  setting  is  by  means  of  an  electric  motor  with  re- 
mote control  from  the  switchboard,  so  that  the  power  plant 
operator  can,  from  the  switchboard,  set  the  position  of  the 
needle  so  as  to  carry  any  predetermined  load  that  is  desired, 
the  needle  setting  being  changed  from  time  to  time  as  the  gen- 
eral condition  of  the  load  changes.  In  such  plants  the  overall 
consumption  of  water  approximates,  in  a  series  of  steps,  the 
load  curve  on  the  prime-mover.  With  the  needle-regulating 
deflecting  nozzle,  the  weight  of  the  nozzle  with  its  water  con- 
tents is  counterbalanced  by  an  hydraulic  cylinder,  to  relieve 
the  governor  of  this  additional  weight,  though  the  inertia  due 
to  the  weight  of  the  nozzle  and  its  contained  water  must  be 
overcome  by  the  governor.  Both  the  stationary  type  of  nozzle 
with  jet  deflector  and  the  deflecting  nozzle  give  excellent  regu- 
lation, for  the  reason  that  there  is  no  change  in  the  velocity  of 
flow  of  the  water  in  the  pressure  pipe  line,  due  to  governor 
action.  Therefore,  very  sensitive  speed  regulation  can  be  main- 
tained, as  the  problem  of  inertia  and  the  time  of  acceleration 
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of  the  column  of  water  in  the  penstock  is  not  here  a  factor  in 
the  problem  of  speed  control. 

To  secure  a  better  economy  of  water  with  the  use  of  these 
types  of  needle  nozzles,  automatic  devices  have  been  developed 
so  that  the  governor  in  rejecting  the  load  on  a  plant  first  oper- 
ates the  deflecting  means  and  then  brings  about  a  following  and 
gradual  re-setting  of  the  needle  and  nozzle  opening.  However, 
these  complicated  arrangements,  at  best,  are  merely  adaptations 
and  approximations. 

The  ideal  type  of  nozzle,  and  one  that  has  been  used  in 
the  most  important  high-head  power  plants  where  sensitive 
speed  regulation  and  the  highest  economy  in  water  consump- 
tion is  required,  is  secured  by  the  needle-regulating  nozzle  with 
auxiliary  relief-nozzle  control,  as  illustrated  in  Figs.  10  and 
11.  In  general,  this  type  of  nozzle  consists  of  a  stationary  main 
nozzle  body,  the  power  jet  directed  against  the  water  wheel 
being  controlled  by  the  needle  of  the  main  nozzle.  This  needle 
is  direct  operated  by  the  speed  governor,  bringing  about  a  re- 
setting of  the  needle  for  each  change  in  power  demand  on  the 
prime-mover,  so  that  there  will  be  delivered  to  the  buckets  of 
the  wheel  at  all  times  just  sufficient  water  to  carry  the  load  on 
the  prime-mover,  thus  securing  a  water  consumption  by  the 
prime-mover  strictly  proportional  to  the  power  output  required 
from  it.  By  this  arrangement,  maximum  economy  in  the  use  of 
water  is  secured,  taking  advantage  of  every  sag  in  the  load 
curve  to  conserve  the  water  not  required  to  drive  the  wheel,  in 
order  to  have  this  water  available  to  carry  the  peak  loads. 

In  the  operation  of  this  type  of  nozzle,  to  insure  against 
water  ram  or  surges  in  the  pressure  pipe  line  arising  out  of  a 
sudden  reduction  of  load  on  the  prime-mover,  automatically 
bringing  about  a  correspondingly  rapid  contraction  of  the  noz- 
zle orifice  and  retardation  in  the  flow  of  water  in  the  pipe  line, 
an  auxiliary  relief  nozzle  is  provided,  which  is  directly  con- 
nected to  and  takes  its  water  out  of  the  body  of  the  main 
nozzle.  This  auxiliary  relief  nozzle  is  likewise  provided  with  a 
needle  control,  the  jet  from  this  auxiliary  nozzle  being  directed 
into  the  tail-race,  and  at  no  time  brought  into  contact  with  the 
wheel. 

The  movement  of  the  needle  of  the  auxiliary  relief  nozzle 
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is  inverse  to  that  of  the  needle  of  the  power  nozzle.  This  is 
clearly  illustrated  in  Fig.  10.  This  inverse  action  is  accom- 
plished by  means  of  the  controlling  lever,  one  end  of  which  is 
connected  to  the  operating  means  of  the  governor,  the  move- 
ment of  the  power  needle  being  secured  through  link  connec- 
tions between  the  cross-head  on  the  shank  of  the  power  needle 
and  the  controlling  levers.     The  lower  end  of  this  lever  is 
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attached  to  a  cross-head  on  the  piston  rod  of  the  differential- 
cataract,  which  is  attached  to  a  cross-head  on  the  stem  of  the 
needle  of  the  auxiliary  relief  nozzle.  These  levers  are  ful- 
cnimmed  between  the  two  needle  connections.  It  is  evident, 
therefore,  assuming  that  the  differential-cataract  be  locked  in 
one  position,  that  a  closing  movement  of  the  needle  of  the 
power  nozzle  would  bring  about  a  corresponding  opening  of 
the  auxiliary  relief  nozzle,  and  vice  versa.  However,  such  an 
inverse  action  is  neither  required  nor  desirable,  as  it  would  not 
secure  the  desired  economy  in  the  consumption  of  water.  There- 
fore, the  differential-cataract  is  introduced  between  the  cross- 
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head  on  the  stem  of  the  needle  of  the  auxiliary  relief  nozzle 
and  the  lower  end  of  the  operating  levers. 

This  differential-cataract  is  so  adjusted  that  provided  a 
load  change  is  either  so  gradual  or  of  such  an  amount  as  not 
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to  set  up  disturbances  and  excessive  pressure  rises  in  the  pres- 
sure pipe  line,  a  yielding  or  slipping  action  takes  place  in  the 
differential-cataract,  which  permits  the  auxiliary  relief  nozzle 
to  remain  closed.    Under  such  conditions,  therefore,  there  is  no 
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discharge  of  water  from  the  auxiliary  relief  nozzle.  In  ease, 
however,  a  load  change  takes  place  which  brings  about  a  clos- 
ing movement  of  the  power  nozzle  of  sufficient  magnitude  to 
cause  excessive  pressure  rises  in  the  pressure  pipe  line,  or  where 
the  load  change  is  very  sudden,  which  would  bring  about  the 
same  results,  the  time  element  control  of  the  differential  cat- 
aract causes  the  auxiliary  relief  nozzle  to  be  opened  to  an 
amount  suffi<;ient  to  prevent  such  pressure  rises.  Immediately 
the  closing  action  of  the  needle  of  the  power  nozzle  has  ceased, 
then  the  needle  of  the  auxiliary  relief  nozzle  commences  to 
close  at  a  rate  which  has  been  adjusted  and  which  will  not 
bring  about  objectionable  pressure  rises  in  the  pipe  line. 

The  performance  of  the  needle  nozzle  with  auxiliary  relief 
control  is  absolute,  the  movement  of  the  needles  of  the  two 
nozzles  being  from  the  same  prime-mover,  namely,  the  servo- 
motor of  the  governor.  This  gives  an  absolute  assurance 
against  accidents,  and  insures  the  maximum  water  economy  in 
the  operation  of  the  prime-mover  with  a  variable  load.  The 
movement  of  the  needles  in  the  two  nozzles  thus  interconnected 
and  operated  from  the  same  source  of  power,  insures  absolute 
safety,  higher  water  economy  and  is  more  reliable  than  a  gov- 
ernor-operated means  of  deflecting  the  jet,  and  an  indirect 
control  over  the  operation  of  the  needle. 

The  speed  regulation  secured  by  the  needle-regulating 
nozzle  with  auxiliary  relief  control  is  satisfactory  for  the  most 
exacting  conditions.  With  a  proper  proportioning  of  the  oper- 
ating elements,  an  absolute  control  is  secured  over  the  pressure 
rises  that  can  take  place  in  the  pipe  line  due  to  an  instan- 
taneous rejection  of  full  load  on  the  prime-mover,  which  would 
bring  about  an  instantaneous  closing  of  the  needle  of  the 
power  nozzle.  The  pressure  rises  can  be  kept  at  any  percent- 
age desired,  and  in  special  cases  a  negative  pressure  rise  can  be 
accurately  secured  with  instantaneous  closing  from  full  open- 
ing of  the  needle  of  the  power  nozzle. 

Fig.  11  shows  the  nozzles  for  a  double-overhung  type  of 
unit,  developing  16,000  horsepower.  These  nozzles  are  ar- 
ranged with  a  central  governor  control,  operating  the  nozzles 
of  the  power  and  auxiliary  relief  nozzles  through  the  rock- 
shaft  extending  between  the  two  nozzles.    Arrangements  are 
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made  for  independent  hand-control  of  the  needles  of  each  noz- 
zle, should  it  be  desired  to  operate  either  one  or  both  sides  by 
hand  control.  The  nozzles  illustrated  in  Figure  11  project  a  jet 
Sy^  inches  in  diameter,  the  head  of  water  at  the  plant  being 
940  feet.     . 

The  auxiliary  relief  nozzles  are  designed  to  secure  a  nega- 
tive pressure  rise  of  over  10%  with  an  instantaneous  rejection 
of  full  load  on  the  prime-mover.  The  negative  pressure  rise 
with  sudden  rejections  of  large  proportions  of  the  load  im- 
proves the  speed  regulation  of  the  prime-mover. 

The  latest  development  in  large  prime-movers  equipped 
with  the  needle-regulating  nozzles  with  auxiliary  relief  control 
is  to  mount  the  servo-motor  of  the  governor  directly  on  the  power 
nozzle,  the  piston  of  the  servo-motor  being  mounted  on  the  stem 
of  the  needle  of  the  power  nozzle.  The  controlling  elements  and 
pendulum  head  of  the  governor  are  mounted  directly  on  the 
nozzle.  This  construction  is  illustrated  in  Figure  12.  A  com- 
parison of  the  design  in  Fig.  12  and  the  nozzle  arrangement  as 
shown  in  Fig.  11  will  demonstrate  the  advantage  of  this  latest 
development. 

By  the  arrangement  of  the  piston  of  the  servo-motor  of  the 
governor  directly  on  the  stem  of  the  needle  of  the  power  nozzle, 
the  most  sensitive  regulation  can  be  secured,  as  all  lost  motion 
and  delay  due  to  torsion  in  the  rockshafts  and  lost  motion  in  the 
connecting  elements  is  eliminated.  In  units  of  large  power,  this 
is  a  most  important  factor. 

GOVERNORS. 

The  modern  governor  is  essentially  a  pressure  oil-operated 
device,  arranged  with  a  speed  sensitive  element,  a  servo-motor 
for  operating  the  regulating  elements,  pilot  and  relay  valves  to 
insure  a  quick  response  of  the  servo-motor  to  the  tendency  of 
speed  changes  as  indicated  by  the  speed  sensitive  element.  Mod- 
em governors  will  indicate  and  correct  speed  changes  of  from 
^A  to  V^  of  1%,  and  are  sensitive  to  a  degree  permitting  a  full 
stroke  of  the  governor  to  be  made  in  approximately  from  I14 
seconds'  to  2  seconds'  time. 

Governors  are  of  two  general  types:    One  where  the  gov- 
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emor  itself  is  a  completed  machine,  as  a  product  of  separate 
manufacture,  and  arranged  with  a  terminal  shaft  by  which  the 
gate  or  nozzle-operating  gearing  of  the  prime-mover  is  con- 
trolled and  operated.  Governors  of  this  type  are  practically  a 
stock  manufacture,  and  are  sufficiently  flexible  in  design  so  that 
they  can  be  satisfactorily  connected  up  to  medium  and  small 
size  units;  such  a  governor  is  illustrated  by  Fig.  13.  The  oil 
supply  for  this  governor  is  contained  in  the  base.  The  oil  pres- 
sure to  operate  the  servo-motor  is  secured  through  means  of  the 
gear  pump  shown.  The  speed  sensitive  element  operates  the 
pilot  valve,  which  in  turn  operates  the  relay  valve  which  controls 
the  oil  supply  to  the  cylinder  of  the  servo-motor.  The  servo- 
motor is  connected  to  a  terminal  shaft,  to  which  the  operating 
elements  of  the  prime-mover  are  connected.  The  character  of 
regulation  secured  from  governors  of  this  type  is  thoroughly 
satisfactory  for  the  exacting  demands  of  hydro-electric  power 
generating  stations. 

A  modification  of  this  type  of  governor  arranged  with  a 
vertical  terminal  shaft  is  illustrated  in  Fig.  14.  This  type  of 
governor  is  used  with  vertical  shaft  Pelton  wheels,  the  terminal 
shaft  of  the  governor  being  vertical  and  extended  to  the  wheel 
pit,  where  it  operates  the  controlling  elements  of  the  unit.  It 
will  be  noted  that  this  governor  is  fully  enclosed,  the  speed  ele- 
ment being  mounted  at  the  top.  The  hand  wheel  at  the  side  is 
for  hand-control,  should  it  be  desired  at  any  time  to  operate  the 
prime-mover  in  this  manner. 

Governors  for  very  large  units  are  illustrated  in  Fig.  15, 
which  shows  what  is  termed  a  ** direct-motion  governor",  com- 
plete with  its  independent  oil  pump,  oil-air-pressure  storage  tank, 
and  controlling  mechanism.  This  governor  has  a  capacity  of 
40,000  ft.-pounds,  the  speed  element  and  controlling  valves  being 
sensitive  to  a  degree  necessary  to  indicate  speed  changes  of  % 
of  1%.  Through  the  means  of  the  duplex  pilot  valve  and  relay 
valve  construction,  the  governor  can  be  adjusted  to  make  a  full 
stroke  in  less  than  1^/^  seconds.  On  actual  test,  the  governor 
illustrated  made  a  complete  stroke  in  1.2  seconds'  time.  How- 
ever, such  rapid  moving  governors  are  not  required  except  in 
extraordinary  cases.    The  principal  feature  of  the  design  of  this 
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^verDor  is  that  the  terminal  shaft  is  connected  directly  to  the 
oscillating  shaft  operating  the  gate  controlling  elements,  thus 
avoiding  lost  motion  due  to  linkage  connections.  To  secure  the 
rapid  action  of  this  governor,  large  oil  ports  are  required,  neces- 
sitating a  very  large  relay  valve.  This  is  taken  care  of  by  the 
duplex  pilot  valve  and  relay  valve  construction. 

The  most  recent  work,  however,  in  governing  apparatus  is 
the  direct  application  of  the  piston  of  the  servo-motor  of  the 
governor  to  the  end  of  the  stem  of  the  power  needle.  A  small 
governor  of  this  type  is  illustrated  in  Fig.  16,  this  governor  being 


designed  to  operate  with  water  pressure,  and  for  this  reason  a 
strainer  is  provided.  The  same  type  of  governor  is  also  arranged 
to  operate  from  an  independent  oil  pressure  source.  Governors 
of  this  kind  give  excellent  regulation. 

A  modification  of  this  type  of  governor  is  illustrated  in  Fig. 
17,  which  shows  a  24-ineh  Pelton  wheel  arranged  for  belt  drive; 
speed  and  power  control  of  this  unit  are  through  the  means  of 
the  governor  operating  a  jet  deflector,  the  needle  nozzle  being 
controlled  by  hand.    A  modification  of  this  type  of  unit  is  illus- 
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tratpd  in  Pig.  19,  which  shows  a  similar  wheel  direct  connected 
to  a  15-kw.  generator  mounted  on  a  continuous  bed-plate.  For 
units  of  this  small  size,  owing  to  the  insignificant  fly-wheel  value 
of  the  revolving  elements,  good  regulation  requires  the  mounting 
of  a  fly-wheel  on  the  shaft. 

Excellent  regulation  is  secured  from  these  small  units,  as 
will  be  noted  from  Fig.  18,  showing  a  tachograph  record  of  a 
test  made  on  the  unit  illustrated  by  Pig.  19.  The  four  upper 
charta  represent  the  speed  control  of  the  governor  when  instantly 
applying  and  rejecting  full  load  on  the  unit,  then  three-quarter 
load  on  the  unit,  and  then  one-half  load  on  the  unit.    In  con- 
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ducting  this  test  the  load  weis  secured  by  a  water  rheostat,  the 
load  application  and  rejection  being  secured  by  opening  and 
closing  the  main  switch,  thus  bringing  about  an  instantaneous 
change  of  load  condition. 

A  further  test  on  this  unit  for  governing  was  carried  out  by 
removing  the  fly-wheel,  and  the  two  lower  charts  show  the  effect 
of  this  change. 

MAIN  SHAFTS. 

In  prime-movers  of  small  and  medium  size,  shafts  foiled 
from  0.30  to  0.40  carbon  open-hearth  steel,  properly  annealed,  are 
thoroughly  satisfactory  for  the  purpose.  For  large  prime- 
movers,  however,  the  shafts  should  be  made  from  fluid-com- 
pressed, chrome-nickel  steel  ingots,  hollow  forged  and  oil  tem- 
pered. Shafts  of  this  type  have  now  been  in  continuous  service 
for  twelve  years.  They  have  proved  to  be  absolutely  satisfactory 
and  the  bearing  journals  have  taken  on  a  high  polish.    "With  the 
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single-OTerhung  type  units,  it  is  preferable  to  provide  the  shaft 
with  a  flange  forged  solid  with  the  shaft,  the  wheel  center  being 
bolted  to  this  flange.  This  makes  a  thoroughly  reliable  construc- 
tion and  facilitates  erection  at  the  site  of  the  power  house.  With 
the  double-overhung  type,  at  least  the  wheel  runner  on  one  end 
must  be  pressed  on  to  the  shaft,  so  as  to  allow  the  shaft  to  be 
pressed  into  the  hub  of  the  rotor  of  the  generator;  otherwise  a 
very  expensive  shaft  design  must  be  provided,  with  an  enlarge- 
ment in  the  center  at  least  as  large  as  the  flanges.  This  con- 
struction is  not  usually  justified. 

MAIN  BEABINGS. 

The  very  heavy  weight  of  the  revolving  parts  of  modem 
large  hydro-electric  prime-movers  together  with  the  high  surface 
speed  of  the  shaft  in  its  bearings  have  brought  about  a  develop- 
ment of  a  very  massive  high-speed  bearing.  Bearings  of  this 
type  are  illustrated  in  Figs.  20  and  21.  The  main  bearing  shown 
in  Fig.  21  is  constructed  for  a  shaft  diameter  of  20  inches,  with 
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a  length  of  bearing  shell  o£  69  icches,  the  total  weight  of  this 
bearing  as  shown  being  11,000  pounds.  This  is  one  of  the  bear- 
ings of  a  16,000-horsepower  unit  rotating  at  200  revolutions  per 
minute. 

The  bearing  surfaces  are  provided  with  oil  by  revolving  oil 
rings,  the  temperature  of  oil  in  the  bearing  base  being  controlled 
by  water-cooling  tubes.     In  addition,  provisions  are  made  for 
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supplying  fresh  oil  to  the  bearing  through  sight-feed  lubricators 
and  drawing  out  the  used  oil  through  an  overflow,  so  that  from 
time  to  time,  while  the  plant  is  in  operation,  the  oil  in  the  bear- 
ing can  be  withdrawn  and  replaced  with  fresh  oil  that  has  been 
filtered.  These  bearings  are  arranged  so  that  the  bearing  shells 
can  be  rotated  around  the  shaft  and  removed  without  lifting  the 
shaft  from  the  bearings.  They  arc  also  provided  with  air  seals 
at  the  end  of  the  bearing  to  prevent  leakage  of  oil  from  the  bear- 
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ings.  Hinged  covers  are  provided  with  ample  sized  openings,  so 
that  the  operator  can  place  his  hand  directly  inside  the  bearings 
and  on  the  shaft,  to  check  the  temperature  and  condition  of  the 
bearing  surfaces.  Thermometers  are  also  installed  in  the  bear- 
ings to  indicate  the  temperature  of  the  film  of  oil  between  the 
surface  of  the  shaft  and  the  surface  of  the  bearing. 

A  further  control  of  the  temperature  of  the  bearing  is  also 
secured  in  large  units  by  discharging  a  small  spray  of  water 
through  the  hollow  shaft.  This  method  keeps  the  shaft  cool,  is 
thoroughly  satisfactory  and  efScient,  and  should  always  be  in- 
stalled on  the  largest  high-power  units.  The  arrangement  for 
applying  the  water  to  the  end  of  the  shaft  is  illustrated  in  Fig. 
12,  where,  at  the  end  of  the  shaft  opposite  to  the  water  wheel,  the 
spray  nozzle  is  shown.  Due  to  the  partial  vacuum  existing  in 
the  wheel  housing,  this  fine  spray  of  water  is  drawn  through  the 
shaft,  producing  thereby  a  most  efficient  cooling  medium. 

These  bearings  have  proved  to  be  absolutely  satisfactory 
under  the  most  severe  conditions  of  heavy  pressure  and  high 
speed.  The  older  form  of  so-called  spherical  self-aligning  bear- 
ings are  not  now  used  on  the  heaviest  type  of  units. 

WHEEL  HOUSINGS. 

The  general  type  and  construction  of  housing,  or  casing,  in 
which  the  wheel  is  to  revolve  are  illustrated  in  Fig.  22.  For  best 
practice  each  wheel  should  rotate  in  a  separate  housing  to  prevent 
interference  from  discharged  water.  The  lower  part  of  these 
housings  is  preferably  made  of  iron  castings,  the  upper  housing, 
or  cover,  being  preferably  made  of  steel  plate  riveted  into  a  cast 
iron  frame.  The  joints  in  this  plate  work  are  riveted  hot,  chipped 
and  caulked,  so  as  to  be  water-tight.  This  type  of  housing  for 
large  units  is  preferable  to  a  housing  made  entirely  of  cast  iron, 
as  it  is  lighter  to  handle  and  eliminates  any  danger  of  breakage. 
Where  the  shaft  of  the  water  wheel  passes  through  the  side  of 
the  housing,  leakage  of  water  through  the  opening  is  prevented 
by  means  of  a  centrifugal  disc  and  water  guard.  This  device 
makes  a  frictionless  packing.  In  small  units  it  is  preferable  to 
make  the  housing  of  cast  iron. 
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CONTROL   GATES. 

A  very  important  feature  in  all  hydro  prime-movers  is  the 
main  control  gate  or  valve,  the  general  type  in  use  being  of  a 
single-disc  gate  construction.  In  the  earlier  plants  hand-operated 
gates  were  deemed  sufficient.  A  later  development  brought  about 
the  use  of  gates  operated  by  an  hydraulic  cylinder,  as  shown  in 
Pig.  35  of  the  Crane  Valley  No.  1  Power  Plant.  The  latest  de- 
velopment in  disc  gate  valves  is  where  the  gate  disc  is  operated 
by  a  reversible  water  wheel.  A  gate  of  this  type  is  illustrated  in 
Fig.  23.  This  type  of  gate  has  proved  more  reliable  and  satis- 
factory in  service  than  the  hydraulic-cylinder  operated  gate 
valve,  as  grit  and  foreign  substances  in  the  water  which  have  a 
tendency  to  clog  the  valves  and  cylinders  of  hydraulic-cylinder 
operated  gate  valves  do  not  aflfect  the  operation  of  the  reversible 
water  motor. 

Furthermore,  the  reversible  water  motor  has  a  very  heavy 
starting  torque,  which  is  of  value  in  commencing  the  opening 
stroke  of  a  gate  valve  which  may  have  remained  shut  for  some 
period  of  time,  as  in  such  cases  there  is  a  tendency  for  a  gate 
disc  to  stick  to  its  seat. 

In  the  reversible  water-wheel  operated  gate  valve,  the  main 
gate  stem  is  provided  with  a  safety  limit  stop,  so  that  in  the  open- 
ing or  closing  movement  of  the  gate  it  protects  the  gate  against 
stress  which  would  be  set  up  in  the  structure,  due  to  over-opening 
or  over-closing  the  gate  by  careless  operation. 

For  prime-movers  operating  under  the  highest  heads  and 
where  the  units  are  of  very  large  power  output,  the  disc  gate 
valve  is  not  the  best  form,  owing  to  the  enormous  pressure 
brought  upon  the  seats  of  the  gate  ring  and  to  the  cutting  action 
on  these  seats  due  to  eddy  currents  set  up  in  the  water  passing 
through  the  throat  of  the  gate. 

The  ideal  type  of  control  gate  for  use  with  the  largest  size 
units  and  under  extremely  high  heads  is  the  "uniform-flow 
needle  gate  valve"  illustrated  in  Fig.  24.  In  the  control  of 
water  under  high  heads,  it  has  been  demonstrated  that  the  needle 
type  of  valve  is  the  proper  design  to  adopt.  The  construction,  as 
shown  in  Fig.  24,  consists  primarily  of  a  needle-regulating  valve 
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controlled  by  an  hydraulic  cylinder,  with  a  terminal  slow-closing 
safety  element.  This  slow-closing  safety  element  consists  of  an 
extension  of  the  piston  rod  which  passes  into  a  labyrinth  in  the 
cylinder  head.  The  closing  of  the  valve  is  permitted  to  take  place 
by  discharging  the  pressure  fluid  from  this  cylinder.  As  the 
valve  approaches  the  closing  position,  the  extension  stem  enters 
the  labyrinth  shown,  and  gradually  restricts  the  escape  of  fluid 
from  the  cylinder.  This  resistance  effect  is  cumulative,  so  that 
absolutely  no  shock  or  jar  can  be  brought  on  the  pipe  line. 


Fig.  24.     Uniform-flow  Needle  Gate  ValTee  Designed  for  the  Largeit  Site  Unite 

Under  Extreme  Conditions  of  Head. 

From  the  design  it  will  be  observed  that  owing  to  the  uni- 
form flow  through  the  valve,  no  eddy  currents  can  form.  The 
seat  is  of  such  form  that  the  water  flows  smoothly  over,  prevent- 
ing the  cutting  out  due  to  eddies  forming  in  the  disc  type  of  gate 
valve.  This  type  of  gate  valve  can  also  be  inspected.  This  is 
provided  for  by  the  telescopic  section  of  the  valve  body  which 
can  be  drawn  back  into  the  pipe  line,  permitting  inspection  with- 
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out  disturbing  any  of  the  parts  snpported  by  the  foundations. 
-B7  this  method  a  complete  inspection  and  replacement  of  all  of 
the  working  or  wearing  parts  of  the  valve  can  be  made. 

It  will  be  observed  that  a  by-pass  valve  is  arranged  bo  that 
under  normal  operating  conditions  the  main  valve  would  be 
opened  with  an  equilibrium  of  pressure  on  both  sides  of  the 
valve.  However,  it  is  designed  and  constructed  so  that  in  case 
of  emergency  the  valve  can  be  safely  opened  with  the  full  pres- 
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sure  of  water  on  one  side.  This  type  of  valve  incorporates  in  its 
design  and  construction  the  elements  that  are  essential  for  a  safe 
and  satisfactory  operating  valve  under  the  most  extreme  condi- 
tions of  high  pressure  and  large  power  units. 

BAFFLE  PLATES. 

With  prime-movers  operating  under  high  heads,  it  is  neces- 
sary to  provide  some  device  to  bring  to  rest  the  water  discharged 
from  the  deflecting  nozzle  when  the  jet  is  deflected  from  the 
wheel,  also  to  take  care  of  the  discharge  of  the  auxiliary  relief 
nozzles  where  this  discharge  cannot  take  place  through  a  free 
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channel.  This  problem  is  an  extremely  di£Scult  one,  but  has  been 
most  satisfactorily  solved  by  the  "Ensign  Vortex"  type  of  baffle 
plate,  illustrated  in  Fig.  25.  The  action  of  this  baffle  plate  is 
similar  to  that  of  the  Pelton  bucket,  excepting  that  the  discharge 
instead  of  leaving  the  sides  of  the  bucket,  is  brought  through  an 
angle  of  approximately  270  degrees,  so  that  the  water  expends 
its  energy  in  discharging  against  itself.  These  bafQe  plates  have 
been  tested  out  under  heads  of  water  of  over  2000  ft.  (600  m.) 
and  are  absolutely  successful  in  destroying  the  velocity  in  the 
water  without  commotion,  and  show  practically  no  signs  of  wear. 
The  original  baffies  of  this  type  were  installed  in  the  Mill  Creek 
No.  3  Plant  of  the  Southern  California  Edison  Company,  which 
was  started  March  17,  1903,  operating  with  1900-ft.  (580  m.) 
head,  the  wheels  developing  1600  horsepower.  These  baffles  are 
in  service  today  and  show  practically  no  indication  of  wear. 

TYPES  OF  DESIGN. 

In  general,  the  most  favorable  design  of  hydraulic  prime- 
mover,  where  the  conditions  of  installation  permit,  is  the  single- 
overhung  horizontal-shaft  type,  the  general  arrangement  being 
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effected  by  a  modification  of  the  detail  elements,  such  as  regulat- 
ing elements,  etc.,  and  their  mode  of  operation. 

Figure  26  illustrates  an  exciter  unit,  consisting  of  a  Pelton 
wheel  driving  a  direct-current  exciter  and  an  iuduetion  motor, 
the  power  output  of  the  wheel  being  regulated  by  a  hand-con- 
trolled needle  nozzle.  In  the  operation  of  such  a  unit,  sufficient 
water  is  dischai^ed  against  the  wheel  to  carry  somewhat  more 
that  the  excitation  load  on  the  generator.  This  causes  the  induc- 
tion motor  to  act  as  a  generator,  discharging  into  the  main  bus 
bars  to  which  the  induction  motor  is  connected.  This  induction 
motor  acts  as  a  speed  control,  in  that  it  rotates  practically  in 
synchronism  with  the  main  generators,  but  has  the  advantage  of 
some  slip,  so  that  speed  variation  on  the  main  unit  is  modified 
due  to  the  slippage  of  the  inductor  generator  and  to  the  fly-wheel 
value  of  the  revolving  elements  of  the  exciter  unit. 

A  further  advantage  of  this  type  is  that  in  case  of  interfer- 
ence, such  as  clogging  of  the  water-wheel  nozzle,  which  would 
otherwise  bring  the  exciter  to  rest,  immediately  that  the  power 
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developed  by  the  water  wheel  begins  to  fall  off,  the  induction 
motor  cBirieB  the  exciter  unit.  This  type  of  exciter  is  now  being 
installed  in  the  largest  hydro-electric  stations  and  has  proven 
thoroughly  satisfactory  for  the  purpose. 

A  type  of  Pelton  wheel  arranged  for  exciter  drive  and  pro- 
vided with  a  direct-motion  governor  mounted  directly  on  the 
nozzle  is  illustrated  in  Fig.  27.  This  type  of  unit  is  also  used 
for  small  isolated  plants. 

An  hydro-eleetric  unit  suitable  for  small  plants  is  illustrated 
in  Pig.  28.  This  shows  an  ideal  two-bearing  single-overhung 
unit,  the  revolving  element  of  the  generator  being  mounted  be- 
tween the  bearings,  the  water  wheel  being  mounted  on  one  end 
of  the  shaft  overhanging  one  bearing,  and  the  fly-wheel  being 
mounted  on  the  opposite  end  of  the  shaft,  overhanging  the  oppo- 
site bearing.     This  unit  contains  a  direct-motion  governor,  ope- 
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rating  the  Deedle  direct.  In  addition,  there  is  an  auxiliarj-  hand- 
control,  should  it  be  desired.  Units  of  this  type  are  particularly 
well  adapted  to  small  isolated  power  plants,  such  as  on  planta- 
tions and  for  small  towns. 

In  installations  where  it  is  not  desirable  to  vary  the  quantity 
of  water  by  the  governor  operating  directly  on  the  needle,  the 
jet-deflecting  control  is  used.  A  medium-sized  unit  with  this 
type  of  control  is  illustrated  in  Fig.  29.  With  this  unit  the  set- 
ting of  the  needle  is  done  by  hand,  the  momentary  speed  control 
being  secured  by  the  governor  operating  the  jet  deflector ;  units 
of  this  type  ranging  in  size  from  100  horsepower  to  1000  horse- 
power are  very  satisfactory  in  service. 

An  hydro- electric  unit  of  medium  size  and  involving  the 
most  advanced  construction  is  illustrated  in  Fig.  30.  In  this 
unit  it  will  be  noted  that  the  speed  governor  is  incorporated 
within  the  nozzle  construction,  and  the  unit  is  further  equipped 
with  the  needle-control  auxiliary  relief  type  of  nozzle.  The  unit 
is  arranged  with  two  main  bearings,  the  revolving  element  of  the 
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g^ierator  being  placed  between  the  bearing  the  water  wheel 
being  mounted  on  one  end  of  the  shaft  and  the  fly-wheel  on  the 
other.  The  entire  unit  is  mounted  on  a  combined  heavy  east-iron 
base,  securing  thereby  a  most  rigid  construction.  This  unit  in- 
volves all  of  the  improvements  of  the  highest  grade  large  power 
units. 

In  the  medium  and  larger  sized  units,  cast-iron  base  plates 
are  neither  necessary  nor  desirable,  owing  to  the  very  heavy  first 
cost  and  weight ;  and  furthermore,  as  in  all  large  units,  it  is  neces- 
sary to  depend  upon  the  stability  of  the  foundation  construction. 
In  units  of  this  type,  the  combined  shaft  which  carries  the  water 
wheel  and  the  revolving  elements  of  the  generator  and  the  bear- 
ings are  furnished  by  the  builder  of  the  water  wheels.  An  ex- 
ample of  this  type  of  construction  is  illustrated  in  Fig.  31.  The 
wheel  runner  is  of  the  disc  construction  and  is  bolted  against  a 
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flauge  forged  solid  with  the  water-wheel  generator  shaft.  The 
bearings  are  arranged  to  be  mounted  on  substantial  cast-iron 
base  plates,  which  are  bedded  directly  into  the  concrete  founda- 
tions. This  type  of  construction  is  preferable  on  all  medium  and 
large  sized  units. 

A  single-overhung  hydro- electric  unit  of  the  most  modem 
construction  and  of  large  power  output  ia  illustrated  in  Fig.  12. 
This  represents  an  hydraulic  prime-mover  now  under  coostnic- 


tion,  and  has  embodied  in  it  all  of  the  most  recent  developments 
and  improvements  in  the  art.  In  this  prime-mover  a  single  jet 
of  water  is  applied  to  the  buckets  of  a  single  wheel,  the  wheel 
being  mounted  on  the  extreme  end  of  the  combined  water-wheel 
generator  shaft  and  being  of  disc  construction  bolted  directly 
against  the  flange  forged  solid  with  the  hollow  chrome-nickel 
steel  oil-tempered  shaft.  The  wheel  construction  shown  in  this 
drawing  is  of  the  double-lug  type,  for  the  reason  that  the  head 
of  water  under  which  it  is  to  operate,  namely,  1650  ft.  (500  m.) 
effective  head — with  a  turning  speed  of  300  revolutions  per  min- 
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ute — secures  a  favorable  ratio  between  the  diameter  of  the  power 
jet  and  the  pitch  diameter  of  the  wheel,  so  that  a  thoroughly 
stable  construction  could  be  secured  with  this  type  of  bucket  con- 
struction. Were  the  power  output  of  the  wheel  larger,  it  would 
have  required  the  chain-type  or  triple-lug  construction. 

It  will  be  observed  that  the  servo-motor  controlling  the 
power  output  and  speed  of  the  unit  is  carried  directly  on  the 
power  nozzle,  the  piston  of  the  servo-motor  being  mounted  di- 
rectly on  the  extended  stem  of  the  power  needle ;  the  pendulum 
head  and  speed  sensitive  element  with  the  controlling  elements 
are  mounted  on  the  main  nozzle  body.  This  unit  is  arranged  to 
take  pressure  oil  for  operating  the  governor  from  an  independent 
oil-pressure  pumping  system. 

In  addition  to  the  control  by  the  speed  sensitive  element  of 
the  governor,  should  it  be  necessary  or  desirable  at  any  time  to 
control  the  power  output  and  speed  by  hand-regulation,  it  will 
be  observed  that  a  small  valve  with  return  mechanism  is  mounted 
directly  above  the  servo-motor  of  the  governor.  This  valve  is  so 
constructed  with  a  hand  lever  that  the  control  of  the  unit  from 
governor-control  to  hand-control  can  be  instantly  changed  by  a 
single  movement  of  the  lever  operating  a  four-way  valve.  On 
the  top  of  this  four- way  valve,  the  hand-control  valve  is  mounted, 
and  is  so  constructed  that  by  rotating  the  hand-control  wheel, 
through  the  means  of  the  floating  lever,  a  corresponding  setting 
of  the  needle  is  secured.  In  other  words,  if  it  is  desired  to  carry 
a  half  load  on  this  generator,  the  hand  control  valve  can  be  set 
for  half  position.  The  power  needle  will  automatically  come  to 
this  point,  and  will  be  maintained  at  this  position  until  re-set, 
through  the  means  of  the  floating  lever  connections. 

A  further  device  installed  in  the  governor  of  this  unit  is  a 
load-limiting  device,  so  as  to  meet  the  conditions  of  operations  of 
the  power  plant,  the  maximum  amount  of  load  which  the  unit 
can  carry  being  thus  limited.  This  is  of  particular  importance 
during  seasons  of  water  shortage  when  it  is  not  desired  to  have 
the  prime-mover  take  an  excess  quantity  of  water.  The  arrange- 
ment of  the  auxiliary  relief  control  is  secured  through  the  levers 
as  shown  in  the  drawing.  The  water  supplied  to  this  unit  is  con- 
trolled by  a  single-disc  gate  valve  operated  by  a  reversible  water 
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motor  with  needle  nozzle  control.  The  construction  of  the  cen- 
trifugal water  disc  and  collar  to  prevent  the  escape  of  splash 
water  from  the  housing,  is  also  illustrated.  At  the  extreme  end 
of  the  shaft  is  located  the  spray  nozzle  for  introducing  cooling 
water  through  the  hollow  shaft,  this  cooling  water  being  drawn 
through  the  shaft  by  the  vacuum  in  the  wheel  housing  and  dis- 
charged into  the  tail-race. 

A  further  improvement  incorporated  in  this  unit,  and  which 
has  proven  to  be  of  great  advantage  in  units  located  in  hot  coun- 
tries, is  the  arrangement  of  the  tail-race  ventilator.  This  device 
is  so  arranged  as  to  take  advantage  of  the  partial  vacuum  that 
exists  in  the  wheel  pit  due  to  the  action  of  the  wheel  as  a  blower 
and  the  ejector  action  of  the  nozzle.  Due  to  this  device,  the  hot 
air  is  drawn  out  of  the  generator  pit  and  discharged  through  the 
tail-race.  This  type  of  unit  is  ideal  in  every  way,  and  is  the 
preferable  one  to  use  wherever  the  conditions  permit  of  its  instal- 
lation. A  number  of  units  of  this  type  of  approximately  10,000 
horsepower  each  have  been  installed,  and  have  proven  to  be 
thoroughly  satisfactory  under  the  severe  conditions  of  regular 
operation.  The  principal  advantages  of  this  type  are  the  highest 
possible  efficiency,  the  simplest  form  of  construction,  with  the 
least  number  of  working  parts  to  take  care  of,  while  the  manner 
of  carrying  the  shaft  gives  assurance  against  the  bearings  wear- 
ing out  of  line  and  causing  trouble.  This  type  is  particularly 
favorable  in  the  total  overall  cost  of  the  installed  equipment,  as 
it  simplifies  the  pipe  fittings  and  connections,  reduces  the  cost  of 
foundation  construction  and  requires  only  a  single  tail-race. 

Where  the  single-overhung  type  can  not  be  constructed  with 
the  power  output  and  speed  desired  with  the  available  water 
pressure,  the  double-overhung  type  is  used ;  this  differs  from  the 
single-overhung  type  in  mounting  a  wheel  on  both  overhanging 
ends  of  the  combined  generator  and  water-wheel  shaft. 

The  double-overhung  type  of  unit  is  likewise  arranged  with 
two  bearings,  the  revolving  element  of  the  generator  being 
mounted  between  the  bearings.  A  single  shaft  is  used,  the  rotor 
of  the  generator  being  located  between  the  bearings,  with  a  wheel 
mounted  on  each  end  of  the  shaft  overhanging  the  bearings. 
Each  wheel  is  driven  by  a  single  jet  of  water.    In  the  largest 
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units  it  would  consist  of  a  design  similar  to  that  shown  in  Fifi; 
12,  with  a  second  wheel  mounted  on  the  opposite  end  of  the  shaft. 

With  the  double- overhung  type  it  is  possible  to  make  a 
prime-mover  of  double  the  power  output,  maintaining  the  same 
speed  of  rotation,  with  the  same  conditions  of  water  pressure. 
Where  the  double-overhung  type  is  used  with  automatic  water- 
economizing  nozzles,  it  is  preferable  to  mount  a  separate  gov- 
ernor on  each  nozzle,  and  in  this  way  eliminate  all  long  governor 
rock-shafts  and  connections.  The  double-overhung  type  of  prime- 
mover  has  been  installed  in  a  large  number  of  the  most  import-' 
ant  plants,  with  units  ranging  in  capacity  of  from  12,000  to 
20,000  horsepower. 

In  those  installations  where  the  head  of  water  available  is 
low,  as  compared  with  the  quantity  of  water,  and  where  it  is 
desired  to  maintain  a  comparatively  high  speed  of  rotation,  mul- 
tiple-jet horizontal -shaft  type  units  have  been  constructed,  and 
under  such  conditions  are  thoroughly  satisfactory.    In  this  type, 


Fig.  32.  HorlionU]-9pa  Sluila-OTtihniiE  Conlila-JM  Wbml  with  AozUiMT- 
nllet  Hoult,  uid  "Eadgn"  VotMi  Biffla  Plau.  Tut  irbwl  opaiaUi  nndat  4B0  ft. 
(150  m.)   eSaetlT*  b—A  M  *  *pMd  0(  300  r.pjn.,  dBTtloplng  IBOO  ]ip. 
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usually  two  jets  of  water  are  applied  to  each  wheel  from  the  same 
nozde  body,  the  jets  being  approximately  90  degrees  apart.  This 
type  has  been  successfully  developed  with  a  single-overhung  hor- 
izontal-shaft unit,  with  two  jets  on  a  single  wheel,  a  unit  of  this 
type  being  illustrated  in  Fig.  32.  In  this  unit  the  power  output 
and  speed  regulation  are  controlled  by  the  governor  operating  the 
needles.  An  auxiliary  relief  nozzle  is  shown  attached  to  one  side, 
discharging  against  an  *' Ensign"  vortex  baffle  plate  to  take  up 
the  energy  in  the  jet  from  the  relief  nozzle. 

Where  a  single-overhung  double- jet  unit  will  not  give  the 
power  at  the  desired  speed  under  the  conditions  of  water  pres- 
sure at  the  plant,  a  double-overhung  horizontal-shaft  type  with 
two  jets  on  each  wheel,  making  four  jets  in  all  on  the  unit,  has 
been  developed.  In  this  type  the  needles  controlling  the  jets  to 
the  two  wheels  are  controlled  from  a  central  governor  through  a 
rockshaft  extending  across  the  back  of  the  unit.  On  each  end  of 
this  rockshaft  a  lever  is  mounted  which  operates  the  auxiliary 
relief  nozzle.  For  larger  power  units  than  that  illustrated  in 
Fig.  32,  a  number  of  very  successful  units  have  been  built,  of 
from  11,000  to  15,000  horsepower  each,  using  two  wheels  on  each 
side  of  the  generator,  making  four  wheels  per  unit;  and  each 
wheel  is  driven  by  two  jets,  thus  making  eight  jets  in  all.  This 
type  is  especially  well  adapted  where  the  water  is  of  such  char- 
acter as  to  be  unsuitable  for  the  pressure  type  of  turbines.  Fur- 
thermore, owing  to  the  high  efficiency  of  the  unit,  and  especially 
due  to  the  flat  efficiency  curve,  it  is  much  more  favorable  for 
overall  twenty-four-hour  water  economy  than  turbines.  In  units 
of  this  type  four  bearings  are  used,  the  rotor  of  the  generator 
being  mounted  between  the  two  main  bearings,  and  at  each  end 
of  the  unit  an  outboard  bearing  is  provided,  the  two  water  wheels 
being  located  on  the  shaft  between  one  main  bearing  and  one 
outboard  bearing.  A  unit  of  this  type  is  illustrated  in  Fig.  33 ; 
and  Fig.  34  is  a  15,000-horsepower  unit  similar  to  the  one  illus- 
trated in  Fig.  33,  which  represents  a  unit  of  10,500  horsepower. 

General  practice  with  Pelton  hydraulic  prime-movers  has 
been  to  use  the  horizontal  type,  as  it  usually  represents  the  most 
favorable  first  cost  when  taking  into  consideration  the  total  cost 
of  the  plant,  including  the  foundations.    It  further  has  the  ad- 
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Tig.  34.  On*  ef  7otir  IS.ODO-bp.  VnlU,  BoTliontal-iIun  Typ*  with  Foni 
WbMU  ud  Two  JaU  to  Eich  What).  Airuigod  wltb  BnxUlUT-rollat-caiitiDl  noulu, 
opoFktliii  nndat  3S0  ft.  (IIB  m.)   aflactlTa  baad  it  200  r.p.m. 

vantage  of  simplicity  of  construction  and  arrangement  of  parts 
available  for  inspection,  lubrication  and  cleaning.  Under  cer- 
tain conditions,  however,  vertical-shaft  types  of  Pelton  hydraulic 
prime-movers  have  been  installed  with  excellent  results  and  favor- 
able first  cost.  This  type  is  especially  suitable  for  comparatively 
low  head  plants,  where  the  water  contains  large  quantities  of 
sand,  grit  or  salt  and  where  pressure-type  turbines  could  not  be 
successfully  operated.  These  vertical-shaft  units  are  usually  ar- 
ranged with  a  wheel  runner  mounted  on  the  lower  end  of  the 
vertical  shaft,  the  entire  weight  of  the  generator  and  the  wheel 
runner  being  carried  on  a  single  thrust  bearing,  the  shaft  being 
further  provided  with  vertical  guide  bearings.  "With  prime- 
movers  of  this  type,  six  jets  can  be  installed  on  a  single-wheel 
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runner;  thus  developing  under  a  low  head  a  comparatively 
largf  power  output  from  a  single  wheel,  and  at  a  favorable  speed 
of  rotation. 

A  modern  plant  is  illustrated  in  Fig.  35,  this  being  ^n  in- 
terior of  the  Crane  Valley  No.  1  Plant  of  the  San  Joaquin  Elec- 
tric Light  &  Power  Company.  These  units  are  6000  horsepower 
each,  and  operate  under  1360  ft.  (415  m.)  head  at  400  revolutions 
per  minute.    Four  units  are  installed  in  the  plant.    These  units 


Tig.  9S.  iDtailar  of  tba  OruM  TiUty  Ho.  1  Plant  Of  tba  Sao  Joaqnln  Llsbt 
Jl  Towor  Oompuir,  Oontalnlnf  Tma  BOOO-lip.  UnlU.  Opoiataa  uutoi  ISflO  n.  (tilt 
m.)  offacUvt  ha*d  at  100  t.p.m,,  daialoplac  filOO  bp.  Powar  output  and  «pMd  MB- 
ttol  baUif  takan  car*  of  by  iM*dl<-ia(iilatUia  aiizllluy-rall(I.eontroI  noiilaa. 

are  equipped  with  the  auxiliary  relief -control  nozzles.  It  will  be 
observed  that  the  gate  valves  are  operated  by  hydraulic  cylin- 
ders. These  units  are  of  the  two-bearing  single-overhung  type. 
After  this  plant  was  completed  a  very  careful  efBciency  test  waa 
conducted  by  J.  G.  White  &  Company.  Figure  36  shows  the 
efficiencies  secured  on  this  test.  This  represents  a  characteristic 
efficiency  curve  from  a  Pelton  wheel. 
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In  conducting  this  test,  as  it  was  only  possible  to  segregate 
the  actual  electrical  losses,  and  as  there  were  no  means  for  seg- 
regating the  windage  and  friction  of  the  generator,  these  latter 
losses  are  included  in  the  efficiency  curve. 

The  most  recent  plant  is  the  Drum  Power  Plant  of  the  Pa- 
cific Gas  and  Electric  Company,  this  being  illustrated  in  Fig.  37. 
In  this  plant  are  at  present  installed  two  hydro-electric  units, 
double-overhung  type,  of  20,000  horsepower  output  each,  operat- 
ing under  1330  ft.  (445  m.)  head  at  360  revolutions  per  minute. 
The  wheels  are  of  the  chain-type  construction  illustrated  in  Fig. 
4.  This  plant  is  equipped  with  needle-regulating  deflecting  noz- 
zles, the  regulating  needles  being  equipped  with  remote  electric- 
motor  control  from  the  switchboard. 

The  reason  for  adopting  the  needle-regulating  deflecting 
nozzles  in  this  plant  was  due  to  the  fact  that  six  power  plants  in 
series  will  be  installed,  taking  water  from  the  same  source  of 
supply.  As  there  were  not  available  sites  in  the  canyon  through 
which  the  water  canal  is  carried  to  install  regulating  reservoirs, 
it  was  necessary  to  arrange  a  system  of  control  which  would  per- 
mit of  flow  of  water  to  the  lower  plants  without  momentary 
interruption.  When  this  plant  is  completed,  it  will  include  four 
20,000  horsepower  units. 

An  illustration  of  the  adaptation  of  the  Pelton  wheel  to  a 
modern  mining  plant  is  illustrated  in  Fig.  38,  which  shows  the 
interior  view  of  the  power  plant  of  the  Qranby  Consolidated 
Mining,  Smelting  &  Power  Company,  Anyox,  B.  C.  In  this  plant 
Pelton  wheels  are  connected  to  a  large  piston  blowing-engine,  a 
large  piston  air-compressor,  to  three  rotary  air-blowers  of  the 
Connersville  type,  and  also  to  the  electric  generators  and  excit- 
ers for  the  electrolytic  process. 

It  has  been  the  intent  of  this  paper  to  submit  briefly  to  the 
interested  engineer  the  principal  types  of  prime-movers  that 
have  been  developed,  with  their  methods  of  regulation,  and  only 
those  types  have  been  described  and  illustrated  which  have 
proven  thoroughly  reliable  and  satisfactory  under  the  severe  con- 
ditions of  regular  service  operation.  The  art  is  one  that-  is  con- 
stantly developing.  The  limitations  as  to  power  output  and 
speed  have  not  as  yet  been  reached  and  are  only  limited  by  the 
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Th«  pUnt  eoniiits  of  Hum  water  wbeeli  connecled  tn  rolBTr  air  blower*  of  (lii 
OonnerailUe  trpe.  e«eh  wh*«l  dtTolopinf  7T5  hp.  luder  371  fl.  (114  m.)  effutlva 
h»d,  ■!  115  r.p.n. 

Two  wXcr-whcel  gencntor  unlln.  eich  wbeel  deTetopioE  1400  bp,  nuder  S70 
ft.  (118  m.)  eltBFIiie  h»d  it  400  r.p.m. 

One  witsr  wheel  for  mnlargeoermlor  Ml.  deielopinj  75  bp.  min  370  ft. 
(lis  m.)   tStetitt  bead,  ■!  BOO  r.p.m. 

One  wal«r  wbeel  for  CoDoeririlla  blowlnf  ■□slue,  derelopinf  1400  hp.  ondar 
874  fl.  (114  m.)  effecllTa  head  at  75  r.p.m.   - 

Ona  witrr  wheel  for  Nordberg  air  compreaaor,  wheel  developini  BOO  hp.  nnder 
ST4  fl.  <114  a.}  effeedre  head  al  84  r.p.m. 


necessities  of  the  particular  inBtallation.  As  to  the  limits  of  ca- 
pacity, they  are  restricted  only  by  the  profitable  demand  for  the 
power  and  by  the  quantity  and  head  of  water  available ;  the  only 
practical  limitations  a^  to  the  head  or  pressure  under  whieh  a 
power  plant  can  be  constructed,  is  the  cost  of  the  pressure  pipe 
line. 

Plans  have  been  developed  which  demonstrate  that  an 
hydraulic  prime-mover,  thoroughly  satisfactory  from  the  stand- 
point of  first  cost,  upkeep  and  reliable  operation,  can  be  con- 
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stmcted  for  heads  in  excess  of  6000  ft.  in  a  single  drop,  and  in 
units  as  large  as  30,000  horsepower  each,  the  limitations  being 
the  question  of  the  cost  and  the  difficulties  of  securing  a  satis- 
factory pressure  pipe  line,  an  available  source  of  water  supply 
which  can  be  developed  at  a  reasonable  cost,  and  a  satisfactory 
market  for  the  power  generated.  Other  than  this,  the  results  to 
be  secured  from  units  of  this  capacity  and  operating  under  these 
conditions  would  be  absolutely  satisfactory  in  regular  operating 
service.  It  is  not  predicted  that  this  represents  the  limit  of  ca- 
pacity or  head.  It  would  indicate,  however,  the  approach  to  a 
limit,  as  representing  possibly  the  maximum  conditions  of  a  reli- 
able water  supply  that  can  be  secured  within  a  reasonable  cost  of 
development  and  within  a  reasonable  distance  of  a  profitable 
market. 

The  several  illustrations  which  have  been  introduced  in  this 
paper  have  been  selected  from  regular  shop  photographic  record 
prints  as  being  the  best  means  of  illustrating  the  general  develop- 
ment of  the  art  and  improvements  in  the  details  of  construction 
and  in  the  systems  of  regulation,  and  from  this  standpoint  will 
be  of  interest  to  engineers. 

The  efficiency  to  be  secured  from  an  Impulse  Prime-Mover 
is  affected  by  the  type  of  the  unit,  the  head  or  pressure  that 
it  is  to  operate  under,  and  the  speed  of  rotation;  these  factors 
determining  the  ratio  of  the  jet  and  the  pitch  diameter  of  the 
wheel. 

A  characteristic  efficiency  curve,  showing  the  results  from  a 
medium  sized  prime-mover  under  actual  operating  conditions,  is 
shown  in  the  efficiency  curve  of  the  Crane  Valley  No.  1  Power 
Plant,  Fig.  36. 

Under  exceptionally  favorable  conditions  the  efficiency  of  a 
Pel  ton  hydraulic  prime-mover  will  range  between  83%  and  86%, 
depending  upon  the  special  limitations  of  the  installation.  It  is 
anticipated  that  these  extremely  favorable  efficiencies  will  be 
somewhat  improved,  and  with  heads  in  excess  of  3000  ft.  with 
large  sized  power  units,  it  is  reasonable  to  predict  an  efficiency 
of  approximately  90%. 

In  considering  these  questions  of  efficiency,  it  must  be  appre-. 
ciated  that  they  are  based  upon  the  prime-movers  installed  in 


